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The appearance of an exhaustive work on the steam-engine, 
written by an engineer of fifty years' experience and of unsur- 
passed distinction in his profession, is an event of exceptional 
importance to all who are interested in the subject, whatever their 
station or vocation. To those engaged in that branch of engineer- 
ing known distinctively as steam-engineering, this work will be 
especially welcome, as including the slowly-gathering knowledge 
of the subject which has been accumulated since the days of 
Wiitt. and as giving a compendium of the most recent practice. 
British mechanics need no introduction to its author; nor, in fact, 
does the specialist in the United States or in any part of the 
American continent, if of sufficiently long experience to. have 
remembrance of the work done a generation ago by Mr. D. Kinnear 
Clark in the establishment of the best practice and the science of 
the steam-engine. Mr. Clark's Railway Machinery has been one 
of the engineer's " classics " since the date of its publication (1855), 
and his services in determining tht nature and extent of the in- 
ternal wastes of the engine and the laws of their variation, have 
placed his name beside that of Hirn in Europe and of Isherwood 
in the United States, both of whom gained their fame by prose- 
cuting an investigation first opened by Mr. Clark in 1850-55. 

Since that time Mr. Clark has continued to give his attention 
closely to engineering matters, and the publication of his Rules, 
Tables, and Data for Mechanical Engineers, with its splendid 
collection of facts and figures, has further shown the nature and 
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extent of his researches. Meanwhile he has also been at work 
systematizing and jM^eparicg for publication the informaticMi thus 
accumulated during a long life of professional practice and researdt 
The result is a treatise crowded with illustrations of the best current 
practice, and with facts and principles derived from long^ experience 
in the laboratories of the physicist and in the workshops of the 
engineer, and by the scientific investigation of the economics of the 
completed engine. 

The existing works on the steam-engine may be distincdy 
divided into two principal classes: one being those which, like that 
of Rankine, present a philosophical discussion of the scientific 
principles involved in its design and construction; the other, like 
the works of Bourne, so long almost alone in their class, consisting 
mainly of description of the methods of design and construction 
practically in use among builders. Of these two classes the former 
has of late been ver\' thoroughly supplied with the results of 
modern science as applied to heat-engines, the material so furnished 
to the engineer being almost superabundant; while the works of 
the latter class have been comparatively few in number, and usually 
of less complete form. A place was, therefore, open for such a 
work; but a place which could only be satisfactorily filled by an 
author of large practical experience, and of exceptional ability and 
skill in authorship and compilation. It is this place which Mr. 
Clark has filled. 

His elaborate and thorough work on the steam-engine opens 
with a discussion of the practical aspects of the scientific principles 
of steam-boiler operation, and statements of the results of trial of 
the best classes of boilers as constructed by the most widely- 
known builders in Great fcritain. It includes also the published 
accounis to date of boiler-trials in America, and of the character 
and economic values of the fuels of both continents. The physics 
of steam production and the chemistry of combustion are exhibited 
in practical applications, and a collection of data is given that wil^ 
prove of great value to the engineer both in designing and oper 
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ting Steam-boilers. The relations of the areas of grate to heating 
surfaces, and to chimney dimensions, are exhibited as shown by 
experiment; and the discussion of the results obtained from various 
Designs of factory chimneys is as valuable as it is novel. 

The second part of the work deals with the principles and per- 
formance of steam-engines, the principles of the transformation 
of heat-energy into power; the expansion of steam in simple and 
in compound engines; the testing of engines, with resulting data, 
including the later methods of Hirn, Hailauer, and Donkin; and 
the determination of the amounts of engine-friction in various types 
of the machine. The work thus constitutes a valuable addition to 
this class of literature, much of it being entirely new. 

The chapters on the construction of engines and boilers are 
the characteristic and most extensive portions of the work. The 
discussions of the strength of the shell and flues of the boiler, 
and the reports of tests of the completed structure, give the 
essential data for the designer, while the descriptions of the various 
forms of boiler and of their proportions form the best of guides in 
their construction for specified work. The descriptions of the 
principal types of steam-engine are admirably written and illus- 
trated, and the collection is peculiarly rich in working drawings 
supplied by the builders of the best-known stationary, locomotive, 
and marine engines, inclusive of a number of the most famous 
American engines. The whole constitutes the most extensive 
treatise of its kind in the English — or in any other— language; 
and, coming from one of the oldest and most talented members of 
the engineering profession, may be expected to take its place as 

t*^t leading authority on its subject, and in its field. 
When the young engineer has placed beside the authoritative 
atises on the philosophy and applied sciences of the steam- 
jine a similarly authoritative and complete treatise on the struc- 
e, the construction, and the operation of the engine, his library, 
•^his department, may be said to be complete; and he is prepared 
to the next and highest work, that of originating and 
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improving. Such an authoritative and very complete treatise is this 
work by Mr. Clark, and it cannot fail to prove proportionally 
useful and important. The student will have under his hand, and, 
if he choose, in his mind, the "state of the art" to date, and can 
then, if he have the genius which distinguishes the real mechanic 
and engineer, intelligently proceed to adapt his plans to the case in 
hand, or to effect further improvements in a machine which, more, 
perhaps, than any other, exemplifies the most marvellous powers 
of the human mind. 

ROBT. H. THURSTON. 



THE STEAM ENGINE. 



INTRODUCTION. 

The Steam Engine, in the general sense, is an assemblage of organs, the 
functions of which are to generate steam from water, in boilers, by the 
combustion of fuel and the absorption of the heat disengaged in combus- 
tion; and to use the steam for the performance of work in steam engines. 
The generation of steam is a function distinct from the development of 
steam power; and the treatment of the steam engine is naturally divisible 
into two parts — the treatment of the boiler, and the treatment of the 
engine. The boiler itself consists of two elements, the furnace, and the 
boiler specifically. In the furnace the heat is generated; in the boiler it is 
absorbed. In accordance with these distinctions, the Work is divided into 
four sections, namely: — I. The Principles and Performance of Steam Boilers; 
II. The Principles and Performance of Steam Engines; III. The Con- 
struction of Steam Boilers; IV. The Construction of Steam Engines. 

The elementary definitions, standards^ and measures of work, power, 
and duty, in frequent use in the course of this work, are here subjoined; 
together with measures of pressure and weight, and French and British 
equivalents. 

Elementary Standards and Measures. 

The evaporative efficiency, or the efficiency, of a steam boiler is measured 
by the proportional quantity of the whole heat of combustion of a given 
fuel, absorbed into the boiler and applied to the conversion of water into 
steam. Efficiency, or economic efficiency, is also expressed by the weight of 
water evaporated by one pound of the fuel, in the sense of the French word 
rendement — yield; and. for t"he purpose of directly comparing performances 
effected at various pressures and temperatures, it is customary to reduce 
them to a normal standard of efficiency, expressed by the equivalent weight 
of water which would be converted into steam if it were supplied to the 
boiler at 2 1 2° F. and evaporated at 2 1 2°, an d of course under one atmosphere 
of pressure: — briefly, evaporated from and at 212" F. 

tThe standard temperature of the water as supplied to the boiler, is 
metimes taken at 62° F., the average natural temperature of cold water; 
at 100° F., which is about the temperature of the condensing water of 
;am engines. 
The uniform standard, of water evaporated from and at 212°, is adopted, 
r the most part, in this work. 
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Evaporative rapidity, or evaporative power, is expressed by the quantity 
of water evaporated per hour by a steam boiler. It may be the tola! 
quantity of water, or it may be the quantity of water per square foot of 
grate-area, or per square foot or per square yard of heating surface. 

Evaporative performance comprises both the elements, efficiency and 
rapidity; though it is also used to express simply the evaporative efficienc)' 
of the boiler, or of the fuel. 

Standards of Work and Power. 
Work consists of the sustained exertion of pressure through space. The 
British unit of work is one foot-pound ; that is, a pressure of one pound 
exerted through a space of one foot The French unit of work is one 
kilogrammetre; that is, a pressure of one kilogramme exerted through a 
space of one metre. One kilogrammetre is equal to 7.233 foot-pounds. 

Horse-power, occasionally expressed by the initials H.P., is a measure 
of the rate at which work is performed. One horse-power is the expression 
of 33,000 foot-pounds of work done per minute, or 550 foot-pounds of 
work done per second. It is nearly identical with the French horse-power 
(cfuval-vapeur, or cheval), which is equal to 75 kilogram metres of work 
done per second. As a kilogrammetre is equal to 7.233 foot-pounds, the 
"cfu'val" is equal to {75 X7.233^r) 542.5 foot-pounds of work per second, 
which is 1.37 per cent less than the English measure of a horse-power. 

If the work of a horse-power, expressed in foot-pounds, be divided by 
772, Joule's equivalent, the quotient is the equivalent work expressed in 
heat-units. Thus, a horse-power is equivalent to (33,000-^772 — ) 425^ 
heat-units per minute. 

The work of a horse-power, 33,000 foot-pounds per minute, is equiva- 
lent to (33,000x60 minutes=) 1,980,000 foot-pounds per hour — neariy 
2 millions of foot-pounds per hour. 

The horse-power of a steam engine, expressive of actual work done, is 
calculated in two forms: — 1st, in terms of the work done by the steam in 
the cylinder; or. 2d, in terms of the work transmitted to the main shaft of 
the engine. The first is measured by means of the indicator, and is known 
as indicator horse-power; the second is measured by means of a friction 
break, and is known as brake horse-power, or horse-power at the brake, and 
occasionally as nett liorse-power. The second is, of course, less than the 
first by as much as the frictional resistance of the engine; and the ratio of 
the second to the first is the efficiency of the engine, or, more properly, of 
the mechanical organs of transmission. The ratio of the frictional resist- 
ance to the indicator power is the coefficient of friction of the engine. 

The relation of fuel consumed to work done by steam engines is usually 
expressed in pounds of fuel consumed per horse-power per hour; that is to 
say, the number of pounds required to perform a work of 1,980,000 foot- 
pounds. For example, for consumptions ranging, say, from i pound to 
5 pounds of fuel per horse-power per hour, the work done per pound would 
be as follows: — 
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Per hone-power per hour. Work done per lb. of fueL 

I lb 1,980,000 foot-pounds. 

2 „ ( 1, 980,000 -r 2 = ) 990,000 „ 

3 »> (1,980,000 -=-3 = ) 660,000 „ 

4 „ (1,980,000-^4 = ) 495>ooo >» 

5 » ( 1, 980,000 -r 5=) 396,000 „ 

These quantities of work are calculated by dividing the constant, 1,980,000 
foot-pounds, by the number of pounds of fuel consumed per horse-power 
per hour; and, by the same process, the work done per pound of fuel is 
calculated when the quantity of fuel comprises a fractional number. For 
instance, if 2.5 pounds of fuel be consumed per horse-power per hour, the 

work done per pound of fuel is equal to ( — — = \ 792,000 foot-pounds. 

The reverse operation, of calculating the quantity of fuel consumed per 
horse-power per hour, when the work of one pound of fuel is given, is per- 
formed by dividing 1,980,000 by the work in foot-pounds. Thus, if the 
work of one pound of fuel be 660,000 foot-pounds, the quantity of fuel 

consumed per horse-power of work done per hour is equal to f -g| — - — = j 
3 pounds. * 

The mode of giving expression to the performance of fuel in terms of 
work done, though it is not in general use, is unrivalled in directness. The 
" duty" of Cornish pumping engines is recorded in this form, in terms of 
the number of millions of pounds of water lifted i foot high per bushel of 
coal, or per 100 lbs., or per cwt of coal consumed. Take the case of a 
duty expressed by 90 millions of pounds lifted i foot by i cwt. of coal. 
If it be required to determine the rate of consumption of fuel per horse- 
power of the duty-work done, the total duty may be divided by 112, the 
number of pounds in i cwt, to give the duty per pound of fuel; and this 
duty is divided into 1,980,000 to give the quantity of fuel consumed per 
horse-power per hour. Thus — 

— = 803,571 foot-pounds, the duty of i lb. of fuel; and 

A X Z 

-~ — = 2.46 lbs. of fuel per horse-power per hour. 

The calculation may be performed otherwise by multiplying 1,980,000 by 
1 12, and dividing by the given duty; thuj 



1,980,000 X 112 22 1, 760,000 , ,, 
90,000,000 90,000,000 

Whence the following rule, in which the numerator is taken in round 
numbers as 222 millions: — 

Rule. — To find the quantity of fuel consumed per horse-power of duty- 
work per hour — i. When the duty per cwt of fuel' is given. Divide 222 
by the number of millions erf" "^ '^ • ncr cwt of fuel The 
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quotient is the quantity of fuel in pounds consumed per horse-power (m 
hour. 

2. When the duty per lOO lbs. is given, divide 198 by the given dul 
or number of millions of pounds lifted i foot per 100 lbs. of fuel Tl 
quotient is the quantity in pounds. 

The following are a few examples of the equivalent values of duty p 
cwt of fuel, and pounds of fuel per horse-power: — 

50 4.44 lbs. 

60 3.70 



70 3-17 

80 2.77 

90 2.46 



99 
99 
99 
99 



Maik-spercwt. ""^^taur, 

100 2.22 lbs. 

150 1-48 „' 

200 1.H „ 

222 1.OO „ 



I 



I lb. per square inch. 



Measures of Power and Duty, 

550 foot-pounds, or .712 heat-units, per second 

I horse-power \ 33,000 do. or 42.75 do. per minuU 

1,980,000 do. or 2565.00 do. per hour. 
I lb of fuel per H.P. ( ^'98o,ooo foot-pounds per lb of ftieL 
per hour.. . ) ^'^65 heat-umts per lb of fuel. 

I 221.76 million foot-pounds p>er cwt of fueL 

1,000,000 foot-pounds ) ^ g ^^^ ^^ ^^^j jj p ^^^ 

per lb. of fuel I ^ ^ v^ v 

Measures of Pressure and Weight, 

144 lbs. per square foot 
1296 lbs. per square yard. 
2.0355 inches of mercury at 32** F. 
2.0416 do. do. 62® F. 

2.309 feet of water at 62° F. 
27.71 inches do. 62° F. 
21 16.8 lbs. per square foot 
I atmosphere (14.7 lbs. per I 33.947 feet of water at 62° F. 

square inch) | 10.347 metres do. 62° F. 

30 inches of mercury at 62® F, 
•5773 ounce per square inch. 

inch of water at 62° F. \ -036 1 lb. per square inch. 

5.20 lbs. per square foot 
.0736 inch of mercury at 62® F. 

•433 ^b. per square inch. 

I foot of water at 62** F. \ 62.355 lbs. per square foot 

.883 inch of mercury at 62' F* 

.49 lb. per square inch. 

I inch of mercury at 62^ F... \ ^^'f j.^^* Pf ^^"^^ ^f ^^^ 

•" * 1. 165 feet of water at 62° F. 

14 inches of water at 62** F, 
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French and British Equivalent Measures. 

FRENCH. —^f Length,-^ ^^^^^^^ 

I metre = 39.37 inches, or 3.28 feet 

,3048 metre = i foot 

I centimetre = •3937 inch. 

2.54 centimetres = i inch. 

I millimetre =-03937 inch, or 1/35 inch nearly. 

25.4 millimetres = i inch. 

FRENCH. —^f Surface.— ^^^^^^ 

I square metre = | ^^'^^^ ^^^^^ ^^^\ 

{ 1. 1 96 square yards. 

.836 square metre = i square yard. 

.0929 square metre. = i square foot 

I square centimetre = .155 square inch. 

6. 45 square centimetres = i square inch. 

I square millimetre = .00155 square inch. 

645 square millimetres = i square inch. 

French. -^ British. 

(35-315 cubic feet 
I cubic metre = < 1.308 cubic yards. 

( 220.09 gallons. 
.7645 cubic metre = i cubic yard. 

,0283 cubic metre = i cubic foot 

I cubic decimetre = { ^'•°*5 cubic inclies. 

I .0353 cubic foot 

28.3 cubic decimetres = i cubic foot 

I cubic centimetre = .06 1 cubic inch. 

1 6.4 cubic centimetres - i cubic inch. 

British 

^'"'=''- ( 61.025 cubic inches. 

iUtre( = i cubic decimetre).... =| 0353 cubic foot 

I .220 gallon. 

I, 2.20 pounds of water at 62® F. 

28.3 litres = I cubic foot 

4.54 litres = I gallon. 

French. ~^^ Weight.— British. 

I gramme = 15.43 grains. 

.0648 gramme = i grain. 

28.3 grammes = i ounce avoirdupois. 

I kilogramme = 2.2046 pounds. 

.4536 kilogramme == i pound. 

1 tonne or metric ton ) f •984» ton. 

, .| f — \ 19.68 cwts. 

1000 kilogrammes f j ^ , 

\ 2204.6 pounds. 

1.016 metric tons 1 

y. 1 '1 y = I ton. 

1016 kilogrammes J 
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Fkexch. 

I kflogiammetre (k x m) » 7-233 foot^x>unds. 

,138 kilogrammetie = i foot-pound. 

, cheval-.3penr, or cheval (75 \ „ ^ hofseix>wer. 

iT X mr per second) J 

1.0139 che^-aux. = i horse-power. 

I kQogramme per cheval » 2.235 pounds per horse-power. 

,447 kilogramme per chevaL = i pound per horse-power. 

I square metre per che^-al » iou9i3 square feet per horse-power. 

.0916 square metre per cheval == i square foot per horse-power. 

I cubic metre per cheval » 35.801 cubic feet per horse-power. 

,0279 cubic metre per cheval » i cubic foot per horsepower. 

— {f IVdghi, Pressurty and Measure. — 

French. Britisb. 

I gramme per square millimetre ... = 1.422 lb& per square inch. 

I kilocramme per square millimetre = \ '^***^ ^^ ^ ™ 

* *^ ^ ( .635 ton per square inch. 

I kilogramme per square centimetre = 14.223 lbs. per square inch. 

1.0335 kilogrammes per square \ ^ y^ ,^ j^^^ 

centimetre (i atmosphere) j 

.070308 kilogramme per square 1 ^^^ ^^^^ j^^ 

centimetre j 
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THE PRINCIPLES AND PERFORMANCE 

OF STEAM BOILERS. 



Chapter I.— OF WATER. 

Weight and Bulk, — The weight of i cubic foot of pure water, at four 
notable temperatures, is as follows: — 

IVeight of one cubic foot of Pure Water, 

At 32' F. (freezing point) 62.418 lbs. 

„ 39.1 (maximum density) 62.425 „ 

,,62 (standard temperature) 62.355 „ 

„ 212 (boiling point, under i atmosphere) 59. 640 „ 

The weight of water is frequently taken, in round numbers, at 62.4 lbs. per 
cubic foot, the temperature corresponding to which is 52^.3 R; or it is 

taken at 62 J^ lbs. per cubic foot, where precision is not required, equal to 

1000 |, 

-^Ibs. 

The weight of i gallon of water at 62° F. is 10 lbs.; and the volume is 
277.274 cubic inches; or about .16 cubic foot (^ths per cent more). The 
relative measures and weights of water are as follows: — 

6.2355 gallons (nearly 6^ gallons) in one cubic foot, at 62° F. 

168.36 gallons in one cubic yard, at 62° F. 

224 gallons in one ton of water, at 62° F. 

36 cubic feet, or i^ cubic yards, at 62.4 lbs. per cubic foot, in one ton. (The 

weight is exactly 6.4 lbs. more.) 
One cubic yard in 15 cwt, or "^ ton. (The weight is exactly 4.8 lbs. more.) 
One cubic metre (or 1.308 cubic yards, or 35.3156 cubic feet, or 220.09 gallons), 

at 62.4 lbs. per cubic foot, weighs one ton nearly (exactly 36.3 lbs. less). 
One litre of water is equal to .2201 gallon, or 1.761 pints; about ij^ pints. 
One gallon is equal to 4.544 litres, and one pint is .568 litre. 
One cubic foot is equal to 28.31 litres. 
One litre of water at 39**.! F., or 4° C, the temperature of maximum density, 

weighs one kilogramme, or 2.2046 lbs.; at the temperature 62° F., or 16^7 C, 

it weighs 2.202 lbs. 
1000 litres = one cubic metre, equal to 35.3156 cubic feet; and, at 39^.1 F., or 

4° C, weigh 1000 kilogrammes, or one ton nearly (35.4 lbs. less). 
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PRINXIPLES AND PERFORMANCE OF STEAM BOILERS. 



Expansion by Heat — Bearing in mind that if heat be applied t- 
water at 32'' F., it contracts in volume until it reaches the temperature a ^ 
maximum density, 39^I F., when expansion commences; the net cubical' 
expansion, or expansion of volume of water, when heated from 32" to i\i 
F., is '0466; that is, the volume is increased from i at 32'' F. to 1.0466 < I 
212"* F. This expansion is rather more than 4^ per cent; or betwea 
'/azst and ^jxA part of the volume at 32^ The expansion of water increasB{ 
in a greater ratio than the temperature. The annexed table; No. i, shonl 
approximately the cubical expansion, comparative density, and compan-l 
tive volume of water for temperatures between 32** and 212* F., calculated 
by means of an approximate formula constructed by Professor Rankineas 
follows: — 

-(I) 



D, nearly = ~ 

^ ^ /+461 



2 a 



500 



500 /+461 

in which 0^=62.425 lbs. per cubic foot, the maximum density of water, 
and Dj = its density at a given temperature / F. 

Rule. — To find approximately the detisity of water at a given temper- 
ature^ t/ie maximum density being 62.425 lbs. per aMc foot. To the given 
temperature in Fahrenheit degrees, add 461, and divide the sum by 50a 
Again, divide 500 by that sum. Add together the two quotients, and 
divide 124.85 by the sum. The final quotient is the density nearly. 

The results given by this rule are very nearly exact for the lower tem- 
peratures, but for the higher temperatures they are too great For 212" F. 
the density of water by the rule is 59.76 lbs. per cubic foot, but it is actually 
only 59.64 lbs., showing an error of about Vsooth part in excess. 



Table No. i. — Expansion and Densiiy of Pure Water, 

FROM 32° TO 390° F. 

(Calculated by means of Rankine's approxitnate fonnula.) 



Tempera- 
tures. 



Fahr. 

35 

39-1 
40 

45 

46 

50 

52-3 

55 
60 

62 



Total 

Incumbent 

Pressure of 

Vapour per 

square inch. 



Pounds. 

.089 
.100 

.117 
.122 
.147 

•153 
.178 

.192 

.214 
.254 



Comparative 
Volume. 



Water at 32* 
= 1. 

I.OOOOO 
0.99993 
0.99989 
0.99989 

0.99993 

I.OOOOO 

I.000I5 

1.00029 

1.00038 
1.00074 

I.OOIOI 



Comparative 
Density. 



Water at 3a' 

— X. 

I.OOOOO 

1.00007 

I.OOOII 

1. 0001 1 
1.00007 

I.OOOOO 

0.99985 
0.99971 

0.99961 
0.99926 

0.99899 



Density, 

or weight 

of I cubic 

foot. 



Pounds. 

62.418 
62.422 
62.425 
62.425 
62.422 

62.418 

62.409 

62.400 

62.394 
62.372 

62.355 



Weight of 
X g^Ion. 



Pounds. 

IO.OIOI 
10.0103 
10.01 12 
10.01 12 
10.0103 

IO.OIOI 

10.0087 

10.0072 

10.0063 
10.0053 
10.0000 



Remarkable Temperatuivs. 



Freezing point 

Point of maximum density. 

( Same volume and density 
( as at the freezing point. 

I Weight taken for ordinary 
) calculations. 

Mean temperature. 



OF WATER, 



Table Na i {continued). 

(Calculated by means of Ranldne's approiiinate formula. ) 



._. 


?s;:s^j^co 


'^'^ 


'^dI:^'." 


foot. 


TSr 




Fahr. 


Pouadt * 


tnuj.- 


W»Wr«3.' 


PoilKlU. 


PoUBdt 




H 


•304 I 


00119 


0.99881 


62.344 


9.9982 




70 


.360 . 


.00160 


0.99832 


62.313 


9-9933 




7S 


427 I 


00239 


0.99771 


62.275 


9.9871 




80 


.503 I 


00299 


0.99702 


62.232 


9.980 




85 


.592 1 


00379 


0.99622 


63.182 


9,972 




90 


.693 1 


00459 


0.99543 


62.133 


9,964 




95 


.809 1 


00SS4 


0-99449 


62.074 


9-955 






■940 1 


00639 


0-99365 


62.022 


9-947 


j Temperature of condenser 


105 


1.095 1 


00739 
00889 


0.99260 


61.960 


9-937 






1.267 I 


0.99119 


61.868 


9,922 




115 


1.462 I 


00989 


0.^874 


61.807 


9.9'3 




1 30 


1.685 1 


01139 


61,715 


9.897 




I2S 


1.932 • 


01239 


0.98808 


61.654 


g.887 




130 


2.215 1 


01390 


0.98630 


61.563 


9-873 




13s 


2.542 1 


01539 


0.98484 


61.472 


9.859 




140 


2.879 I 


0.S90 


0-98339 


6..381 


9-844 




14s 


\Vd \ 


01839 


0.98194 


61.291 


9.829 




ISO 


0.989 


0.98050 


61.201 


9.815 




111 


4-193 • 


02164 


0.97882 


61.096 


9-799 




4-731 1 


02340 


0.97714 


60.991 


9.781 




165 


S-327 I 


03589 


0.97477 


60,843 


9-7S7 




170 


5.985 1 


02690 


0.97380 


60.783 


9.748 




17S 


6.708 1 


02906 


0,97193 


60.66s 


9.728 




i85 


7.511 I 


03100 


0.97006 


6a548 


9-7" 




185 


8-375 ' 


03300 


0.96828 


60.430 


9.691 




190 


9-335 I 
!o.3§5 1 


03500 


0.96632 


60.314 


9.672 




"95 


03700 


0.96440 


60.198 


9.654 






.1.526 I 


03889 


0.96256 


60.081 


9-635 




20s 


12,770 I 


0414 


0.9602 


59-93 


9.611 




a 10 


14.126 I 


0434 


0-9584 


59.82 


9-S94 






14.7 I 


0444 


0-9S7S 


59.76 


9.584 


Boiling point; by formula. 


312 


14.7 I 


0466 


0-9S55 


59-64 


9-565 


J Boiling point ; by direct 


330 


20.87 I 


0529 


0.9499 


59-36 


9.520 




250 


29.80 1 


0628 


0.9411 


58.75 


9.422 




270 


41.87 I 


0737 


0.9323 


58.18 


9-33" 




290 


57-64 I 


0838 


0.9227 


57-59 


9.236 


Temperature of steam of 


298 


65.00 1 


0899 


0.917s 


57.27 


9-185 














per square inch. 














Temperature of sicam of 


338 


115.00 . 


.118 


0.8994 


56.14 


9.094 


100 Ibs.cffcctivc pressure 
per squari- inch, 
Taiip.r.,tute of siL-.-Lm of 


366 


165.00 1 


1301 


0.8850 


55-29 


8.867 


1 50 lbs. effective pressure 
per square inch. 
Temperature of steam of 


390 


220.O0 I 


1444 


0.8738 


54-54 


8.747 


205 lbs. effective pressure 
per square inch. 
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Specific Heat of Water, — The average specific heat of water bctwccB Ac 
freezing and the boiling points is 1.005, or one-half per cent more dia&At 
specific heat at the freezing point 

It follows from the increasing specific heat of water, as the tempoatin 
rises, that the consumption of heat in raising the temperature is sli^ 
greater expressed in units than in degrees of temperature. To raise^iBr 
example, one pound of water from o"* to 100° C, or from 32* to 2i2' F, 
there are required 100.5 C. units, or 180.9 F- units, of heat. 

The specific heats of water in the solid, liquid, and gaseous state at 
grouped as follows: — 

Ice 0.504 

Water. i.ooo 

Gaseous Steam 0.623 



showing that in the solid state, as ice, the specific heat is only half that of 
liquid water; and that, in the gaseous state, it is a little more than that of 
ice, or barely five-eighths of that of liquid water. 



Table No. 2. — Specific Heat of Water. 







1 




Aacan J^Mofic 






Units of Heat required to raise 


Specific Heat at 


Heat between 


Temperatures. | 


the temperature from the freezing 


the given 


the freesins point 






point to the given temperature. 


temperature. 


and the given 
temperature. 


Centigrade. 


FahrenheiL 


Cent, units. 


Fahr. units. 


Freezing points X. 




0** 


32° 


0.000 


0.000 


1. 0000 




10 


50 


10.002 


18.004 


1.0005 


I.0003 


20 


68 


20.010 


36.018 


1. 0012 


1.0005 


30 


86 


30.026 


54.047 


1.0020 


1.0009 


40 


104 


40.051 


72.090 


1.0030 


I.OOI3 


50 


122 


50.087 


90.157 


1.0042 


I.OOI7 


60 


140 


60.137 


108.247 


1.0056 


1.0023 


70 


158 


70.210 


126.378 


1.0072 


1.0030 


80 


176 


80.282 


144.508 


1.0089 


1.0035 


90 


194 


90.381 


162.686 


I.OIO9 


1.0042 


100 


212 


100.500 


180.900 


I.OI3O 


1.0050 


1 10 


230 


IIO.64I 


199.152 


I-OI53 


1.0058 


120 


248 


120.806 


217.449 


I.OI77 


1.0067 


130 


266 


130.997 


235-791 


1.0204 


1.0076 


140 


284 


141. 215 


254.187 


1.0232 


1.0087 


150 


302 


151.462 


272.628 


1.0262 


1.0097 


160 


320 


161. 741 


291.132 


1.0294 


I.OIO9 


170 


338 


172.052 


309.690 


1.0328 


I.0I2I 


180 


356 


182.398 


328.320 


1.0364 


I.OI33 


190 


374 


192.779 


347.004 


I.040I 


I.OI46 


200 


392 


203.200 


365.760 


1.0440 


I.O160 


210 


410 


213.660 


384.588 


1. 0481 


I.OI74 


220 


428 


224.162 


403.488 


1.0524 


1. 0189 


230 


446 


234.708 


422.478 


1.0568 


1.0204 



OF HEAT. II 

In table No. 2, the specific heats of water for temperatures of from o° to 
230° C, or 32** to 446° R, by the air-thermometer, are calculated by means 
of Regnault's formula: — 

^=1 + 0.00004 /+ 0.0000009 t^i ( 2 ) 

in which c is the specific heat of water at any temperature /, the specific 
heat at the freezing point being = i. 

The following are the specific heats of a few other familiar liquids : — 

Water at 33* F. sax. 

Mercury. 0333 

Olive oil 3096 

Sulphuric ether, density .715 5200 

Alcohol 6588 



Chapter II.— OF HEAT. 

Unit of Heat — The British unit of heat is that quantity of heat which 
is required to raise the temperature of one pound of pure water i degree 
Fahr., at or near 39°. i F., the temperature of maximum density of water. 

The French thermal unit, or calorie, is that quantity of heat which is 
required to raise the temperature of one kilogramme of pure water i degree 
Cent, at or about 4° C, which is equivalent to 39°. i F. 

Mechanical Equivalents of Heat 

I British heat-unit, or i** F. in i lb. of water — ^Joule's \ ^^ r ^*, j 
. , ' ^ 772 foot-pounds, 

equivalent J 

I French heat-unit, or 1° C. in 1 kilog. of water. 425 kilogrammetres. 

I French heat-unit; its equivalent value calculated in ) ccV\ 

terms of the value of Joule's equivalent J 4 3-55 5^ 

French and British Equivalents of Heat, 

I calorie, or French unit 3.968 British heat-units. 

.252 calorie i British heat-unit 

French mechanical equivalent (425 kilo- 1 * f «. a 
grammetres) J 

10.67 kUogiammetres f British mechanicd equivalent 

I (772 foot-pounds). 

I calorie per square metre 369 heat-unit per square foot. 

2.713 calories per square metre i heat-unit per square foot 

I calorie per kilogramme 1.800 heat-units per pound. 

.556 calorie per kilogramme i heat-unit per pound. 

Radiant Heat, — Heat may travel in three modes of movement — by 
direct radiation, by convection, and by conduction. From bodies in a state 
of active combustion the heat is discharged partly by radiation from the 
surface, and partly by convection in the gaseous products of combustion 
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vdiich flow from the fuel )L Peclet^ estimated, firom the results of cxp&l 
ment3, the proportions of the total heat generated from combiistifalB^Bl 
follows: — 



Wood Aboct >^ About ^ 

Charcoal » >i " ^ 

Oil n 's » -»/s 

The flameless carbon of charcoal in combustion radiated much mnl 
heat than flaming wood. The proportion of heat radiated depends lor 
much upon the disposition of the material, the clearness of the surniandfl[ 
gaseous matter, and the development of the radiatiiig^ surface. Fm 
charcoal, which the most nearly approaches, in kind, to coal and coke s 
fuel, half of the whole heat that was generated, in Aese experiments^ la 
discharged by radiation ; and a very large proportion — ^probably more tbi 
half— of the heat of combustion in the furnaces of steam-boilers is absorixd 
by the surface which is exposed to radiant heat, and which also ab6oriKa| 
proportion of convected heat 

The remarkably conclusive results of the experiments made by HE I 
Dulong and Petit, and published by them in 1817,* place in a clear lig^ 
the variations of radiating action, not only with the simple excess of tem- 
pcrature, but also with the variations of temperature of the inclosure^ or the 
surrounding surface. It is shown that the velocity of cooling- by radiatioD 
increases in a much more rapid ratio than the excess temperature^ whal 
the temperature of the inclosure is constant; and that for a constant excess 
temperature it increases but slowly with the temperature of the inclosure 
The formula of MM. Dulong and Petit, as reduced by M. Pdclet,* traos^ 
formed into British measures, is as follows: — 

Heat Radiated from Incandescent CoaJ or Q^. 

R=i44/i« (a'-i) (i) 

R = the quantity of heat radiated per square foot of surface per 

hour, in British units. 
^ = the tem[>erature of the inclosure, in Fahrenheit degrees. 
/=the excess temperature of the surface of the hot body above 

0y in Fahrenheit degrees, 
df-the constant, 1.00425. 

This formula is applied to the investigation of furnace heat in a subse- 
quent chapter. 

Conducted Heat, — Liquids and gases are bad conductors of heat, but 
they may abstract heat quickly by convection when there is free circulation. 
Mr. Thomas Craddock, in 1844,* describes the results of experiments in 

* Traitidela Chalmr^ i860, vol. i. page 14. 

' " Rcchcrchcs sur la Mesure des Temp(?ratures et sur les Lois de la Communication de la 
Chalcur," in the Annates de Chimie et de Physiqtu^ vol. vii. 181 7, pages 313, &c. A translation of 
this paper was published in the Annals of Philosophy^ vol xiii. 181 9, pages 112, &c. 

■ Traitide la Chaleur, vol. i. page 373. 

* Description 0/ Patent Universal Condensing Engine, Birmingham, 1844, page 5. 
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which he found that water was enormously more efficient than air for the 
abstraction of heat through metallic surfaces in the process of cooling. 
He suspended a tube filled with hot water, having a thermometer suspended 
in the water. The water was cooled from the temperature 180° F. to the 
temperature 100® R, in still air, in 25 minutes; and in still water in one 
minute. He tested also, in anticipation of M. P^clet, the advantage of 
brisk circulation. He proved that the rate of cooling by transmission of 
heat through metallic surfaces was almost wholly dependent upon the rate 
of circulation of the cooling medium over the surface to be cooled. When 
he moved the tube that was filled with hot water, already noticed, by rapid 
rotation, at the rate of 59 feet per second, through air, it lost as much heat 
in one minute as it did in still air in 12 minutes. In water, at a velocity of 
3 feet per second, as much heat was abstracted in half a minute as was 
abstracted in one minute when it was at rest in the water. Mr. Craddock 
concluded, further, that the circulation of the cooling fluid became of greater 
importance as the difference of temperature on the two sides of the plate 
became less. j(\ 

Transmission of Heat through Solid Plates^ from Water to Water — 
M. P&let found, from experiments made with plates of wrought iron, cast 
iron, copper, lead, zinc, and tin, that when the fluid in contact with tlie 
surface of the plate was not changed by artificial means, the rate of con- 
duction was the same for different metals, and for plates of the same metal 
of different thicknesses. But when the water was thoroughly circulated 
over the surfaces, and when these were perfectly clean, the quantity of 
transmitted heat was inversely proportional to the thickness, and directly 
as the difference of temperature of the two faces of the plate. When the 
metal surface became dull, the rate of transmission of heat through any 
metals was very nearly the same. 

It follows that the absorption of heat through metal plates is more 
active whilst evaporation is in progress — when the circulation of the water 
is more active — than while the water is being heated up to the boiling point. 
This conclusion is confirmed by the results of experimental observations 
made by Mr. William Anderson, and by Sir Frederick Bramwell,^ and par- 
ticularly by Mr. John Graham in 1858.^ 

M. P^clet's principle is still more explicitly supported by the results of 
exhaustive experiments made in 1867 by Mr. Isherwood,* on the con- 
ductivity of different metals. Cylindrical pots, 10 inches in diameter, 21 J^ 
inches deep inside, and % inch, \{ inch, and ^ inch thick, turned and 
bored, were formed of pure copper, brass (60 copper and 40 zinc), rolled 
wrought iron, and remelted cast iron. They were immersed in a steam 
bath, which was varied from 220** to 320° F. Water at 212"* was supplied 
to the pots, which were kept filled. It was ascertained that the rate of 

* Sec ^ Manual of Rules, Tables, and Data, by D. K. Clark, page 466, &c 

* See Mr. Graham's paper " On the Consumption of Coal in Furnaces, and the Rate of Evapo- 
ration from Engine Boilers," in the Memoirs of the Literary and Philosophical Society of Manchester, 
▼oL 15, i860, page 8. » See Steam Boilers, by William H. Shock, 1880, page 57. 
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Heat-units. 


Ratio. 


642.5 


1. 00 


556.8 


•87 


373-6 


.58 


315-7 


.49 



evaporation was in the direct ratio of the difference of the temperatures 
inside and outside of the pots ; that is, that the rate of evaporation per 
degree of difference of temperatures was the same for all temperatures; 
and that the rate of evaporation was exactly the same for different thick- 
nesses of the metal. The respective rates of conductivity of the several 
metals were as follows, expressed in weight of water evaporated from and 
at 212° F. per square foot of the interior surface of the pots, per degree of 
difference of temperature per hour, together with the equivalent quantities 
of heat units : — 

Water at aza*. 

Copper 665 lb. 

Brass 577 „ 

Wrought iron 387 „ 

Cast iron 327 „ 

Transmission of Heat through Solid Plates, from Air or other Dry Gases 
to Water. — The law of the transmission of heat from hot air or other gases 
to water, through metallic plates, has not been exactly determined by experi- 
ment. The only recorded observations from which an inference might be 
presumed to be drawn are those of MM. Dulong and Petit, on the cooling 
of heated bodies by the contact of air — a process which is apparently the 
converse of the process of heating by hot air. But the relationship is very 
indirect; and it may suffice to state here that the general results of experi- 
ments on the evaporative action of different portions of the heating surface 
of a steam-boiler, to be afterwards described, point to a general law the same 
as that which has been accepted for the transmission of heat from water 
and steam to water through metallic plates — that the quantity of heat 

transmitted per degree difference of 
^^^ temperature is practically uniform 

for various differences of tempera- 
ture. In applying this principle to 
the action of hot gases passing 
through a flue tube, an approximate 
indication of the actual law of the 
consecutive transmission of the heat 
to the water may be obtained 
thus : — 

Let a b, fig. i, be the length of 
the flue surface traversed by the hot 
gaseous products, and divide it into 
five equal sections, at c, d, e,f The 
vertical ag is the measure of the ini- 
tial excess temperature, say 2000"* F., 
at the beginning of the flue. Assuming, for the present, that the hot gases 
traverse the flue at a uniform velocity, let the temperature of the gases, in 
traversing the first interval ac, fall one-fourth, to the temperature 1500**, 
measured by the ordinate at c. In traversing thp next section cd the gases 




Fig. z. — ^Transmissbn of Heat in a Flue. 



OF HEAT. IS 

=^11 lose one-fourth of the temperature, 1 500°, falling to 1 125°, measured by 
i-the ordinate at d; and so on, the temperature falling one-fourth of the 
-remainder for each successive interval, to the end of the flue at b. Trace 
■-. the curve f^ through the upper ends of the ordinates, and draw the lines 
■ from the same points parallel to the bas^ across the intervals, as shown. 

The successive falls of temperature are in proportion to the successive 
. ordinates, and the ratio of the 2d fall to the 1st fall is equal to that of the 

3d to the 2d fall, and so on. That is to say: — 



For the 


tst. 


jd, 


3d, 


4tll, 


5th sections 




500" 


375° 


aSt' 


art' 


.58" F., 


and the ratios of these. 


375 


j8i 


irr 


£S! 





showing a constant proportional fall of temperature. The falls of tempera- 
ture are measures of the successive quantities of heat transmitted through 
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Kf, 1.— Augmeiilcd Fall of Tempei 



the flue-surface, and of the quantities of steam generated by the successive 
surfaces. It follows that tiie successive quantities of steam from equal 
surfaces should diminish in a constant proportion. 

But it is here supposed that the velocity of the current of gaseous pro- 
ducts is uniform from beginning to end; and that each part of the current, 
in a direct line of passage, is opposed to or in contact with every unit of 
surface in the line, for equal lengths of time. Now, in fact, the velocity is 
not uniform; it is retarded in proportion to the diminishing absolute tem- 
peratures and volumes of the cooling gases. Consequently, the lengths of 
time of the contact of each particle with successive units of surface are 
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augmented ; and the reductions of temperature, and corresponding evapo- 
rative actions, are augmented. It follows, as the result of excess tempera- 
ture, with retarded velocity, that the evaporative performance of each unit 
of surface is greater than what is indicated on the supposition of a simply 
geometrical or constant ratio; and that the ratio is not constant, but 
diminishes towards the outflow from the flue. The accelerated fall of tem- 
perature is illustrated by the diagram, fig. 2, in which the curve of tem- 
perature, ^ A, is repeated from fig. i. Set back the section at equal to 
ac, fig. I, as an initial section, to represent flue space traversed by the 
hot gases, at the uniform excess temperature 2000° F. The succeeding 
sections, traversed in equal times, gradually become shorter, since the gases 
contract as they cool. They are proportional in length to the volume of 
the gas, which varies with the average absolute temperature. For instance, 
the average absolute temperature of the gas in cooling from 2000° to 1500** 
excess temperature, is that due to the mean of these, 1750° — approximately 
so, at least: that is (i7SO°+3SO® for 120 lb. steam+46i''=) 2561"* against 
(2000+350+461=) 2811°. The interval a:^', which is less than ac, fig. 2^ 
in the ratio of 281 1° to 2561**, represents the first section of space described 
in the same length of time as for the initial space a i. The following spaces^ 
calculated in the same manner, are defined at the points d*, d, f^ b\ corre- 
spond to the spaces defined by d, e,f, b in fig. i ; and succeeding spaces 
are marked by ^, A', t^f. At the points /' and f the excess tempera- 
tures are 200° and 150°, corresponding to the sensible temperature 
(150® +350**=) 500°. The last interval, {j\ for which the mean absolute 
temperature is (175 + 350+461 =) 986**, is only about one-third of the initial 
absolute temperature, and the corresponding volume of the gases is only 
one-third of the initial volume. 

Reverting to the series of sections of equal length marked by the points 
^1 ^> ^iff sind h in the curve g h, fig. 2, the vertical ordinates drawn from 
these points, cut off by the curve gk\ are measures of the rectified excess 
temperatures at equal intervals of length ; and, 

at the points, a, r, d, e, /, b, of the flue 

the excess temperatures are 2000° 1455® 970° 580** 300° 137** F. 

Now, with respect to the Calls of temperature, 

for the ist, 2d, 3d, 4th, 5th sections 

the falls of temperature are 545® 485® 390® 280** 163° R, 

and the ratios of these, 485 39o 280 163 

545 485 390 280 

are .89 .80 .72 .58 

Here, the ratio of the falls of temperature, instead of being constant 
as on the first supposition of a uniform velocity, page 14, diminishes rapidly 
as the current advances, indicating that the fall of temperature is greater 
when the current advances with a continually retarded velocity than it 
would do if the velocity were uniform. 

But there is a third element which influences the rate of transmission of 
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: the accumulating pressure of the gaseous products in their passage 
bng the flues, As the velocity is forcibly reduced by contraction of 
plume, the onward pressure is augmented, on the principle of the Livet 
le, and of the expanding exhaust passage adapted to the Guibal and other 
, in which, in popular phrase, velocity is converted into pressure. 
1 partial vacuum is thereby generated at and near the beginning of the 
le, merging in a plenum towards the other end. The excess of pressure 
r the gaseous products on the flue-surface stimulates tlie transmission of 
^ excess heat remaining in the gases, and thus the proportional fall of 
nperature, and the corresponding evaporation, towards the end of the 
s further augmented relatively to what they would be on the simple 
ditions previously considered. Such augmentation may be so consider- 
able as to restore the ratios of the falls of temperature to equality with 
each other, according to the first and simplest assumption (page 14), when 
the curve of temperature would be of the character of gA, fig. i ; or the 
falls of temperature may be diminished in the earlier stages, as compared 
with the curve g h, and so much augmented in the later stages that the 
ratios of the falls may even increase towards the end. 

It will be shown, by and by, that such is the actual condition of evapo- 
rative action in long fiues; that the fall of temperature — the absorption of 
heat— in the later portions of the flue, is greater in proportion to the excess 
temperature than in the earlier portions, and the ratios of the falls of tem- 
perature increase as the current advances. The reduction of velocity is in 
proportion to the contraction of volume in cooling, which, in the example 
illustrated by fig. i, is in the proportion of about 3 to i. Suppose that in 
the boiler of a locomotive having flue-tubes 10 feet in length, the tempera- 
ture in the fire-box is 2350°, or 2000 above the temperature of steam of 
I20 lb. pressure per square inch in the boiler, and that the temperature of 
the gases as they pass from the tubes is 500°, the contraction of volume is, 
as before said, as 3 to i nearly. Let the fire-grate have an area of 9 square 
feet, and the tubes a united sectional area of flucway of 2 square feet 
Let the coke, as fuel, be consumed at the rate of So lb. per square foot of 
grate, or, in all, 720 lbs. per hour. Allowing 200 cubic feet of air at 62" F. 
per pound of fuel to pass through the grate, the total quantity passed per 
hour would be (200x720 = ) 144,000 cubic feet, being at tlie rate of 2400 
cubic feet per minute, or 40 cubic feet per second. The volume of the 
gaseous products per second is also 40 cubic feet at 62° F. ; and at 2350° F. 
in the fire-box the volume would be, according to the ratio of the absolute 
temperatures, 5.37 times 40, or 215 cubic feet per second. The speed of its 
entrance into the tubes would be (215-1-2 <the sectional area)=) 107X fi^^t, 
say 108 feet, per second; and one-third of this, 36 feet per second, would 
be the final velocity on leaving the tubes. Supposing that the mean 
velocity in the tubes is ( (108 + 36) 4-2 = ) 72 feet per second, 72 lineal feet of 
gases are reduced in velocity from 108 to 36 feet per second in one second. 
The volume of 72 lineal feet, 1 inch square, is % cubic foot. Of the 200 
cubic feet of air consumed per lb. of coke, 143 cubic feet are chemically 
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consumed, and 58 cubic feet go free, and the combined weigh 
foot is .08 lb. at 62**, or .015 lb. at 2350^ The weig^ht of yi cu 
2350'' is .0075 lb., and the work accumulated in this mass i 
( 1 08* X. 007 5 -^64.4 = ) 1.36 foot-pounds. The work remaining s 
velocity is equal to (36* x. 007 5 -=-64.4=) .15 foot-pound. Th< 
pended in retarding the current is (1.36— .15=) 1.21 foot-p 
length of 10 feet; and the retarding pressure averages {1.21-^ 
lb. on the square inch, equivalent to a column of 3.35 inches of 1 

From this calculation it appears that the velocity of the 
reduced under an opposing pressure measured by 3.35 inche 
which of course makes itself felt on the interior surface of the 
is relatively of greater moment near the outward ends» where 
qucnce, the augmentation of the transmission of heat, and of tl 
of water evaporated, are proportionally the greater. Thus it 
ratios of the falls of temperature may be increased as the 4 
vances. 

Another reason for this conclusion is that the heating surfa 
from the fire is more readily freed from the steam as it is gen< 
its evaporating function is exercised with a greater degree of fa 
that of the nearer heating surface, where the greatest proportio: 
is generated. 

M. Paul Havrez,^ who investigated the subject of decreasing e 
action in long flues, contended that the fall of temperature and e 
decreased in a strictly geometrical ratio ; that is, in the same rat 
of length. 

The communication of convected heat to plate surface is \ 
accelerated by mechanical impingement of the gaseous product 
surface. 

With respect to the influence of the conductivity of metals, a 
thickness of the plate, on the rate of transmission of heat from bi 
jllll to water, Mr. James R. Napier^ made experiments with small 

iron and copper placed over a gas flame. The vessels were 5 
diameter and 2% inches deep. From three vessels, one of iro 
copper, and one of iron sides and copper bottom, each of them 
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copper bottom and the other a J^-inch lead bottom, were tested against 
the iron and copper vessel, V30 inch thick. Equal quantities of water were 
evaporated in 54, 55, and 5 3^4 minutes respectively. Taken generally, the 
results of these experiments show that there are practically but slight 
differences between iron, copper, and lead in evaporative activity, and that 
the activity is not affected by the thickness of the bottom. 

Mr. W. B. Johnson^ formed a like conclusion from the results of his 
observations of the performance of two boilers of 160 horse-power each, 
made exactly alike, except that one had iron flue-tubes and the other 
copper flue-tubes. No difference could be detected between the perform- 
ances of these boilers. 

Mr. George Tosh,^ on the contrary, tested the evaporative performance 
of flue-tubes of iron, of brass, and of copper, 2 inches in diameter externally, 
and No. 14 wire-gauge in thickness. The specimens were 2 feet in length, 
each fixed vertically within a small boiler, and open at both ends. They 
were heated successively by a jet of gas placed at the lower end, the pro- 
ducts of combustion passing out at the upper end. It was found that the 
relative rates of evaporation and of transmission of heat by iron, brass, and 
copper, were as 100, 125, 156. This experiment is not directly comparable 
with Mr. Johnson's experiments — limited lengths of tubes highly heated, 
against boilers with developed surfaces. 

It may be concluded that when the surfaces are perfectly clean, the 
rate of transmission of heat through plates of metal from air or gas to 
water is greatest for copper, next for brass, and next for wrought iron. 
But that when the surfaces are dimmed or coated, the rate is the same for 
the different metals. 

There are correspondences and divergences between the foregoing 
results of experiments and those of P^clet, Isherwood, and others, attributable 
probably to the difference of conditions under which the heat was trans- 
mitted, as between water or steam and water, and between gaseous matter 
and water. On one point the divergence is extreme: — the rate of trans- 
mission of heat per degree of difference of temperature. Whilst from 400 
to 6cx) units of heat are transmitted from water to water through "iron 
plates, per degree of difference per square foot per hour, the quantity of 
heat transmitted between water and air, or other dry gas, is only about 
from 2 to 5 units, according as the surrounding air is at rest or in 
movement* It will be shown that in a locomotive boiler, where radiant 
heat was brought into play, 17 units of heat were transmitted through the 
plates of the fire-box per degree of difference of temperature per square 
foot per hour. 

1 Institution of Mechanical Evtgineers : Proceedings^ 1857, p. 122. ^ The same, p. I19. 

• See A Manual of Rules, Tables, and Data, p. 472, &c. 
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Chapter III.— OF STEAM. 

Steam, as generated from water, is of varying density and teni| 
according to the pressure under which it is generated. There is 
density and one pressure for any given temperature ; and the maximxl 
density and pressure due to the temperature are invariably maintained i| 
steam as it rises from water in the condition of saturation, as sal 
steam. 

TemperaUire and Pressure of Saturated Steam, — The relation of 4r| 
temperature and pressure, according to the results of M. Regnault s 
mental observations^ with an air thermometer, is expressed by theeinpiria| 

formula — 

2938.16 o . . 

/ = 7 - - -, — ^ -371.85 (1 

6.1993544 -log/ •^' ^ ^' 

in which p .s the pressure in pounds per square inch, and / is the teo-l 
pcraturc of the saturated steam in Fahrenheit degrees. It applies uilt 
accuracy to temperatures ranging from 120° F. to 446' P., correspondii{ 
to pressures of from 1.68 lbs. to 445 lbs. per square inch. 

Constituent Heat of Saturated Steam, — According to M. Regnaulfsl 
experimental determinations, the constituent heat of steam is expressed W 
the formula — 

H ^6o6*5 + .305/ (Centigrade) (2) 

in which H is the total or constituent heat for the temperature /. Adapted 
to the Fahrenheit scale, the formula becomes, after a slight correction — 

H = 1081.44-.305/ (Fahrenheit) (3) 

That is, the total heat of i pound of saturated steam of any g^ven tem- 
perature in Fahrenheit degrees is equal to 108 1.4 units, plus the product 
of the temperature by .305, supposing that the water from which the steam 
is generated is supplied at 32° F. 

Latent Heat of Saturated Steam. — The formula for latent heat, as 
modified by Clausius for the variation of the specific heat of water, is as 
follows: — 

L = 6o7 -.708/ (Centigrade) (4) 

L= 1115.2 -.708/ (Fahrenheit) (5) 

That is to say, the latent heat L of one pound of saturated steam at a 
given temperature / in Fahrenheit degrees is equal to 1115.2 units, less 
the product of the temperature by .708, supposing that the water that is 
converted into steam is supplied at 32° F. 

Elements of the Total or Constituent Heat of Saturated Steam, — The 
total heat absorbed in the formation of steam, or the constituent heat, is 

^ See A Manual of Rules^ Tables^ and Data^ 1877, page 379, &c., for a detailed notice of the 
results of M. Regnault's experiments. 
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appropriated in three ways?— i, In raising the temperature of the water — 
the water heat ; 2, the latent heat of the formation of steam ; 3, the latent 
heat of volume, or the external work done in the development of the 
steam — making room for it. The following is an analysis of the appropria- 
tion of heat in the formation of saturated steam at 212** F., and 14.7 lbs. 
pressure per square inch. 

Analysis of the Constituent Heat of Saturated Steam at 212® F,^ and 
14.7 lbs. Pressure per square inch, — Take one pound of water at 32® F., and 
convert it into saturated steam at the temperature 212® R, under the 
atmospheric pressure 14.7 lbs. per square inch. Of the heat absorbed, a 
portion is used to raise the temperature of the water to 212° through 
180 degrees, increasing the molecular velocity, and slightly expanding the 
liquid, thus appropriating 180.9 units of heat, equivalent to (180.9x772 = ) 
139,655 foot-pounds. Another portion of heat, described as latent heat, 
is absorbed in the formation of steam — separating the water particles, and 
establishing a repulsive action between them, amounting to 892.9 units of 
heat, equal to 689,346 foot-pounds. The third portion of heat, also described 
as latent heat, is expended in repelling the incumbent pressure, whether 
of the atmosphere or of surrounding steam; that is to say, opposing a 
resistance of 14.7 lbs. per square inch, or 21 16.4 lbs. on a square foot, 
through a cubic space of 26.36 cubic feet, being the volume of one pound 
of the steam. The work thus done is equal to (2116.4x26.36=) 55,788 
foot-pounds, or its equivalent (55,788-^772 = ) 72.265 units of heat. In 
strictness there is the initial volume of the pound of water to be deducted 
from this volume, to show the exact volume generated, but it is incon- 
siderable. 

The second of these appropriations of heat — the latent heat of forma- 
tion of steam — is only ascertained after the first and third appropriations 
are settled ; and it is found by subtracting the sum of the first and third 
from the total heat 



Heat required to generate One Pound of Saturated Steam at 212°, 



Distribution of Heat. 


Units of 
Hrat. 


1 

Mechanical Equi- 
valents in Foot-pounds. 


The Sensible Heat: 

1. To raise the temperature of the water from 

32* to 212° F 

The Latent Heat: 

2. In the formation of steam 


180.9 

892.935 
72.265 


139,655 
689,346 

55,788 

. _. . . *T 4 C T *? r1 


3. In resisting the incumbent atmospheric pres- 
sure, 14.7 lbs. per square inch, or 21 16.4 
lbs. per square foot 

Total, or Constituent Heat 


905 2 


745,^34 


1 146. 1 


884,789 
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Water Heat of Saturated Steam. — ^The water heat of steam majkl 
calculated as the difference of the total heat and latent heat; or the djbl 
ence of the \-alues of H and l^ in equations (3) and (5); giving vbl 
reduced, the expression — 

Water heat =1.0 1 3/- 33-85 _ (6) 

That IS to say. the heat required to raise one pound of the water from idni 
steam is generated, from 32' F., to a gi\'en temperature /, in Fahicohdel 
degrees, is equal to the product of the temperature by I-O13, less 33^5. 

Latent Heat of Formation of Saturated Steam^ — ^The following is si 
adaptation to British measures of M. Him's formula for the latent bat| 
of the formation of saturated steam: — 

Latent heat of formation = 1060.40 -.79!! (7) 

That is to say, the latent heat of formation of one pound of steam geneiatal 
from water supplied at 32'' F. is equal to the constant 1060x40 units^ less 
the product of the temperature in Fahrenheit d^^rees by .791 

Latetit Heat of Volume of Saturated Steam (Externa/ IVori). — Thcl 
latent heat of external work is the difference of the whole latent heat and 
the latent heat of formation of steam, and so is readily found. The foUov 
ing formulas are sufficiently accurate for occasional use within the given 
ranges of pressure: — 

From 14.7 lbs. to 50 lbs. total pressure per square 

inch 55-9oo + .077a/ (8) 

From 50 lbs. to 200 lbs. total pressure per square 

inch 59I9I+-0655/ (9) 

Specific Heat of Saturated Steavi. — The specific heat of saturated steam 
is .305, that of water being i; or it is 1.281, if that of air be i. The 
expression .305 for specific heat is taken in a compound sense, relating to 
changes both of volume and of pressure which take place in the elevation 
of temperature of saturated steam. 

Density and Volume of Saturated Steam. — The density of steam is 
expressed by the weight of a given volume, say one cubic foot; and the 
volume is expressed by the number of cubic feet in one pound of steam. 
The density and the volume, which are the reciprocals of each other, though 
not yet exactly determined by experiment, are determinable in terms of 
the pressure, temperature, and latent heat of steam, all of which have been 
experimentally ascertained by means of the mechanical theory of heat. 

Mr. Brownlce has deduced a simple expression for the density of satu- 
rated steam in terms of the pressure, as follows: — 

^ = -^-~, (to) 

330-36 ^ ' 

or, log D = .941 log/- 2.519 (11) 

in which D is the density, and / the pressure in lbs. per square inch. In 
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this expression,/ -941 is the equivalent of p^, as employed by Dr. Rankine; 
and it is simpler to handle. The equation signifies that the logarithm of 
the pressure is to be multiplied by .941, and that 2.519 is to be subtracted 
from the product; the remainder is the logarithm of the density, from 
which the density is found in a table of logarithms. 

The results presented by the above simple formula are very accurate; 
they do not differ from those obtained in terms of the temperature and 
the latent heat, for pressures of from i lb. to 250 lbs. per square inch, by 
more than one-seventh per cent 

The volume (V) being the reciprocal of the density, then 



330-36 
or log V=2.5i9-.94i log/; (13) 



V = ^5^ (12) 



that is, that if the logarithm of the pressure in lbs. per square inch be 
multiplied by .941, and the product be deducted from 2.519, the remainder 
is the logarithm of the volume, in cubic feet, of one pound of saturated 
steam. 

Relative Volume of Steam. — ^The relative volume of saturated steam is 
expressed by the number of volumes of steam produced from one volume 
of water, the volume of water being measured at the temperature 62** F. 
The relative volume is found by multiplying the volume, in cubic feet, of 
one pound of steam by the weight of a cubic foot of water at 62** F., which 
is 62.355 lbs. 

Or, it may be found directly in terms of the pressure, by multiplying 
the second member of the formula (12) by 62.355. Thus, putting n for the 
relative volume, 

62.35^ 330-36 
/.< 

20600 
/.941 *' 

or, log « = 4.31388 -^(.941 xlog/)> (15) 

that is, if the logarithm of the pressure in lbs. per square inch be multiplied 
by .941, and the product be deducted from 4.31388, the remainder is the 
Ic^arithm of the relative volume. 



« = xr^ii ; or, 



« = -^rTT-, (14) 



Chapter IV.— OF GASEOUS STEAM. 

When saturated steam is superheated, or surcharged with heat, it advances 
from the condition of saturation into that of gaseity. The gaseous state is 
only arrived at by considerably elevating the temperature, supposing the 
pressure remains the same. Steam thus sufficiently superheated is known 
as gaseous steam, or ** steam gas," as Dr. Rankine has named it 



24 



PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 



The test of perfect gaseity is uiiTformity of the rate of expansion with 
the rise of temperature. During the first few degrees which follow the 
temperature of saturation, the rate of expansion is notably greater than that 
of air; but the rate dimitiishes at still higher temperatures, and it ultimately 
becomes uniform, for equal increments of temperature, like that of the 
expansion of permanent gases. 

Dr. C. W. Siemens, experimenting on the expansion of isolated steam 
— that is, steam separated from water— generated at 312°, and superheated 
and maintained at atmospheric pressure, found that expansion proceeded 
rapidly until the temperature rose to 220°, and less rapidly up to 230°, or 
18° above the saturation point Beyond this temperature it expanded 
uniformly, as a permanent gas. Up to 230°, the e.xpansion was five times 
as much as that of air. 

Sir William Fairbairn and Mr. Tate found that for steam generated at 
low temperatures of saturation, — under 150° F., which corresponds to an 
absolute pressure of 4 lbs. per square inch, — the rate of expansion when the 
steam was heated was nearly uniform. From the saturation tempera- 
ture of 175° F., the expansion for the first five degrees averaged more 
than three times that of air; above that point, it was nearly the same. 
For steam generated at the high temperature of 324° F., — for a total 
pressure of 95 lbs. per square inch, — the rate of expansion up to 331' 
was nearly three times that of air; and for the next 25 degrees, one-sixth 
greater. 

M. Regnault concluded from his experiments that saturated steam was 
nearly gaseous at temperatures below 60° F, 

It may be gathered from these observations that saturated steam of 
very low temperatures, under 150° or 100° F., is gaseous; that saturated 
steam of 175° F, becomes gaseous when superheated to the extent of 5° F. ; 
and that steam of, say, icx> lbs. total pressure per square inch, of the tem- 
perature 328° F., becomes nearly gaseous when superheated 7° F., and prob- 
ably entirely gaseous when superheated by from 20° to 30° F. 

It is thought that the rapidity of expansion by heat, near the boiling 
point, is to be accounted for by the supposed insensible moisture of steam 
in the saturated condition, as generated from water, being evaporated and 
contributing to increase the quantity of steam without raising tlie tempera- 
ture. This argument is plausible; but it might be ai^ued, on the contrary, 
that in the converse process, of abstracting heat from superheated steam, 
the accelerated reduction of volume when it approaches the point of satura- 
tion, is due to incipient condensation, which would be absurd. 

Regnault found that the total heat of gaseous steam increased, like that 
of saturated steam, uniformly with the temperature; and at the rate of 
,475° for each degree of temperature, under a constant pressure. Mr. 
Brownlee has shown how to construct a formula for the total heat of gaseous 
steam, on the basis of that for saturated steam, by a modification of the 
constants. For the adjustment of these, take the two steams at a low tem- 
perature, as 40° F.. where they are identical in constitution, both being 
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gaseous. Then, by formula (3) for saturated steam, the total heat at this 

temperature is 

io8i.4 + (.305 X 40°) = I093^6 F. 

Substituting for the second quantity in this equation, the quantity (.475 x 40°), 

and reducing proportionally the first quantity, to make a sum equal to 

1093^6, then 

1074.6 + (.475 X 40°) = io93°.6 F. 

Whence the general formula for the total heat of gaseous steam, produced 
from water at 32** R, — 

H'= 1074.6 + .475 /, (i) 

H' being the total heat, in Fahrenheit degrees, and / the temperature; that 
is, that to the constant 1074.6, is to be added the product of the tempera- 
ture by -475, to find the total heat 

By this formula it is found that the total heat of gaseous steam at 
212** F., and at atmospheric pressure, is 1 175.3° F., which is 29.2 degrees, or 
234 per cent more than that of saturated steam. 

The specific heat of gaseous steam is .475, under constant pressure, as 
found by Regnault. It is identical with the coefficient of increase of total 
heat for each degree of temperature (formula i). 

The specific density of gaseous steam is .622, that of air being i. That 
is to say, that the weight of a cubic foot of gaseous steam is about five- 
eighths of that of a cubic foot of air, of the same pressure and temperature. 

The density or weight of a cubic foot of gaseous steam is expressible by 
the same formula as for that of air, except that the multiplier or coefficient 
is less in proportion to the less specific density, thus: — 

2.707 4/ X .622 _ 1.684/ , X 

^~ /■f46i "/ + 461' ^ ^ 

in which D' is the weight of a cubic foot of gaseous steam, / the total pres- 
sure per square inch, and / the temperature by Fahrenheit. 



Chapter V.— TABLES OF THE PROPERTIES OF 

SATURATED STEAM. 

Saturated Steam from 32° to 212° F, — The table. No. 3, of the properties 
of saturated steam of temperatures ranging from 32"* to 212° F. is adapted 
from a table prepared by Claudel, partly based on Regnault's formulas, and 
partly on the assumption that the specific density of saturated steam is 
uniformly .622, or about five-eighths that of air at the same temperature. 
As already mentioned, the specific density, in fact, increases slightly with 
the temperature, and this deviation from uniformity explains the small 
discrepancies between the weights of steam as given in table No. 3, and 
those as given for temperatures below 212° in the next following table. 
No. 4. 
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Table No. 3. — Properties of Saturated Steam of from 32** to 212** F., 

At Pressures under One Atmosphere, 



Tbmpsraturb. 



Fahrenheit. 

35 
40 

45 •• 

50 

55 

60 .. 

65 
70 

75 •• 
80 

85 

95 
100 

105 .. 

no 

"5 

120 .. 

"5 
130 

135 •• 
140 

145 

150 .. 

155 
160 

165 .. 

170 

175 

180 .. 

185 

190 

195 •• 

200 

205 

210 .. 
212 



Pressure. 



Inches of 
mercury. 



inches. 
... .181. 
.204 
.248 
.299. 

.362 
.426 

... .517- 
.619 

•733 
.869. 

1.024 

1.205 

... 1. 410. 
1.647 
1.917 

... 2.229. 

2.579 
2.976 

... 3.430- 
3-933 
4-509 

... 5-174- 
5.860 

6.662 

... 7-548. 

8.535 
9.630 

...10.843. 

12.183 

13-654 

...15.291. 
17.044 
19.001 

...21.139. 
23.461 

25.994 
...28.753. 

29.922 



Lhs. per 
square inch. 



lbs. 

.089... 

.100 

.122 

.147... 

.178 

.214 

.254... 

.304 
.360 

.427... 

-503 
•592 

.693... 
.809 

.942 
1.095... 
1.267 
1.462 

1.685... 

1.932 

2.215 

2.542... 

2.879 

3-273 

3.708... 

4-193 

4-731 

5-327... 

5.985 
6.708 

7.5II... 

8.375 

9.335 
0.385... 

1.526 

2.770 

4.126... 

4.700 



Total heat of 

one pound 
reckoned from 
water at 32* F. 



units. 
091.2 
092.1 
093.6 

095.1 
096.6 

098.2 

099.7 
01.2 
02.8 

04.3 
05.8 

07.3 

08.9 
10.4 

II. 9 

13.4 
15-0 
16.5 

18.0 

19.5 
21. 1 

22.6 

24.1 

25.6 

27.2 
28.7 
30.2 

31.7 
33.3 
34.8 

36.3 
37.8 

39-4 
40.9 

42.4 

43.9 

45.5 
46.1 



Weight of xoo 
cubic feet. 



lbs. 
.031 

.034 
.041 

.049 

•059 
.070 

.082 
.097 
.114 

•134 
.156 

.182 

.212 

.245 
.283 

.325 

.373 
.426 

.488 

.554 
.630 

.714 

.806 

.909 

1.022 

I.I45 
1.333 
1.432 
1.602 

1.774 

1.970 
2. 181 
2.41 1 
2.662 

2.933 
3.225 

3.543 
3.683 



Volume of one 

pound of 

vapour. 



cubic feet. 
.3226 

2941 

2439 
.2041 

1695 
1429 

.1220 

103 1 

877.2 

. 746.3 
641.0 

549.5 

. 471.7 
408.2 

353-4 

. 307.7 
268.1 

234.7 

. 204.9 
180.5 

158.7 
. 140. 1 

1 24. 1 

IIO.O 

. 97.8 

87.3 

75.0 

. 69.8 

62.4 
56.4 

. 50.8 
45.9 
41.5 

. 37.6 

34.1 
31.0 

. 28.2 

27.2 



Saturated Steam of from 0.5 lb. to 400 lbs. absolute Pressure per Square 
Inch} — The table, No. 4, comprises temperature, total heat, elements of latent 

^ This table, in its original form, was first published in the article " Steam " contributed by the 
author to the Encyclopedia Britannka^ 8th edition. 
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heat, water -heat, density, volume, and relative volume of saturated steam 
for absolute pressures of from 0.5 lb. to 400 ibs. per square inch, within the 
range of M. Regnault's experiments. Hypothetical values have been cal- 
culated, and are added lo the table, for pressures beyond the range of M. 
Regnault's experiments. The first column contains the total or absolute 
pressures per square inch ; the second column, temperatures, was calculated 
from the pressures by means of the formula ( 1 >, page 20; the third column, 
total heat, by formula (2); the sixth column, total latent heat, by formula 
(S ) ; the latent heat of formation of steam, in the fourth column, by formula 
{7); the latent heat of volume, external work, column 5, is the difference 
of the total latent heat, column 6. and the latent heat of formation, column 4; 
the water-heat, column 7. is the difference of the total or constituent heat, 
column 3, and the total latent heat, column 6; the densit>', column 8, by 
formula (10); the volumes, column 9, reciprocals of tlie densities; and the 
relative volumes, column 10, the products of the volumes, column 9, by 
62.355, the weight in pounds of one cubic foot of water at 62" F. 
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(Pound 










Iltaolute 




Toul 


ofSc»rarroniW.«r 
•uppliidalJl'F, 


Wmtr- 


™irj, or 




Vb\L^^%, 




Tcrap=r- 


One"a^d 




L.«D. 




(10'™^ I 


If"? 


Vo1um=of 
Due Found 


Cubic »« 






rrum Wji«r 




Heat of 


ToUl 






ofStQun. 


rroio'^ 


ioch. 




supplied 


Hb.1 of 


Volume 






i^un. 




Cubic Foot 






1- 


FotToalim 
4- 


Work). 

5. 


gSL- 


3J'F.J 
7- 




9- 


of Water. 


lb!. 


FjihrcDhcit 








uniu 




]b(. 


cubic r«l. 


Id. voL 


116 


338.6 


1184.7 


792.9 


82.6 


875.5 


309.2 


2653 


3-770 


235.0 


117 


339.3 


1184-9 


792.4 


82.6 


875-0 


309-9 


2674 


3-740 


233-2 


118 


339-9 


1185.1 


791-9 


82.6 


874-5 


310.6 


2696 


3,710 


231-3 


119 


340.5 


1185.3 


791.4 


82.7 


874-1 


311-2 


2717 


3,68. 


229.5 




J4t.l 


11854 


790.9 


82.8 


873-7 


311.7 


2738 


3.652 


227-7 


121 


341-8 


1185.6 


790.4 


82.8 


873-2 


3.2.4 


2760 


3,623 


225.9 


13a 


342-4 


1185.8 


789.9 


82.9 


872.8 


3.3.0 


2781 


3-595 


224.2 


123 


343.0 


11S6.0 


789,4 


82.9 


S72.3 


3 '3.7 


2803 


3-567 


222.4 


124 


343-0 


1186.2 


789.0 


82,9 


871.9 


3'4-3 


2824 


3-541 


220.8 


125 


344-2 


1186.4 


788.5 


83,0 


871.5 


3 '4.9 


2846 


3-514 


219.. 


126 


344-8 


1186.6 


788.0 


83,1 


87... 


3'5-5 


2S67 


3-488 


217-5 


127 


345-4 


1186.8 


787-5 


83,1 


870.7 


3.6.. 


2889 


3.462 


-2,5.8 


12S 


346.0 


1186.9 


787.1 


83.1 


870.2 


316-7 


29.0 


3436 


214.3 


129 


346.6 


1.87.1 


786.6 


83-2 


869.8 


317.3 


2931 


3.411 


212.7 


130 


347-2 


1187.3 


786. r 


83.3 


869.4 


317.9 


2951 


3,388 


211.3 


'3' 


347-8 


"87-5 


785,6 


834 


869.0 


318.5 


2974 


3.362 


209.7 


132 


348-3 


1187.6 


785.2 


83.4 


868.6 


319.0 


2996 


3.338 


208.1 


'33 


348.9 


1187.8 


784.8 


83.4 


868,2 


319-6 


3017 


3-315 


Z06.7 


134 


349-5 


1188.0 


784-3 


83.5 


867,8 


3202 


3038 


3.291 


205,2 


"35 


3SO-I 


IIS8.2 


783-8 


83.6 


867,4 


320.8 


3c6o 


3.268 


203.8 


136 


350.6 


11S8.3 


783-4 


83-6 


S67.Q 


321-3 


3080 


3,246 




'37 


35"-2 


1188.5 


783-0 


83.6 


866.6 


32 i -9 


3102 


3.224 




'38 


3S>-8 


1188.7 


782.5 


83.7 


866,2 


322-5 


3123 


3,201 


:?I:3 


'39 


352.4 


1I8S.9 


7S2.0 


83,8 


865,8 


3231 


3145 


3.180 


140 


352-9 


1189.0 


781,6 


83.8 


865,4 


3^3-6 


3166 


3.159 


197.0 


141 


353-S 


1189.2 


781.1 


83-9 


865,0 


324-2 


3187 


3-138 


195,6 


142 


354-0 


1.89.4 


780.7 


83-9 


S64.6 


324-8 


3209 


3."7 


194.3 


'43 


354-5 


1189.6 


780.3 


83.9 


864.2 


325-4 


3230 


3,096 


193.1 


144 


355-0 


1.89.7 


779-9 


84.0 


S63.9 


325-3 


3251 


3.076 


.91.8 


'45 


355-6 


1189.9 


779-5 


84.0 


863.5 


326.4 


3273 


3.056 


190.6 


146 


■3S6.- 


1190.0 


779.1 


84.0 


S63.. 


326.9 


3293 


3-037 


Isl't 


'47 


356-7 


1190.2 


778-6 


84.1 


S62.7 


327-5 


33' 5 


3.017 


1^ 


357-2 


1190.3 


778.2 


84.1 


862.3 


328.0 


3336 


2.998 


iseig 


149 


357-8 


1190.5 


777-7 


84.2 


861. 9 


328,6 


3357 


2.979 


135.7 


150 


358-3 


1.90.7 


777-3 


84.2 


S6..5 


329.2 


3378 


2,960 


184.6 


'SI 


359.0 


1190.9 


776.8 


84.3 


86..] 


329-8 


3400 


2.941 


183.4 


152 


359-5 


!i9f.o 


776.4 


84.3 


860,7 


330,3 


3421 


2.923 


182.2 


'53 


360,0 


..91.2 


776.0 


84.4 


S60.4 


330,8 


3442 


2.905 


|8[.2 


154 


360.5 


n9'-4 


775-6 


84.4 


S60.0 


331.4 


3463 


2.887 


180.0 


'SS 


36.,! 


1191,5 


775-1 


84.5 


859.6 


331-9 


3484 


2.870 


.79.0 


»56 


361.6 


1191-7 


774-7 


84.5 


S59.2 


333,5 


3505 


2.853 


177-9 




362.1 


..91.8 


774-3 


84,6 


858.9 


332,9 


3527 


2.836 


176.S 




362.6 


1.92.0 


773-9 


84.6 


8 5 8.5 


333-5 


3548 


2.818 


175-7 


'59 


^P-'. 


1192.1 


773-5 


84.6 


858.1 


334-0 


3569 


2.802 


174-7 


160 


363-6 


1192.3 


773-2 


84.6 


857.8 


334-5 


3590 


2-785 


'73-7 


,65 


366.0 


1 192.9 


771-3 


84.9 


856.2 


336.7 


3696 


2.706 


.68.7 


170 


368.2 


■193-7 


769.5 


85.0 


854.5 


339-2 


3801 


2.631 


164.1 


'75 


370.8 


1194-4 


767-5 


85.4 


8 52.9 


341-5 


3905 


2. 559 


159-7 


180 


372.9 


1195.1 


765.8 


85.5 


851.3 


343-8 


4011 


2.493 


155.S 


1 8s 


375-3 


"95.8 


763-9 


85.7 


849-6 


346.2 


4'iS 


2.430 


.51.5 

147-8 


190 


377-5 


.196.5 


762.2 


85.3 


848.0 


348.S 


4220 


2.370 


'95 


379-7 


1197.2 


760.4 


86.1 


846. 5 


350.7 


4324 


2-3'3 


144-2 



TABLES OF SATURATED STEAM. 
Table No. 4. {cotUinued). 





1 1 




Latenl 


Heat or On 


t Pound 










t- 


TouJ 


ofScapfiom 


Vater 
F. 


si^ 


Demily, or 
Footuf 


One Pouod 


Reladn 
VoluniF, or 
Cuhic F«t 

rrom^ 
Cubic Foot 








t£i 


Volume 


Toul 
t-atcnl 








.tai'F. 




VJJlo. 


Sla'm. 


3"' ™ 






rfWuer. 






1 


i 


t. 


5. 


s. 


7 


g. 


, 


.d 




Ik. 


FahmlMi. 




uniu. 


uniH, 


unil>. 




lbs. 


cubic f«.. 


relvoL 




200 


381.7 ■ 


1197.8 


758.9 


86.2 


845.0 


352-8 


.4419 


2.263 


14I.I 






386.0 


"99-' 


7; 5.) 


86.4 


841.9 


357-2 


•4637 


2.157 


I34.S 






389.9 


I3Q0.3 


7524 


86.8 


839.2 


361.1 


.4843 


2.065 


.28.7 




'30 


393-8 


1201. s 


749-3 


87-1 


836.4 


365.T 


■5051 


1.980 


123.4 




340 


397-5 


1202.6 


746-4 


87.4 


833-8 


368.8 


•5257 


1,902 


118.6 




ISO 


401.1 


1203.7 


743-5 


87.7 


831.2 


372-S 


.5462 


1.831 


1142 




260 


404.5 


1204-8 


740.8 


88.0 


828,8 


376.0 


.5670 


1-76+ 






170 


407.9 


1 205.8 


738.2 


88.2 


S26.4 


379.4 


.5873 


1.703 


106.2 




ito 


411-2 


1206.8 


735-6 


88.5 


S24.I 


382.7 


.6078 


1-645 






290 


414-4 


1207.8 


733-0 


88.8 


821.8 


386.0 


.6282 


1.592 


99.25 




300 


4 '7-5 


1208.7 


730.6 


89.0 


S19.6 


389.' 


.64B6 


1.543 






350 


430.1 


1212.6 


720.6 


90.1 


810,7 


401.9 


.7498 


1-334 


83;!! 




*» 


444-9 


1217. r 


708,9 


9"-3 


K00.2 


406.9 


.8502 


1.176 


73.34 




Hypothetic 


/ Valuis 


calcula 


tdbym 


.a,^ oft 


hisapu 


Formulas, 


for Press 


^res 






b^yc 


ndther 


ange of 


Regnaul 


's Obur 


■uaiions. 








4SO 


456-7 


1230.7 


699.6 


92.3 


791-9 


428.8 


.9499 


1-053 


65-65 




^ 


467.5 


12240 


69... 


93-1 


7842 


439-8 


1.0490 


■9S3S 


59-44 




487.0 


1229.9 


675.7 


94-7 


770-4 


459.5 


1.2450 


.8031 


50.08 




700 


504.1 


1235.1 


663.2 


96.1 


758-3 


476.8 


1-4395 


.6946 


43.31 




800 


5195 


1239.8 


650.0 


97.4 


747.4 


492-4 


1.6322 


.6126 


38.20 




900 


533-6 


1244.2 


638.9 


98.S 


737-4 


S06.8 


1.8235 


■5484 


34-19 




000 


546.5 


1243.1 


628.7 


99.6 


7=8.3 


S'9-8 


2.0140 


.4966 


30,96 



Chapter VI.— OF THE MOTION OF STEAM, 

The flow of steam of a greater pressure into an atmosphere of a less 
pressure increases as the difference of pressure is increased, until the exter- 
nal pressure becomes only 58 per cent of the absolute pressure in the boiler. 
The flow of steam is neither increased nor diminished by the fall of the 
external pressure below 58 per cent, or about 4/7ths of the inside pres- 
sure, even to the extent of a perfect vacuum. In flowing through a nozzle 
of the best form, the steam expands to the external pressure, and to the 
volume due to this pressure, so long as it is not less than 58 per cent of the 
internal pressure. For an external pressure of 58 per cent, and for lower 
percentages, the ratio of expansion is 1 to 1.624. The following table. No. S, 
{9 selected from Mr. Brownlee's data exemplifying the rates of discharge, 
under a constant internal pressure, into various external pressures:' — 

■ "Report on Safety Valves," in Ihe Tramaeliom of the Injtitulion 0/ Enginttrt and SiipiuiL 
m ScffHottJ, vol. xviii. 1S74-75, page 13. 
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Table No. 6. — Outflow of 


Steam into the Atmosphere. 


Absolute 


External 


Ratio of 


Velocity of 


Actual 


Discharge 


Initial Pres- 


Pressure 


Expansion 


Outflow as at 


Velocity of 


per square 


sure per 


persauare 
inch. 


in 


Constant 


Outflow 


inch of Orifice 


square inch. 


Nozzle. 


Density. 


Expanded. 


per minute. 


z. 


3. 


3. 


4- 


S- 


6. 


lbs. 


lbs. 


ratio. 


feet per second. 


feet per second. 


pounds. 


25-37 


14.7 


1.624 


863 


I40I 


22.81 


30 


14.7 


1.624 


867 


1408 


26.84 


40 


14.7 


1.624 


874 


I419 


35.18 


45 


14.7 


1.624 


877 


1424 


39.78 


50 


14.7 


1.624 


880 


1429 


44.06 


60 


14.7 


1.624 


885 


1437 


52.59 


70 


14.7 


1.624 


889 


1444 


61.07 


.75 


14.7 


1.624 


891 


1447 


65.30 


•90 


14.7 


1.624 


895 


1454 


77.94 


100 


14.7 


1.624 


898 


1459 


86.34 


"5 


14.7 


1.624 


902 


1466 


98.76 


135 


14.7 


1.624 


906 


1472 


II5.61 


iSS 


14.7 


1.624 


910 


1478 


132.21 


165 


14.7 


1.624 


912 


I481 


140.46 


215 


14-7 


1.624 


919 


1493 


181.58 



Chapter VIL— OF COMBUSTION. 
Elements in Combustion. 

The combustible elements of fuel are carbon, hydrogen, and sulphur. 
Fuel is burned with atmospheric air, of which the oxygen combines with 
the combustible matter, whilst the nitrogen remains neutral. The elements 
of air exist in a state of mechanical combination, in the proportion of 
8 of oscygen to 26.8 of nitrogen by weight; or i lb. of oxygen to 3.35 lbs. 
of nitrogen; or oxygen 23 per cent, and nitrogen ^^ per cent of the mix- 
ture: The process of combustion is indicated in the following tablets: — 



Combustion of Hydrogen, 

EfemflDtt. Process. Products. 

I lb. hydrogen Hydrogen.... i }b. ) lbs. water. 

. r Oxygen 8 lbs. J 

34.8 lbs. air. ) Nitrogen 26.8 lbs ^26^ lbs. nitrogen. 

35^ 35.8 35.S 

Complete Combustion of Carbon, 

1 Ihcaibon Carbon ^ ^JM 3.66 lbs. carbonicacid. 

. r Oxygen 2.66 lbs. j 

11.6 lbs. air. -j Nitrogen 8.94 lbs. 8.94 lbs. nitrogen. 

19.60 12.60 12.60 

VOL.L 8 
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Combustion of Sulphur, 

I lb. sulphur. Sulphur. i lb. I ^ ^^^ sulphurous acid 

.^. lbs air ... i Oxygen i lb.) 

^^ ' (Nitrogen 3.35 lbs. 3.35 lbs. nitrogen. 

^'^^ S-3S S'SS 

Table No. 7. — Composition and Combining Equivalents of Gases 

CONCERNED IN THE COMBUSTION OF FUEL. (OlD NOMENCLATURE.) 



Gases. 



Elements :— 

Oxygen, 

Hydrogen, 

Carbon, 

Sulphur, 

Nitrogen, 

Compounds :— 
Light Carburetted Hy- 
drogen, 

Olefiant Gas, 

Atmospheric Air (me- S 
chanical mixture), ) 

Carbonic Oxide, \ 

Carbonic Acid, 

Aqueous Vapour or 
Water, 

Sulphurous Acid, 



Elements of the 
Gases. 



Equivalents. 

Oxygen, i 

Hydrogen, i 

Carbon, i 

Sulphur, I 

Nitrogen, i 



Carbon, 2 
Hydrogen, 4 
Carbon, 4 
Hydrogen, 4 
Oxygen, 23 
Nitrogen, 77 
I 
I 
2 
I 
I 



Oxygen, 
Carbon, 
Oxygen, 
Carbon, 
Oxygen, 
Hydrogen, i 
Oxygen, 2 
Sulphur, I 



Combining Equivalents. 



By Weight 



8 

I 

6 

16 

H 



12 

4 
24 

4 
8 

26.8 

8 

6 

16 

6 

8 

I 

16 

16 



16 

28 

34.8 

14 
22 

9 
32 



By Measure. 



One Volume = □ 



D 
D 
D 
D 



an 



(- 



CD 
a 

D (ideal) 

B 

D (ideal) 

o 

D 

B 

D (ideal) 



m 

WP 

approximately 

= D 
= D 
= D 



The volumes of one pound of the gases concerned in or about combus- 
tion, at 62® F., under one atmosphere, are as follows : — 



One Pound. 

Gas at 62' F. cubic feet. 

Oxygen 11.887 

Hydrogen 1 90.000 

Nitrogen i3-5oi 

Air (Atmospheric) 13. 141 

Carbonic Acid 8.594 

Aqueous Vapour, as Gaseous Steam 21.125 

Sulphurous Acid 5.848 



Specific Heat at 
Constant Pressure. 

.2182 
3.4046 
.244 

•2377 
.2164 

.475 

•^553 



In air, the proportion of the elements, by volume, are i cubic foot of 
oxygen to 3.76 cubic feet of nitrogen ; or oxygen 2 1 per cent, and nitrogen 
79 per cent of the mixture. 

For every pound of oxygen used in combustion, 4.35 lbs. of air are con- 
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sumed ; or, by measure, for every cubic foot of oxygen, 4.76 cubic feet of 
air are consumed ; and it follows that, for the combustion of one pound of 
hydrogen, of carbon, and of sulphur, the quantities of air chemically con- 
sumed are these: — 

One Pound. Air at 6a' F. Products. 

Hydrogen consumes 34.8 lbs., or 45 7 cu. ft water. 

Carbon, completely burned, ) ^ ^ ^ ^^ ^^ ^^ ^^^^^^ ^^^ 

consumes j 

Carbon, partially burned, ) g lbs., or 76 do. carbonic oxide. 

consumes j 

Sulphur consumes 4.35 lbs., or 57 do. sulphurous acid. 

From these data, the quantity of air chemically consumed in the com- 
plete combustion of fuels, or compound combustibles, is simply calculated. 
For fuels in which oxygen forms an element, a proportional deduction is 
made to show the quantity of air required for the supply of the net quantity 
of oxygen. Let the constituents of a fuel be expressed proportionally as 
percentages of the total weight of the fuel by their initials, C, H, O, S, N, 
respectively. The volumes of air at 62® F. chemically consumed in the 
combustion of i pound of the fuel, are — 

For the carbon (152 C h- 100) cubic feet 

For the hydrogen (457H-rioo) „ „ 

For the sulphur. (57 S-rioo) „ „ 

The quantity of air represented by the percentage of oxygen, O, and 
which is to be deducted, is ( (O X4.35 lbs. x 13. 141 cu. ft. = ) 57 O -r 100) cubic 
feet. The net quantity of air required is, then, 

152C + 457H + 57S-57O 
100 

Omitting, for the sake of simplicity, the element 57 S for sulphur, insigni- 
ficant in quantity; and putting A for the total volume of air at 62"* F., and 

reducing: — 

^_i52(C + 3H-.4 0)^^r 

100 
A=i.52(C + 3 H-.4O) (i) 

Rule i. — To find the quantity of air at 62°/^, under one atmospliere, chemi- 
cally consumed in the complete combustion of one pound of fuel of a given com- 
position. Let the constituent carbon, hydrogen, and oxygen be expressed 
as percentages of the total weight of the fuel. To the carbon add 3 times 
the hydrogen, and from the sum deduct four-tenths of the oxygen. Mul- 
tiply the remainder by 1.52. The product is the quantity of air at 62*" F. in 
cubic feet 

To find t/ie weight of the air chemically cofisumed, divide the volume found 
as above by 13.14; the quotient is the weight of the air in pounds. 

The quantity of the gaseous products of combustion of a fuel — carbonic 
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acid, Steam, and nitrogen — neglecting sulphurous acid, are in proportion to 
the combustible elements : — 

Pound. Pounds. Pounds. 

I carbon, and 2.66 oxygen, form 3.66 of carbonic acid; 
I hydrogen, and 8 oxygen, form 9 of steam; 

and, in the combustion of one pound of fuel, the weights of the products are 

as follows: — 

3.66 C -f 100 = .0366 C = the weight of carbonic acid (^) 

9 H-rioo=:.o9 H = the weight of steam /m 

To this is to be added the weight of atmospheric nitrogen separated 
from the oxygen chemically consumed, being 3.35 times that of the oxygen • 
and, — 

Pound. Pounds. 

For I carbon there are 2.66 x 3.35 = 8.93 nitrogen. 
For I hydrogen there are 8 x 3.35 = 26.8 do. 

Multiply each of these quantities by their respective percentages of com- 
bustible, and divide by 100; the sum of the quotients is the weight of 
nitrogen separated from the atmospheric oxygen consumed for one pound 

of the fuel : — 

8.93 C-r 100 = .0893 C; 

26.8 H -7- 100 = .268 H; 
and the total weight of nitrogen is equal to 

(.0893 C + .268 H) (c) 

Add together the weights of carbonic acid, steam, and nitrogen, (a), (d), 
and (c) above noted, and let w be the total weight of the gaseous products 
of combustion ; then — 

a/ = .0366 C + .09 H + (.o893 C + .268 H); or 

w=^.i26 C + .358H (2) 

Rule 2. — To find the total weight of the gaseous products of the complete 
combustion of one pound of a fuely multiply the percentage of constituent 
carbon in the fuel by .126, and that of hydrogen by .358. The sum of these 
products is the total weight of the gases in pounds. 

The volume of the gaseous products is found by multiplying the weio"ht 
of each gas, {a\ (d), (c\ by the volume of one pound in cubic feet at 62° R, 
page 34. Then — 

.0366 C X 8.594= .315 C = volume of carbonic acid (d) 

.09 H X 21.125 = 1.901 H = volume of steam (^) 

(.0893 C + .268 H) X 13.501 

= (1.206 C + 3.618 H) =volume of nitrogen (/) 

Adding together and reducing, and putting V for the total volume of the 
gases — 

V=i.52C + 5.52 H (3) 

Rule 3. — To find the total w/ume^ at 62'' /% of the gaseous products of 
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the complete combustion of one pound of fuel ^ multiply the constituent per- 
centage of carbon in the fuel by 1.52, and that of hydrogen by 5.52. The 
sum of these products is the total volume in cubic feet 

The corresponding volume of the gases at other temperatures is given 
by the formula — 

V' = V?1±^ ^^^ 

523 

in which V is the volume at 62° F., f is the other temperature, and V the 
corresponding volume. That is to say, the volume at any other temperature 
f is found by multiplying the volume at 62° by (/' plus 461), and dividing 

by 523. 

Free Air in the Gaseous Products, — If the quantity of free air that 
enters the furnace and passes away unconsumed, be expressed as a per- 
centage of the air chemically consumed, it is found directly from the latter 
when this is known. When the volume is given, the weight is found by 
dividing the volume at 62° in cubic feet by 13.14. 

The proportion of free air may be calculated from the proportion of free 
oxygen in the gaseous products. One part of free oxygen by weight sig- 
nifies that 4.3s parts of unconsumed air are present; that is, i oxygen 
+ 3.35 nitrogen. The percentage of oxygen by weight is, therefore, to be 
multiplied by 4.35, and the product is the percentage of free air in parts of 

the whole mixture. And ( — - — r^. ^-^ — ; x 100 Hs the percentage pro- 

\ 100 -(this percentage) / ^ ^ ^ 

portion of surplus air, in parts of the net products of combustion. For 

example, if there be 10 per cent of free oxygen in the whole mixture, there 

is (10x4.35 = ) 43.5 per cent of unconsumed air in the mixture, and the 

net products amount to (100—43.5 = ) S^S per cent of the mixture. Then 

the weight of surplus air is ( ^^ ^^^ = j ^jf per cent of the weight of the 
net gaseous products. 

Heat Evolved by the Combustion of Fuels. 

The total quantities of heat evolved in the combustion of one pound 
of the elementary combustibles, with oxygen, are, according to the experi- 
ments of MM. Favre and Silbermann, as follows: — 

Carbon (of charcoal) i4,544» say 14,500 British units of heat. 

Hydrogen 62,032, say 62,000 

Sulphur 4,032, say 4,000 

From these data the heating power of a fuel may be calculated approxi- 
mately as the sum of the heating powers of its elements. Ignoring the 
element sulphur, M, Dulong proposed a formula, as follows, in English 
measure: — 

^=14,500 C + 62,ooo(H-^) (5) 

in which h is the total heat in British units, and C, H, and O are the 
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percentages by weight of constituent carbon, hydrogen, and oxygen. The 
quantity -^ is a deduction made from the hydrogen in satisfaction of the 

o 

constituent oxygen, being an eighth of the weight of the oxygen. This 
formula is only approximate, not taking any account of the molecular con- 
dition of the combustible. For instance, the heat evolved in the combustion 
of carbon in various forms, and its conversion into carbonic acid, diminishes 
as the density is greater, thus: — 

Carbon, of wood charcoal, develops i4>544 British units. 

Graphite, from gas-retorts, which is denser, develops... 14,485 „ 

Natural graphite i4>o35 » 

Diamond, only 13*986 „ 

It will be shown that the equation which gives the best generally approxi- 
mate expression of the heating power of fuels is the following, in which the 
combustible elements alone are brought into the calculation: — 

* _ 14,500 C + 62,000 H / ^ V 

100 

Reducing, the formula becomes — 

>^ == 145 (C + 4.28 H) (7) 

Rule 4. — To find approximately tlic total Iieating power of ofte pound 
of a combustible^ of which tJie percentages of t/ie constituent carbon and 
hydrogen are given. To the carbon add 4.28 times the hydrogen, and mul- 
tiply the sum by 145. The product is the heating power in British units. 

Dividing the second member of the formula (7) by 11 16, the total heat 
of steam at 212° raised from water at 62°; or by 966 if the water be sup- 
plied at 212°; the quotients express the equivalent evaporative power of the 
combustible. Putting e for the evaporative power at 212", in pounds of 
water per pound of combustible, — 

(water supplied at 62®), ^=0.13 (C + 4.28 H) (8) 

(water supplied at 212®), ^==0.15 (C + 4.28 H) (9) 

Rule 5. — To find tJie total evaporative power^ at 212° J^., of one pou7td of 
a combustible, of which the percentages of the const ituefit carbon and hydrogen 
mr€ given. To the carbon add 4.28 times the hydrogen, and multiply the 
sxxzQ by ai3 when the water is supplied at 62° F., or by 0.15 when the water 
i fiiopilied at 212® F. The product is the total evaporative power of one 
yaaat ifdie combustible, in pounds of water evaporated at 212° F. 

J^ub. — When the total heating power is known, divide it by 1 116, when 
lO^'^Kxer a supplied at 62°, and evaporated at 212"; or by 966, when the 
^wc' I- -ccsaiuxrsc from, as well as at, 212°; the quotient is the equivalent 
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*:^'2OTrative power, from and at 212°, is found roughly 
'j^ .!Ur.OTr3Hr loxx It is 3j4 per cent less. 
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Temperature of Combustion. 

If fuel be burned in a thoroughly inclosed reverberatory furnace, the 
temperature at the instant of combustion may be approximately calcu- 
lated in terms of the several quantities and specific heats of the products 
of combustion. But, if the fuel be burned in the open air, or even under a 
steam boiler, a great proportion of the heat is directly dispersed by radia- 
tion, and it is very doubtful whether the temperature rises at all to the 
maximum d^ree which is attainable when there is no immediate dispersion 
of the heat. On the supposition that the whole of the heat is momentarily 
concentrated in, and taken up by, the products of combustion amongst the 
fuel, the temperature — in fact, the possible maximum temperature — is 
readily calculated ; but the assumption is hypothetical, and so also is the 
calculated maximum temperature. 

One pound of carbon when completely burned yields 3.66 lbs. of car- 
bonic acid, and 8.94 lbs. of nitrogen. Multiply these by the respective 
specific heats of the gases — 

For Carbon. 



Carbonic acid 3.66 lbs. x.2i64= .792 for i** F. 

Nitrogen 8.94 lbs. x .244 =2.181 „ 

12.60 lbs. X .236 = 2.973 „ 

showing that the products of combustion absorb 2.973 units of heat in 
rising i F. of temperature. Divide the total heat of combustion, 14,500 
units, by 2.973, and the quotient is the temperature of combustion, 4877*" F. 
above the normal temperature, say 62° F. 

For Hydrogen. 

For X lb. Hydrogen. ^^^^ ^^^^ 

Gaseous steam 9 lbs. x .475= 4275 for i® F. 

Nitrogen 26.8 lbs. x. 244= 6.539 „ 

35.8 lbs. X .302 = 10.814 „ 

The total heat of combustion, 62,000 units-r 10.8 = 5741° above 62'' F., the 
temperature of combustion of hydrogen. 

There is another condition by which the maximum temperature of com- 
bustion is limited : — the dissociation of the elements of combustion, even 
after combination has been effected. At elevated temperatures, M. H. 
Saint-Claire-Deville^ discovered that the combustion of hydrogen ceases 
when the temperature reaches 3460° F., and that of carbon at 4890° F., 
under atmospheric pressure; and that the heat developed at those tem- 
peratures is absorbed in the reaction, or decomposition, which takes place, 
disappearing as latent heat of dissociation. The limiting temperature is 

^ Lemons de Chimie, 
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comparable to the temperature of ebullition of a liquid under atmospheric 
temperature, and as vapour is partially formed whilst the temperature of 
water is raised to the boiling point, so partial dissociation takes place at 
temperatures lower than the limiting temperatures, increasing as the tem- 
perature rises. When the dissociated elements arrive at a less hot part of 
the furnace they recombine, and the combustion becomes permanently 
complete. The fact of the dissociation was proved by suddenly refrigerat- 
ing the gases, when time was wanting for their recombination. They were 
found to exist as a mechanical mixture, VVhen cooled slowly, they re- 
entered into combination; and so it was that for a long period the fact 
of dissociation eluded the observation of experimentalists. 

Such is the explanation of the theory of dissociation, though it is not 
quite clear. Be that as it may, there is a play of affinities according to 
which the maximum temperatures attainable by the combustion of hydro- 
gen and carbon are limited to about 3500 F, and 5000' respectively. The 
limit for carbon is about the limit of its possible temperature of combus- 
tion; so apparently there is nothing practically new in the limit imposed 
by dissociation. The chief importance of the theory of dissociation, for 
the work of steam boilers, lies in the satisfactory explanation it affords of 
the origin and formation of carbon smoke, as explained elsewhere. 

Conditions for the Complete Combustion of Fuel 
IN Furnaces. 

For insuring completeness of combustion, the first condition is a suffi- 
cient supply of air; the next is that the air and the fuel, solid and gaseous, 
should be tlioroughly mixed ; and the third is that the elements — air and 
combustible gases^should be brought together and maintained at a suffi- 
ciently high temperature. The hotter the elements the greater is the facility 
for good combustion. 

Incomplete combustion, and its usual concurrent, smoke, occur in different 
forms. Smoke may be discharged immediately after fresh fuel is chained 
on the fire; consisting of variously tinted hydro-carbon gases — volatilized 
fuel- — from dark brown to light yellow, which have escaped combustion. 
Smoke of another kind is the result of the precipitation of carbon in an 
extremely divided state — condensed carbon vapour precipitated in the 
course of combustion, and carried away intermixed with and giving colour 
to the gaseous products of combustion. M. Scheurer-Kestner' explains 
the production of smoke in this form on the principle of dissociation just 
noticed. When the dissociated gases are suddenly cooled, as by contact 
with the walls or the roof of the furnace, or even by a current of cold 
air, the carbon vapour is precipitated and forms smoke. 

Combustion is rendered incomplete in another way by the reduction of 
the carbonic acid formed by the combustion of incandescent fuel with air 
through the firegrate. The carbonic acid passing upwards through a thick 

' Etudasurla Combuttien dt la Hsuilli, 1875, page 21 1. 
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J ted of fuel takes up another equivalent of carbon, and becomes carbonic 
oxide. If an additional supply of air be not forthcoming to restore the 
carbonic acid, the heat absorbed in the reactive reduction to the state of 
oxide is lost as for the purpose of generating steam. 

There are three modes of supplying coal to ordinary furnaces by hand 

firing, namely: — spreading, alternate, and coking firing. In spreading firing 

the charge of coal is scattered evenly over the whole surface of the grate, 

commencing generally at the bridge, and working forward to the door. In 

alternate firing the charge of coal is laid evenly along half the width of the 

grate at a time, from back to front, each side alternately. In coking firing 

r the charge of coal is thrown on to the deadplate and the front part of the 

Bbars and left there for a time, in order that the mass may become coked 

rthrough, and when that is done the mass is pushed back towards the 

bridge, and another charge is thrown on to the front of the fire in its place. 

In this way the gases are gradually evolved from the coal at the front, while 

a bright fire is maintained at the back. 

It is thought advantageous, in slowly burning furnaces having long 
flues, that the fuel should be slightly moist, and that the ashpits should be 
supplied with water, from which steam may be generated by the heat radiated 
downwards from the fire, and passed through tlie firegrate. The access of 
water to the fuel lessens the "glow fire," or flameless incandescence of the 
fixed carbon on the grate, and increases the quantity of flame by form- 
ing carbonic oxide and hydrogen gases in its decomposition into its ele- 
ments, oxygen and hydrogen, and the reduction, by the oxygen, of the 
carbonic acid already formed in the furnace. The newly made gases are 
afterwards burned in t!ie flues. The presence of moisture, even in coke, 
gives rise to flame in the flues, and reduces the intensity of the heat in the 
glow fire. The combustion, in fact, is deferred, or distributed; and it is on 
I this principle that moist bituminous coals are most effective in furnaces 
■Slaving long flues, as in Cornish boilers. These considerations point to the 
■distinctive qualifications of coal and coke in furnaces. Whilst, under steam 
toilers, coal and coke might be rendered equally efficient in the generation 
ind communication of heat, it was found by Mr. Apsley Pellat, who gave 
the results of many years' practice, that in glass furnaces, where intense 
)cal heat was required, 8 lbs. or g lbs. of coke was in practice equivalent to 
12 lbs. of coal.' Coke, flameless, is most effective where local intensity of 
heat is needed, as in glass furnaces; and in others, with short flues and 
rapid draft, where flame, an evidence of carried heat, cannot be fully util- 
ized, and where the work is done mostly by radiated heat Coal is generally 
more effective when carried heat is brought into play, the active develop- 
ment of flame and heat being sustained in the flues, and the benefit of a 
limited proportion of moisture in the coal depends upon the length of the 
flues, and the time allowed for combustion— when the heat taken up from 
I the glow fire is given out again in the flame. 

In most cases an additional or surplus quantity of air is required to 
' Pnxirdiagi o/lhe ImUliition of Civil EHginttri, vol. i, (1840), page 40. 
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The chief governing element for efficiency in the combustion of coal and 
the distribution of the heat, is the quantity of air admitted to the furnace 
per pound of fuel consumed. That a sufficient supply of air should be 
admitted into the furnace, for effecting the complete mixture and combus- 
tion of the combustible elements, may, in general terms, be admitted. But 
as, in most cases, a considerable proportion of air in excess must be, for 
that purpose, admitted, the precise proportion answering to the best per- 
formance of the boiler is subject to variation according to circumstances. 
With ample area of heating surface for the absorption of heat, it may be 
better to admit a greater excess of air than in situations where the boiler 
surface is restricted ; since, in the former case, the heat, though generated 
at a lower temperature, is more fully developed, and may be absorbed in a 
greater proportion than in the latter case, where, though the total heat 
generated is less in quantity, whilst the absorbing surface is less, the tem- 
perature may be higher, when absorption takes place more rapidly. 

Mr. Josiah Parkes and Mr. C. W. Williams had early pointed out the 
importance of regulating the supply of air to furnaces, and adapting it to 
the requirements of the fuel. But it does not appear that either of them 
attempted to gauge the volume of the air actually required. The systematic 
experimental study of the air supply has been prosecuted with a great 
d^pree of success by Continental engineers. This and other developments 
of experience will be recorded in the chapters on systematic trials of fuels, 
furnaces, and boilers. 



Chapter VIIL— OF FUELS. 

The fuels used for the production of steam are coal, coke, wood, peat, 
refuse tan bark, straw, and megass or refuse sugar cane. Asphalte, petro- 
leum, creosote, and oil also are used as fuels, as well as coal gas. 

COAL. 

Coal may be arranged in five classes: — 

isL Anthracite, or blind coal, consisting almost entirely of free carbon, 
2d. Dry bituminous coal, having from 70 to 80 per cent of carbon. 
3d. Bituminous caking coal, having from 50 to 60 per cent of carbon. 
4th. Long flaming or cannel coal, having from 70 to 85 per cent of carbon. 
5th. Lignite, or brown coal, containing from 56 to 76 per cent of carbon. 

British Coals. 

The anthracites have specific gravities varying from 1.35 to 1.92. They 
retain their form when exposed to a temperature of ignition, though, if too 
rapidly heated, they fall to pieces. The flame is generally short, of a bluish- 
yellow colour. The coal is ignited with difficulty; it yields an intense local 
Or concentrated heat ; and combustion generally becomes extinct while yet 
a considerable quantity of the fuel remains on the grate. 
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The dry, or free-burning, bituminous coals are rather lighter than the 
anthracites, varying in specific gravity from 1.28 to 1.44. They contain a 
relatively small proportion of volatilizable matter — about 1 5 per cent — and 
they soon arrive at the temperature of full ignition. They swell consider- 
ably in coking, and thus is facilitated the access of air, and the rapid and 
complete combustion of their fixed carbon. In some cases, where the 
combustion is slow, the masses of coke scarcely cohere, and the original 
forms of the pieces of the coal are in some measure preserved. 

The bituminous caking coals have the same range of specific gravity as 
the dry bituminous coals. They contain the maximum proportion of 
volatilizable matter, averaging about 30 per cent of their whole weight. 
They develop much of the hydrocarbon gases, and burn with a long flame. 
They swell considerably, and give a coherent coke, which preserves nothing 
of the original form of the coal. 

The specific heat of coal is .20. 

The composition of various British coals is summarized in table No. 8, 
on the following page. The total heat of combustion has been calculated 
by means of formula (7), page 38, in terms of the constituent carbon and 
hydrogen of the coals. 

The average composition of British coals may be taken as follows: — 

Carbon about 80 per cent. 

Hydrogen „ 5 „ 

Nitrogen „ i'^ „ 

Sulphur , i}( 

Oxygen „ 8 

Ash „ 4 



19 
9f 



Fixed carbon, or coke. 



99 



19 



100 



61 



19 



99 



Welsh Coals, — Mr. G. J. Snelus made an analysis of Llangennech coal,^ 
of which the particulars are subjoined, with those of a few other coals, 
extracted from the Reports of Delab^che and Playfair, for comparison. 
*• The Ebbw Vale coal," it is said, " may be taken to represent the Mon- 
mouthshire steam coals ; and Powell's Duffryn represents the Merthyr and 
Aberdare coals, highly esteemed for locomotives and ocean steamers." 



Class of Coal, 
and Date of Analysis. 



Ebbw Yale, 1848 

Powells Duffryn. 1848... 

Llangennech, 1 848 

Llangennech, 1 8 7 1 

Uraigola* 1848 



Carbon. 


Hydrogen. 


Nitrogen. 


Sulphur. 


Oxygen. 


Ash. 


Coke. 


per cent. 


per cent. 


per cent 


percent 


per cent 


per cent. 


per cent 


89.78 


5.15 


2.16 


1.02 


.39 


150 


77-5 


88.26 


4.66 


1-45 


1.77 


.60 


3.26 


84.3 


1 85.46 


4.20 


1.07 


.29 


2.44 


6.54 


837 


84.97 


4.26 


1-45 


.42 


3-50 


5-40 


86.7 


84.87 


3.84 


.41 


.45 


7.19 


1.50 


85-5 



^ Se« Appendix to the Report of the Judges on the Trials of Portable Steam Engines at Cardiff 
in i$7^ by lb» Kv>y*l A^jricultural Society. 
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The calculated beating powers of these Welsh coals are as follows :- 









^•^^^ *'T,:^^ 



Ebbw Vale, 1848 16,114 

Powells Ihifiij-n, 1848 >5.*S9 

liangenncch. 1848. ^ 145998 

Uangenncch, iS;i 14-9*4 

Graigola, 1S48 j 14-689 



14-54 
14.06 
'3-44 
'5-41 
15.16 



16.78 
.6.24 
»5-53 
'S-49 



ffvgrosfcfif Wattr in BritisM Ov/s. — The proportion of hygroscopic 
water in coals varies from .61 to 10 per cent of the amount of the coal. 
Welsh coals contain the lo»-cst proportion of such »-ater, — from .61 to 3.78 
per cent. Bituminous coals hold from 6 to 10 per cent 

I '(iiixatuti of Small Coal. — The best known s>-stem is that of Warlich's 
patent fuel — a mixture of small coal and tar or pitch moulded into blocks. 
Eakh ton of small coal is mixed with 22 gallons or 242 lbs. of tar, which is 
w«i \o per cent of the weight of the coaL It is then formed into blocks, 
awKt baked at a temperature of Soo" F. for nine or ten hours. The volatile 
tii.iLtcr ^i the tar is driven otT, leav-ing the pitch as a cement for the coal. 
In tbt; prvve^ of baking, the blocks lose 5 per cent of their weight 

Mwhftnical stokers have come into successful emplo)Tnent for burning 
.^mI slack in furnaces. They are noticed subsequently. 

Fren'Ch Co.\La. 
ritff'h WA^ A>v divided into fi\-e classes, according to their behaviour 

a caking coals {houUks ^yxKUS m'3r&haUi\. 
I h»r*l coals \komlUs grxisses ft Jmrvs\. ditfeiing from the 
H fudihilily ; the coke is more dense than that of the first, 
^iw ItUii^ furnaces. 

vVaU, burning with a U^ng flame {^'uil/ts grasses d 

l^tJKy' an; still ]e«s fusibU- or cakiii;; than the preceding, 

X other furnaces. Thoy are known by the desig- 

t (o Lanca4)iiv cjnnrl ^^MI. 

li «k tanu t)*me {4,iii.'.',s i„\w d :.^KCi"'s flammes). 

% wkffKlKe, These cvvils .»rv burned on grates ; 

I flAme (M-'tii>'.'fS iivk>-s .i .vf-'.-^s rfamtms). 

j^tJMkully, and arc usi\l chictly tor burning 

malt. dn>I l'.>r domestic fires. 



ue and tunall iv^jjelher. is known 
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as tout'Venant — "as it comes." In the market the coal from a mine is 
distmguished, according to the size of the pieces, into, ist, le gros, round 
coal; 2d, la gaillette^ coal of medium size, in pieces 5 or 6 inches in dia- 
meter, which is separated by screening from the third sort ; 3d, le menu, 
slack, which is subdivided into three kinds: — gailletiuy the size of nuts; tite 
de moineaUy smaller than gailletin, literally the size of a sparrow's head ; and 
fine^ which is again distinguished mX.Qfine menu zxiA fine poussier, coal dust. 
The menUy or small coal, is made into briquettes, or rectangular blocks ; 
being agglomerated by means of tar, and compressed into moulds, as has 
already been pointed out in describing English practice, with some slight 
differences of treatment ist. The small coal is mixed with pitch, and 
compressed in moulds to form blocks. These blocks have great durability, 
and do not deteriorate by exposure to air. 2d. When the slack is derived 
from rich bituminous coals it is filled into cast-iron moulds, which are so 
closed that nothing but gas can escape from them. The moulds are heated 
in a furnace to upwards of 900** F., where they remain from half an hour 
to three hours, according to the quality of the coal. By the action of the 
heat the coal becomes a kind of paste and tends to swell; but it is on 
the contrary powerfully compressed by the moulds. 3d. For the slack of 
dry coals, a certain proportion of the slack of bituminous coal is mixed 
with it, to give cohesive power. 

Table No. 9. — Average Density and Composition of French Coals. 



Coals. 

Regnault, aa samples. 
Marsilly, 79 samples. 



(Regnault) 

Anthracites 

Bituminous hard coals 

Bituminous caking coals.... 
Bituminous coals, long flame 
Dry coals, long flame 

(Marsilly,) 

Mons Basin 

Mons Centre Basin 

Charleroi Basin 

Valenciennes Basin 

Calais Basin 



Average. 



Specific 
Giavity. 



1.498 

1-319 
1.293 

1303 
1.362 



1.265 
1.293 
I.I97 
1.289 
1.280 



I.3IO 



Quantity 
of Coke. 



per cent. 

88.83 
74.81 

67.54 
60.86 

54.72 

71.50 
81.79 

86.58 

80.75 
74.66 

74.20 



Composition. 



Carbon. 



percent. 

86.17 
88.56 

87.73 
82.94 

76.48 

83.85 
86.38 

86.65 

86.50 

84.94 



85.02 



Hydrogen. 



per cent. 

2.67 
4.88 
5.08 

5.35 
5.23 

5.19 

4.51 
4.18 

4.52 

5-15 



4.48 



Oxygen 

and 
Nitrogen. 

per cent. 

2.85 

4.38 

5.65 
8.63 

16.01 



8.09 
5.46 
5.23 

5-39 
7.02 



6.87 



Ash. 



per cent. 

8.56 
2.19 

1.54 
3.08 

2.28 



2.85 
3.66 

3.95 
3.52 

2.93 



3.46 



Note. — The averages are here deduced from averages; being averages of averages, and are to be 
Accepted as approximate, not necessarily exact results. 

Ronchampy Sarrebriicky and other Coals, — MM. Scheurer-Kestner and 
C. Meunier-DoUfus^ made analyses of several coals from the Ronchamp 

* Etudes sur la Combustion de la HouilU, 1875, reprinted firom the Bulletin de la Sociiti Indus- 
tridU de Mtdhouse, 
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coal field and the Sarrebriick basin. These coals were used for purposes of 
investigation into the absolute heating power of coals, as well as of their 
practical performance in the generation of steam. The composition and 
the heating power of the coals are given in the annexed table, No. lo. 
The heating power is calculated by means of formula (7), page 38. 



Table No. 10. — Composition and Heating Power of Ronchamp, 

Sarrebruck, and other Coals. 



Coal. 



Ronchamp: — 

No.i 

» 2 

» 3 

„ 4 

Average 

Sarrebruck : — 

Dudweiler 

Alten wald 

Heinitz 

Friedrichsthal.. 

Louisenthal 

Sulzbach 

Von der Heyt... 
Blanzy : — 

Montceau 

Anthracitic 

Creuzot, An- ) 

thracitic j 



Composition. 



Carbon. 



% 
76.5 

68.6 
76.2 

73-^ 
73-6 

71-3 

69-3 

70.3 
67.8 

64.7 

73.3 
70.6 

66.1 
67.0 

87.4 



Hydro- 
gen. 



% 
4.4 

4.0 

4.1 

3.8 
4.1 

4.1 

4-3 

4-3 
4.2 

3-9 
4.6 

4.5 

4.4 
3.6 

3.5 



Oxy- 
gen. 



% 

3-0 

4.7 

5.9 
4.9 

4.6 

9.2 
9-9 

13.8 

150 
9.6 

II. 2 

13-2 
5-9 

3-2 



Nitro- 
gen. 



oi 

/o 

I.I 

I.I 

I.O 

I.O 

1-5 

0.5 
0-5 
0-5 
0-5 
0-5 
0.5 
0-5 

0.5 
0.5 

0.5 



Water. 



% 
0.8 



1.8 

2.5 
1.8 

I.O 

1.6 

2.7 

10.3 
21.0 

3.6 



Ash. 



% 

15.0 
20.8 
12.8 

16.2 
16.2 

13.1 
13.5 

II. 6 
12.7 
12.3 
10.4 
10.5 

5.0 
2.0 

1.8 



Fixed 
Carbon. 



% 

61.7 

55-6 
62.3 
62.4 
60.5 

53.5 
52.9 

53.7 
50.2 

47.3 



VoU- 
tile 
Ele- 
ments. 



% 

23-3 
23.6 

24.9 

21.4 

23-3 

33-4 

33-6 

34.7 

37.1 
40.4 



Heating Power for 
I lb. of CoaL 



Observed. 



British 
units. 

4,357 

3,743 
4,085 

3,995 
4,045 

3,833 
3,320 

3,548 

3,647 
2,665 

3,608 
3,865 

2,720 
2,825 

6,108 



Calculated. 



British 
units. 

3,820 
2,430 
3,590 
2,960 
3,220 

2,880 
2,720 
2,860 
2,440 
1,800 
3,480 
3*030 

2,390 
1,950 

4,850 



Indian Coals. 

In July, i860, Mr. R. Haines, acting chemical analyst to the Bombay 
government, reported on samples of coal from Australia, the Nerbudda 
Valley, and Nagpore. The Nerbudda coal is dull black, heavy, very hard, 
being pulverized with difficulty; it has a laminated structure and slaty 
cleavage; it has, here and there, interspersed in its substance, small lumps 
of half-formed coal like charcoal. The Nagpore coal is very similar in 
appearance to the Nerbudda coal, and has the same texture, except that 
tbe laminae are alternately dull and glossy. 

The Australian coal is jet-black and brilliant, very brittle, and breaks 
cabkal fracture like Newcastle coal. It is bituminous, and it cokes 
coaL The Nerbudda and Nagpore coals do not even cohere 
The ash of the Australian coal is of a dirty white colour, and 
ooals is similar in appearance. 
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Table No- ii. — Composition of Australian, Nerbudda, and Nagpore Coals. 

Mr. R. Haines, i860. 



Locality or DescriptioiL 



Australia. 

Nerbudda Valley.. 
Nagpore 



Spedfic 
gravity. 



I.312 
1.440 
I.417 



Coke. 



percent. 
68.27 
66.63 
76.00 



Volatile 
matter. 



percent. 
31.73 

33-37 
24.00 



Sulphur. 



percent. 
0.50 
0.60 

0.34 



Ash. 



per cent. 

8.38 
18.09 

18.73 



An official memorandum was addressed to the Indian government, in 
January, 1867, by Dr. Oldham, superintendent of the geological survey of 
India, containing the results of analysis of eighty-one samples of Indian 
coal: showing the volatile matter, the fixed carbon, and the ash. These 
results are g^ven in table No. 12, and a column is prefixed showing the 

Table No. 12. — Composition of Indian Coals, 1867. 

Compiled from a Report by Dr. Oldham. 



Locality. 



Kurhurbali Field: — 

From 

To 

Average 

Rajmahal Hills: — 

From 

To 

Average 

Ranigunj Field: — 

From 

To 

Average 

Sherria Field: — 

From 

To 

Average 

Central India (Pench River) : — 

From 

To 

Average 

Madras (Godavery River) 

Total averages of Indian coals. 

English coal, saleable at Calcutta: 
Averages 



Coke 

(sum of fixed 

carbon and 

ash). 



percent 

75.2 
87.4 
79.9 

54.4 
71.2 

60.8 

59.0 

75.0 
65.0 

55.4 
86.0 

69.0 

52.0 
86.0 
65.6 
81.0 



70.2 



70.8 



Fixed 
carbon. 



percent 

50.9 

73.1 
62.8 

25.2 

57.6 
44.2 

39.2 
63.8 

50.0 

30.8 
68.4 

56.3 

30.3 
61.6 

47.4 
23.2 



47.3 



68.1 



VolatUe 
matter. 



percent 

12.6 
24.8 
20.2 

28.8 
44.8 
39.3 

25.6 

38.7 
35.0 

18.0 

44.6 
31.0 

14.0 

54.0 
32.8 

19.0 



29.6 



Ash. 



29.2 



percent 
4.8 

39.« 

17.I 

1.5 
37.6 
16.6 



1.75 
35.2 
15.0 

1.7 
28.8 

12.7 

2.2 

48.7 
18.2 

57.8 



22.9 



2.7 



Vot.L 
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Volatile matter. 


Ash. 


percent 


percent. 


4*^ • • • • 


• 5-5 


6.0 .... 


.. 4.0 



percentage of coke, which is arrived at by adding that of the ash to that 
of the fixed carbon. For comparison, the results of a similar analysis of 
English coals on sale at Calcutta, are added. 

Dr. Oldham, in 1859, analysed two specimens of anthracitic coal from 
Kotlee, in the Punjab, and found their composition as follows: — 

Carbon, 
per cent. 

No. 1 90.5 

No. 2 90.0 

Much of the Indian coal is peculiarly liable to disintegration from 
exposure to the atmosphere, particularly in the hot seasons. Coal from 
the new Chanda coalfields is reported to have fallen to so small pieces, 
after a short period of exposure, as to have become unfit as fuel for loco- 
motives. 

American and Foreign Coals. 

The results of an investigation of the qualities of American coals, at 
the Navy Yard, Washington, for the Navy Department of the United States, 
conducted by Professor W. R. Johnson, were published in " A Report to 
the Navy Department of the United States, on American Coals," in 
1844. 

Thirty-nine samples of coal, and three samples of coke, were tried ; and 
the general results are given in table No. 13: — 



Table No. 13. — ^American Coals: — Average Weight, Bulk, and 

Composition, 1843. 

(Abstracted from the Report of Professor W. R. Johnson.) 

Composition. 



Coal. 



.VBffinacaceSw Penns^'h-ania. 

CokiCi. rwo sunpl^s from Midlothian 
.Lffld >k«r$ Cumberland coal, Vir- 

^mm - 

^' mt s^ mm o^ btcominous. Maryland and ) 

'•AtHSflrmocL j 

'^CoBitanas ^''.tkjjQ^ ^Izsdxua 

ot^:«!Bt jum ^Vescem bimmiDOUs 



V*^<«ace 01' :h« duee classes 
v:tft:ncm v.^xu» 



."'} 



Composition, in Percentages op the 
Total Weight. 



Moisture. 



per cent. 
I.I9 



1-37 

1.56 

2.50 



1-37 



VolatUe 

matter, 

other than 

moisture. 



per c^t, 
3.97 



I5.II 

29.43 
32.68 



16.17 



Sulphur. 



per cent. 
0.04 



0.42 

1. 01 
0.24 



0.49 



Fixed 
Carbon. 



per cent 
88.54 



73.21 

58.29 
57.42 



73.35 



Earthy 
matter. 



per cent. 
6.28 

14.94 

10.27 

10.90 
7.85 



9.15 
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Table No. 13. — Continued, 
Weight, Bulk, Coke, and Ash. 



Coal. 



Anthracites 

Cokes 

Free-burning bituminous 

Bituminous caking 

Foreign and Western 

Average of the three \ 
classes of American > 
coals ) 



Specific 
Gravity. 



1.500 

1.358 
1.342 
I.313 



1.400 



Wbight and Bulk. 



One 

cubic foot, 

solid. 



pounds. 
93.78 

84.93 
83.90 

82.39 



87.54 



One 

cubic foot, 

heaped. 



pounds. 

53.05 

32.13 
52.84 

49.28 
49.31 



51.72 



Bulk of 
one ton, 
heaped. 



cubic feet. 

42.35 
69.76 

42.42 

45.71 
45.51 



43-49 



Coke 
produced 
from coal. 



percent 
94.82 

83.68 
69.01 
65.27 



82.50 



Ash and 
clinkers 
left by 
combus- 
tion. 



percent. 

8.60 

14.94 

11.27 

8.48 

7.98 



9.42 



COMBUSTION OF COAL. 

When coal is exposed to heat in a furnace a portion of the carbon 
and hydrogen, associated in various chemical unions, as hydrocarbons, are 
volatilized and passed off. At the lowest temperature, naphthaline, resins, 
and fluids with high boiling points are disengaged; next, at a higher 
temperature, volatile fluids are disengaged; and still higher, olefiant gas, 
followed by common gas, light carburetted hydrogen, which continues to 
be given off after the coal has reached a low red heat. What remains 
after the distillatory process is over, is coke, which is the fixed or solid 
carbon of coal, with earthy matter, the ash of the coal. 

Taking the fixed carbon, or coke remaining in the furnace after the 

volatile elements are distilled off, for round numbers, at 60 per cent, the 

following is an approximate summary of the condition of the elements of 

average coal, after having been decomposed, and prior to entering into 

combustion : — 

100 Pounds of Average Coal in the Furnace, 

lbs. Decomposition. 



Carbon 



Composition. lbs. 

Fixed 60 

Volatilized 20 



{ 



Hydrogen 5 

Sulphur i^ 

Oxygen 8 

Nitrogen I'/s 

Ash 4 



• forming ^ 



About 100 



60 fixed carbon. 
24 hydrocarbons. 

ijj( sulphur. 

9 water or steam. 

I'/j nitrogen. 

4 ash. 



100 



showing a total useful combustible of 86j^ per cent, of which 26% per 
cent is volatilized. Whilst the decomposition proceeds, combustion pro- 
ceeds, and the 26]^ per cent of volatilized portions, and the 60 per cent 
of fixed carbon, successively, are burned. 
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The sulphur and a portion of the nitrogen are disengaged in com- 
bination with hydrogen, as sulphuretted hydrogen and ammonia. But 
these compounds are small in quantity, and, for the sake of simplicity, 
they have not been indicated in the above s>niopsis. 

Air Consumed in t/ie Complete Combustion of Coal, — Take coal of average 
composition: applying the formula (i), page 35, the carbon C = 8o, the hy- 
drogen H = 5, and the oxygen O = 8. Then (C + 3H-40) = (8o+i5- 1^2) 
:^9i.8; and 91.8 x L52 = 139.5 cubic feet of air at 62"* R, say 140 cubi<^ 
feet, the quantity chemically consumed by one pound of average coal. 

To find the distribution of this quantity of air between the volatilized 
and the fixed portions of one pound of coal, the 60 per cent of the fixed 
carbon takes (152x60-^100=) 91, say 90, cubic feet; and the remainder 
is consumed by the volatilized portion. Thus, — 

For the volatilized portion, 50 cubic feet, or 36 per cent 

For the fixed portion, 90 „ or 64 „ 

140 „ 100 „ 

The weight of this quantity of air, dividing the volume by 13.14, is 10.7 lbs. 

Gaseous Products. — The quantity of the gaseous products of the com- 
plete combustion of coal is found by rules 2 and 3, page 36. Take coal 
of average composition. 

1. By weight. — The percentages of carbon and hydrogen are respec- 
tively 80 and 5. Then, by rule 2, the weight of the gaseous products, 
taken collectively, of the combustion of one pound of coal, is 

(. 1 26 X 80) + (.358 X 5) = 1 1.87 pounds. 

The weights of the gases individually are given by the expressions a^ b^ r, 
pag^ 30^ as follows : — 

Gasious Products for One Pound of Average Coal by Weight, 

CarixHuc acid. '0366 x 80 = 2.93 lbs. or 24.7 per cent 

uaawMii steam 09 x 5= .45 „ or 3.8 „ 

XitBW» =(.0893x80) + (.268x5) = 8.49 „ or 71.5 „ 

11.87 „ loo.o „ 

, — The total volume is found by rule 3; thus: — 
(x.5ax x 80) + (5.52 X 5) « 149.28 cubic feet 

BftMl arCj by the expressions d^ ^,/, page 36, as follows : — 

^ 315 X 80 = 25.20 cubic feet at 62°, or 16.9 per cent 

iw. i.^ix s= 9.51 „ „ or 6.4 

— Mn (»6i8xs)«» 114.57 „ „ or 76.7 

149.28 „ „ lOO.O „ 

fitet of air, weighing 10.7 lbs., have been con- 
gaseous products having a volume of about 
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ISO cubic feet at 62®, equal to I2j4 cubic feet per pound. The element 
of nitrogen is nearly three-fourths by weight, and fully three-fourths by 
volume^ of the total quantity of gaseous products. 

The relatively larger volume of the gaseous products at the higher 
temperature at which they enter the chimney, is found by the formula (4), 
page 37. If the final temperature be 5(X>° F., the final volume of the 
gaseous products for one pound of average coal is, 

150 ^ ^T^ — ^-7^ = 276 cubic feet: 
62 + 461 

or nearly double the volume at 62°. At 585** F., the volume would be 
exactly double, or 300 cubic feet; and at 1108'' F. it would be just three 
times the normal volume at 62°. 

Surplus Air. — Suppose that the quantity of surplus air is equal to that 
which is chemically consumed by the fuel: — 140 cubic feet by volume, or 
ICX7 pounds by weight, for one pound of coal consumed. 

In round numbers the gaseous products and surplus air are as follows : — 

Cubic feet at 6a*. Weight in lbs. 

Gaseous products of combustion per lb. of coal 1 50 12 

Surplus air „ „ 140 10.7 



Total escaping gases 290 22.7 

The 10.7 pounds of air consists of 2.46 pounds of oxygen and 8.24 pounds 
of nitrogen; and, adding these to the gaseous products for one pound of 
coal, the resulting composition is as follows: — 

Total Gaseous Products and Surplus Air for One Found of Coal, 



Carbonic acid 


By Weight. 


By Volume. 


lbs. per cent 

2.93 or 13. 
.45 or 2. 
2.46 or 10.9 
16.73 or 74.1 


cubic feet. per cent 

25.20 or 8.7 

951 or 3.3 

29.41 or 10.2 

225.16 or 77.8 


Gaseous steam 


Oxygen 

Nitrofiren 




22.57 lOO.O 


289.28 lOO.O 



Here it is shown that when combustion is complete, and the excess of air 
in mixture with the burnt gases, is equal to the volume of air chemically 
consumed — an ordinary condition — there is 1 3 per cent of carbonic acid, by 
volume, in the gases passed off. 

Total Heat of Combustion of Coal, — The total heat of combustion of 
one pound of coal of average composition, having 80 per cent of carbon, 
and 5 per cent of hydrogen, is by formula (7), page 38: — 

145(80 + (4.28 X 5)) = 14,703 units, say 14,700 units, 
equivalent by rule 5, page 38, to 13.17 lbs. of water, supplied at 62"" F., 
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evaporated at 212°, per pound of coal; or to 15.22 lbs. of water evaporated 
from and at 2I2^ 

The results given by the use of rule 5, page 38, are, as before 
stated, to be taken as only approximate; and they should be tested by 
direct experiment whenever it is practicable to do so. The heating power 
of coals, it is certain, is not measurable directly by chemical composition ; 
it depends also upon the molecular constitution of the fuels. Broadly 
speaking, the heating power increases with the proportion of fixed carbon, 
—or that which is contained in the coke, — and inversely diminishes with 
the proportion of volatile elements. Of these elements the leading gaseous 
ingredient is oxygen ; and it is observable that, generally, the heating power 
diminishes as the elemental oxygen increases. The results of observation 
and calculation of heating power, given in table No. 10, page 48, for 
Ronchamp and other coals, prove, remarkably, that the actual heating power 
is greater than that which is calculated from the proportions of the elemental 
carbon and hydrogen, by from i per cent to loj^ per cent The differ- 
ence becomes still greater when the heating powers are calculated by 
Dulong's formula (5), page 37, in which deduction is made from the hy- 
drogen equivalent to the elemental oxygen. 

That two coals of identical composition may possess very different heat- 
ing powers is evidenced by comparing the bituminous coals of Creuzot and 
Ronchamp, which have the following nearly identical compositions, reckon- 
ing the coal as dry and pure, or free from ash: — 

Carbon. Hydrogen. Oxygen. Heating Power, 

per cent. per cent. per cent. 

Creuzot 88.48 4.41 7.11 17,320 

Ronchamp 88.32 4.78 6.89 16,339 

whilst there is a difference of six per cent in the actual heating powers. 
Correspondingly, the Creuzot coal had only 19.6 per cent of volatile matters, 
whilst the Ronchamp coal yielded 27 per cent^ 

Ideal Temperature of the Complete Combustion of Average Coal, — 
Multiply the several weights of the gases of combustion of one pound, 
page 53, by their specific heats respectively. The products express the 
quantities of heat absorbed in raising the temperature 1° R, and the sum 
of the products shows the heat absorbed by the whole of the gaseous pro- 
ducts: — 

For I lb. Coal. Sg^i^c ^^^^^ 

Carbonic acid 2.93 lbs. x .2164 = .634 fori^F. 

Steam 45 lb. x -475 = .214 „ 

Nitrogen 8.49 lbs. x. 244 =2.076 „ 

11.87 lbs. X.246 = 2.924 „ 

The total heat of combustion, 14,700 units -r 2.924 = 5027°, the nominal 
temperature of combustion, above, say 62° F., of average coal. 

^ Sec, on the subject of the heating power of coals, an excellent article, " Pouvoir Calorifique 
ct Classification des Houilles," by M. L. Gruner, in the Annates des Mines^ 1874, page 169. 
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If surplus air, of which the specific heat is .2377, be mixed with the 
products^ equal in quantity to half the air chemically consumed, the total 
weight of the mixture would be (11.87 lbs. gases+5.35 lbs. air = ) 17.22 lbs., 
of which the specific heat is — 

(11.87 X. 246) + (5.35 X. 2377) ^ 4.196 ^ 
17.22 17.22 

As the mixture absorbs 4.196 units for 1° F. of temperature, the tem- 
perature of combustion is (14,700-7-4.196 = ) 3527° F. above 62° F. 

If a surplus quantity of air equal to that which is chemically consumed 
be admitted, the total weight of the mixture is (11.87+10.70 = ) 22.57 lbs., 
of which the specific heat is — 

(11.87 X .246) + (10.70 X .2377) ^ 5.467 ^ 
22.57 22.57 

The temperature of combustion is (14,700+5.467 = ) 2688° F. above 62'' F. 

COKE. 

Coke, as has already been stated, is the solid residuum of coal from 
which the volatilizable portions have been removed by heat, a process which 
is illustrated in the action of ordinary furnaces, in which the gasified ele- 
ments of coal are first burned off, then the fixed or residuary coke. 

In the original tables of the composition of coals, from which the fore- 
going abstracts of composition have been derived, the quantity of coke 
produced from coal, excluding anthracite, by laboratory analysis, are given 
as follows: — 

(Exduding Anthracites.) Coke. 

English coals 50 to 72 per cent; average, 61.4 per cent. 

American coals 641086 „ „ 76.4 „ 

French coals 53^076 „ „ 64.5 „ 

Indian coals 52 to 84 „ „ 70.2 „ 

The quality of coke obviously depends, in a great measure, on the pro- 
portions of the constituent hydrogen and oxygen of the coal from which it 
is made, which* regulate the degree of fusibility of the coal when exposed to 
heat Taking, for example, the particulars of the coke produced from the 
French coals named in table No. 9, page 47, and arranging the averages 
for each kind of coal in the order of the quantity of hydrogen in excess, the 
nature of the coke produced, as described by M. Peclet, was as follows : — 



AVBRAGBS. 


Hydrogen. 


Oxyccn 

and 
Nitrogen. 


Hydrogen 
in excess. 


Nature of the 
Coke. 


Anthracites 


per cent 
2.67 

5-23 

5.35 
4.88 

5.08 


per cent 
2.85 

16.01 
8.63 

4.38 
5.65 


per cent 

2.43 
3.09 

4.15 
4.27 

4.30 


pulverulent 
in fragments 
porous 
porous 
very porous 


Drv coals. Ions fiame 


Bituminous coals, long flame 

Bituminous hard coals 


Bituminous cakincf coals 
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Showing a series of five coals, with an ascending series of hydrogen in 
excess, from 2.43 to 4.30 per cent The nature of the cokes advances cor- 
respondingly from pulverulent or powdery, to very porous or excessively 
fused and raised. The first is, in fact, a failure as a coke, and the second, 
with 3.09 per cent of hydrogen in excess, barely coheres, being in frag- 
ments ; the third and fourth, with about 4.20 per cent of hydrogen in excess, 
produce a porous and cohesive coke, and the fifth an excessively porous 
coke, — bright, but comparatively light for metallurgical operations. 

From this it appears that coal that has less than 3 per cent of hydrogen 
in excess, is unfit for coke-making; and that, for the manufacture of good 
coke, coal containing at least 4 per cent of free hydrogen is required. The 
hydrogen being in combination with carbon in various proportions to form 
tar and oils, softens the fixed carbon, and forms a pasty mass, which is raised 
like bread by the expansibn of the confined gases and vapours seeking to 
escape. 

Coke of good quality weighs from 40 lbs. to 50 lbs. per cubic foot solid ; 
and about 30 lbs. per cubic foot heaped. The average volume of one ton 
is 75 cubic feet; the volumes vary from 70 to 80 cubic feet 

The composition of coke varies within the following limits: — 

Average of X9 Cokes. 

Carbon 85 to 97^ per cent 93-44 per cent 

Sulphur ^ to 2 „ 1.22 „ 

Ash i>^toi4j^ „ 5.34 „ 

100.00 

Coke is capable of absorbing from 15 to 20 per cent of its weight of 
water. It has been found to absorb as much as 8 per cent of water on its 
way from the ovens to its destination in uncovered waggons. Directly 
exposed to rain, it may absorb as much as 50 per cent of its weight of 
water ; the most part of which is afterwards quickly evaporated, leaving 
from 5 to ID per cent in the coke. 

The quantity of air chemically consumed in the complete combustion of 
coke of average composition, neglecting the sulphur, amounts by rule i, 
page 35, to (1.52x93.44=) 142 cubic feet, at 62° F. per pound of coke, or 
10.81 lbs. of air. The products of combustion are, by the expressions a — 

Burnt Gases. By Weight. By Volume. 

lbs. per cent. cubic feet at 6a* F. per cent 

Carbonic acid 3.42 or 29 29.43 or 20.7 

Nitrogen 8.35 or 71 112.69 or 79-3 



11.77 100 142.12 lOO.O 



The heating power of average coke is, by formula (7), page 38, equ^A 
(145x93.44=) 13,548 units per pound of coke, or to the evaporatv^ ^^ 
(i 3,548 -r 966=) 14.02 lbs. of water from and at 212° F. The specif^^ T^ 
of the burnt gases, carbonic acid and nitrop o^^ "^ 

(11.77 lbs. X. 236=) 2.778 units of heat are 
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temperature. Then (13,548-7-2,778=) 4878* above 62'' is the nominal tem- 
perature of combustion. 

LIGNITE AND ASPHALTE. 

Brown lignite is sometimes of a woody texture, sometimes earthy. Black 
lignite is either of a woody texture, or it is homogeneous, with a resinous 
fracture. Some lignites, more fully developed, are of a schistose character, 
with pyrites in their composition. The coke produced from various lignites 
is either pulverulent, like that of anthracite, or it retains the forms of the 
original fibres. Lignite is less dense than coal. 

Asphalte, like lignite, has a large proportion of hydrogen. It has less 
than 9 per cent of oxygen and nitrogen, and thus leaves Z% per cent of 
free hydrogen, and it accordingly yields a porous coke. 

The average composition of perfect lignite and of asphalte may be taken 
in whole numbers as follows: — 

Lignite. Asphalte. 

Carbon 69 percent 79 percent. 

Hydrogen 5 „ 9 

Oxygen and nitrogen 20 „ 9 

Ash 6 „ 3 



if 

>9 



ICO 100 

Coke, by laboratory analysis 47 „ 9 



9t 



The lignites are distinguished from coal by the large proportion of 
oxygen in their composition — from 1 3 to 29 per cent 

The heating powers of lignite and asphalte are respectively measured 
by 13,108 units, and 17,040 units. 

WOOD. 

Wood, as a combustible, is divisible into two classes: — ist The hard, 
compact, and comparatively heavy woods, as oak, beech, elm, ash ; 2d. The 
light-coloured, soft, and comparatively light woods, as pine, birch, poplar. 
In France, firewood is classed as fresh wood (dots nmf), carried by land or 
water to its destination ; raft wood (pois flottf)^ floated to its destination ; 
and peeled wood {pois pelard)^ or oak stripped of its bark. According 
to M. Leplay, green wood, when cut down, contains about 45 per cent 
of its weight of moisture. In the forests of Central Europe, wood cut 
down in winter holds, at the end of the following summer, more than 40 
per cent of water. Wood kept for several years in a dry place retains from 
15 to 20 per cent of water. Wood which has been thoroughly desiccated, 
will, when exposed to air under ordinary circumstances, absorb 5 per cent 
of water in the first three days; and will continue to absorb it, until it 
reaches from 14 to 16 per cent, as a normal standard. The amount fluctu- 
ates above and below this standard, according to the state of the atmosphere. 
Ordinary firewood contains, by analysis, from 27 to 80 per cent of hygro- 
metric moisture. 
The woods of various trees are nearly identical in chemical composition. 
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which is practically as follows, showing the composition of perfectly dry 
wood, and of ordinary firewood holding hygroscopic moisture: — 

Desiccated Wood. Ordinary Firewood. 

Carbon 50 per cent 37.5 percent 

Hydrogen 6 „ 4.5 

Oxygen 41 „ 30.75 

Nitrogen i „ 0.75 

Ash 2 „ 1.5 



if 
ff 



100 „ 75.0 

Hygrometric water 25.0 



99 
99 



lOO.O „ 

The quantity of intersticial space in a closely packed pile of wood, con- 
sisting of round uncloven stems, is 30 per cent of the gross bulk; for cloven 
stems, the intersticial space amounts to from 40 to 50 per cent 

English oak — a hard wood — weighs 58 lbs. per solid cubic foot; its 
specific gravity is .93. Yellow pine — a soft wood — weighs 41 lbs. per solid 
cubic foot; its specific gravity is ,66. 

A cord of pine wood, — that is, of pine wood cut up and piled, — in the 
United States, measures 4 feet by 4 feet by 8 feet, and has a volume of 
128 cubic feet Its weight, in ordinary condition, averages 2700 lbs.; or 
2 1 lbs. per cubic foot. 

A "corde" of wood, in France, has a volume of 4 cubic metres, or 
1415^ cubic feet 

Firewood is measured, in France, by the vote, of which the volume is 
2 cubic metres, or 2 stores, or 70.6 cubic feet. As the length of the billets 
is 1. 14 metres, or 3.74 feet, the half-vote, or st^re, measures 1.14 metres x 
0.88 metre X i metre, equal to i cubic metre, or 35.3 cubic feet The 
weight of the vote of firewood, in Paris, is from 700 to 750 kilogrammes, 
or from 1544 to 1653 lbs., averaging 1600 lbs., equivalent to 22 J^ lbs. 
per cubic foot in bulk. 

The vote of wood for making charcoal, in the forests of the Ardennes, 
weighs 1 324 lbs. ; it consists of one-fourth oak and beech, one-fourth poplar 
and willow, and one-half elm. The hard wood for charring, of the forests 
of the Meuse, weighs 1653 lbs. per vote. 

The quantity of air chemically consumed in the complete combustion 
of one pound of perfectly dry wood, by rule I, page 35, is 80 cubic feet at 
62° F., or 6.09 lbs. of air. The quantity of burnt gases for i lb. of per- 
fectly dry wood are, by the expressions a, b, c, d, e,f, page 36: — 

Burnt Gases. ^^ height By Volume. 

lbs. per cent cubic ft. at 6a* F. per cent. 

Carbonic acid 1.83 21.7 i5-75 i4-4 

Steam 0.54 6.4 11.40 10.4 

Nitrogen 6.08 "1.9 82.01 75.2 

Totals 109.16 * loo.o 
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g that there are 8}4 lbs., or 109 cubic feet, at 62° F., of burnt gases 
lonnd of wood: 13 cubic feet to the pound. 

lie total heat of combustion of perfectly dry wood, by rule 4, page 

s 10,974 units, which is 75 per cent of that of coal, and is equivalent, 

nle 5, to the evaporation of 11.36 lbs. of water from and at 212" F. 

When the wood holds 25 per cent of water, there is only 75 per cent 

ihree-quarter pound of wood substance in one pound; and the total heat 

ontbustion is 75 per cent of 10,974 units, or 8230 units, which is only 

^iper cent of that of average coal. Similarly, the equivalent evapora- 

rpower is reduced to 8.52 lbs. of water from and at 212°, of whidi the 

luivalent of a quarter of a pound is appropriated to the vaporizing of the 

ntained moistLire: that is to say, for evaporating "^ lb. of water, supplied 

■ fe° F., the quantity of heat is {rii6°-i-4=) 279 units^and the net avail- 

ble heat for service is (8230 — 279=) 7951 units per pound of fuel hold- 

Tlf 25 per cent of water. 

For the temperature of combustion it is found that 2136 units of heat 
we required to raise the temperature of the products 1° F, Then 
flQ974-f-2i36=) 5138° is the nominal temperature of combustion of per- 
iectly dry ivood, above the initial temperature. 

When the wood holds 25 per cent of water, the weight of the direct 
products is 75 per cent of 8.45 lbs., or 6.34 lbs., and, as above shown, the 
- set available heat is 795 1 units. To raise — 



Direct products, i°F. temperature (2.136 x J;^ =) i.6oa units. 

The evaporated water, or gaseous steam (.25 lb. ".475 = ) -119 „ 



Total for 1 



)i of wood holding 25 per cent of moisture, or the rise of temperature above 
I (be initial temperature. It is 90 per cent of the temperature for perfectly 

dry wood. 

In order to obtain the maximum heating power from wood as fuel, it is 

the practice, in some works on the Continent, — as glass works and porcelain 

works, — where intensity of heat is required, to dry the wood fuel thoroughly, 

even using stoves for the purpose, before using it 



Peat is the oi^nic matter, or vegetable soil, of bogs, swamps, and 
maishes, — decayed mosses or sphagnums, sedges, coarse grasses, &c., — in 
beds varying from I or 2 feet to 20, 30, or 40 feet deep ; or even of greater 
depths. The peat near the surface, less advanced in decomposition, is 
light, spongy, and fibrous, of a yellow or light reddish brown colour; lower 
down, it is more compact, of a darker brown colour; and, in the lowest 
strata, it is of a blackish brown, or almost a black colour, having a pitchy 
or unctuous feel, the fibrous texture nearly or altogether obliterated. 

Peat, in its natural condition, generally contains from 75 to 80 per cent 
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of its entire weight, of water; occasionally amounting to 85 or even to 90 per 
cent. It shrinks very much in drying; and its specific gravity, when dry, 
varies from .22 or .34 to 1.06, the surface peat being the lightest, and the 
lowest peat the densest. If peat be masticated, macerated, or milled, whilst 
it is wet, so that the fibre is broken, crushed, or cut, the contraction in drying 
is much increased by the treatment; and the peat becomes denser, and 
is better consolidated than when it is dried as cut from the bog. Peat so 
prepared is known as condemed peal ; and the degree of condensation varies 
according to the natural heaviness of the peat Peat from the lowest beds 
so treated is condensed only to a small extent ; but peat from the middle 
and the upper beds becomes condensed, when dry, to from two to three times 
its natural density. So effectively is peat consolidated and condensed by 
the simple proces* of destroying the fibres whilst wet, that no merely 
mechanical force of compression is equal in efficiency to mastication. 

The table No. 14 contains the results of chemical analyses of Irish peat 
of various qualities. Mr. A. M'Donnell gives the composition of average 
"good air-dried" peat and "poor air-dried " peat, analysed by Dr. Reynolds, 
as in table No. 15 ; to which are added an analysis of dense peat from 
Galway, made by Dr. Cameron. 

Table No. 14. — Chemical Composition of Ikish Peat, taken as Perfectly Dry. 
<Sii Robert Kane.) 



■DEsanmod «»□ Locautv 
or P«*T. 


Specific 


Cb... 


HydrogHi. 


Oxyg=n. 


Nitrogen. 


Alb. 


2. Rather dense, 6.0 

3. Light Burii.ce, Wood of Allen 

4. Compact and dense, do. 

5. Light fibrous, Ticknevin 

6. Ught fibrous, Upper Shannon 

7. Very dense, compact, do. 




If, 
Hi 


57.52 
58.56 
53.30 
56.34 
58.60 
58.53 
59,42 


pet ccnl. 
6.83 

i 

5-73 

5-49 


32-^3 
31.40 
31-36 
30.20 
30.50 
32-32 
30.50 


pacHit. 


p.ecnL 
I-W 

3-3° 

2-74 

iS 

2-47 

2.97 






$8. IS 


5. 96 


31-21 


1.13 


3.43 









Table No. 15. — Composition of Irish Peats. 
Ftrst, Exclusive of Moisture. 



DiscMimoH or Pkat. 


Mature. 


CMbon. 


Hydrog 


Orygtn, Nimg. 


Sulphur, A*. 


Cok<. 


Good air-dried 

Poor air.dried 

Denic, from Galway 


pwttnl. 


59-7 
S9.6 
59-5 


6.0 
4.3 
7-2 


ptrceni.l per cent. 

31.9 

29-8 

24.8 2.3 


petctnt. 


1? 
5.4 


p. cent. 
44-3 


Av"«e" 


- 


596 


5-8 


29.6 


■3 


4-7 


- 


Good air-dried 

Poor ait-dried 

Vtax, frvm Galway 


Secon 
14.2 
29.4 
29-3 


D, Incl 

45-3 
42.1 

4..0 


4.6 
3.1 
5-' 


F Moist t;KE. 
24.1 

»7-5 1' 1-7 


!? 


i.S 

51 


31-3 


Averages 


27.8 


43-1 


4-3 


21.4 


.2 


3-3 


- 
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From the above tables, it appears that sulphur is rarely found in Irish 
peat, and that the following may be taken as the average composition of 
peat: — 

Perfectly Dry. 
per cent 

Carbon 59 

Hydrogen 6 

Oxygen 30 

Nitrpgen i^ 

Sulphur ? 

Ash 4 



100 



Moisture 



Including 35 per cent 
of Moisture. 


Including 30 per cent 
of Moisture. 


percent. 


per cent. 


44 


41.2 


4.5 •• 


4.2 


22.5 .... 


21. 


I 


.8 


? 


? 


3 


2.8 


75 


70.0 


2K .... 


300 


*o •••• 


IOC 


1 00.0 



Ordinary air-dried peat contains from 20 to 30 per cent of its gross 
weight, of moisture. If dried in air in the most effective manner, it con- 
Table Na i6. — Bulk, Weight, and Specific Gravity of Peat. 



PEAT. 

(Dr. Sullivan,) 

Irish peat (comprising an 
average amount of water 
from 20 to 25 per cent) : — 

Lightest upper moss peat ... 

Average light moss peat 

Average brown peat 

Compact black peat 

Mean of five samples 

{Another observation^ 
Average upper brown peat .. 
Moderately compact lower ) 

brown turf \ 

Mean of two classes 

Condensed peat 

(Kane and Sullivan,) 
Excessively light, spongy ) 

surface peat ] 

Light surface peat 

Rather dense peat 

Very dense dark brown peat 
Very dense blackish brown ) 

compact peat ] 

Exceedingly dense jet black 

peat 

Exceedingly dense, dark, 

blackish Drown peat 

(Karmarsch,) 

Turfy peat, Hanover. 

Fibrous peat, do 

Earthy peat, do 

Pitchy peat, do 



CuUc feet per 
ton, stalked. 



cubic feet 



.369.60. 

254.20 

.147.00. 

131.28 

. 99.36. 

200.29 



. • • I oo.O . . . 



155.5 



...141.75.. 

5 1.2 to 40.0 



Weight of one 

cubic foot, 

stalked. 



pounds. 



6.06 
8.81 

15.13 
17.06 

22.54 

II.18 



... 11.92 
14.40 
15.80 



43.75 to 56.8 



Weight of one 

cubic foot, 

solid. 



pounds. 



62.5to8l.I 

13.7 to 21.0 

20.91025.3 
29.71041.7 

40.5 to 44.5 

45.1 to 61.3 

53.2 to 61.8 

... 66.0 ... 



6.9 to 16.2 

15.01041.8 
25.61056.1 

38.7 to 64.2 



Specific 
Gravity. 



Water =x. 



i.o to 1.3 



.2 19 to .337 

.335 to .405 
.476 to .669 
.65010.713 

.724 to .983 
.725 to .991 
... 1.058 



.II to .26 
.24 to .67 
.41 to .90 
.62 to 1.03 
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tains at least 15 per cent of moisture; and even when dried in a stove, it 
seldom holds less than 7 or 8 per cent 

The preceding table, No. 16, gives the bulk, weight, and specific gravity 
of many varieties of peat. 

Heating Power of Irish Peat — For peat of average composition, as 
given above, the heating power of one pound is by rule 4, page 38, 

Perfectly dry 145 (59 + (4.28 x 6)) = 12,2 79 units of heat 

Containing 30 per cent of moisture... 70 per cent of 12,279= 8,595 „ „ 

Deduct for evaporating the moisture, 3/,^ lb., supplied 
at 62°; iii6°x3/,o = 335 „ „ 



Efifective heating power 8,260 „ „ 

The evaporative power of i lb. of fuel, evaporating at 212'', is as follows: — 

Perfectly D.y. ^St^ff,^^: 

When water is supplied at 62°, divisor 1116° 11.00 lbs. 8.25 lbs. 

Do. do. 212°, do. 966° 12.71 „ 9.53 „ 

British peats and foreign peats are very much like Irish peat in compo- 
sition ; the principal variation takes place in the proportion of ash. 

TAN AND STRAW. 

Tan, — Tan, or oak bark, after having been used in the processes of 
tanning, is burned as fuel. The spent tan consists of the fibrous portion of 
the bark. According to M. Peclet, five parts of oak bark produce four 
parts of dry tan ; and the heating power of perfectly dry tan, containing 1 5 
per cent of ash, is 6100 English units; whilst that of tan in an ordinary 
state of dryness, containing 30 per cent of water, is only 4284 English 
units. The weight of water evaporated at 2 1 2° by one pound of tan, equi- 
valent to these heating powers, is as follows : — 

Water supplied at 62"* 5.46 lbs 3.84 lbs. 

» » 212** 6.31 „ 4.44 „ 

Straw. — The composition of straw, in its ordinary air-dried condition, is 
given by Mr. John Head,^ as follows:^ — 

Wheat Straw. Barley Straw. Mean. • 

per cent. per cent. per cent. 

Carbon 35-86 36.27 36 

Hydrogen 5.01 5.07 5 

Oxygen 37-68 38.26 38 

Nitrogen 45 .40 .50 

Ash 5.00 4.50 4.75 

Water 16.00 i5-5o ^5-75 

100.00 100.00 100.00 

The weight of pressed straw is from 6 lbs. to 8 lbs. per cubic foot. One 
truss of straw weighs 36 lbs., and one load of straw weighs 1 1 cwt 64 lbs. 

^ A Few Notes on the Portable Steam Engine^ 1877; page 42. 
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Heat of Combustion of Straw. — For straw of mean composition, the total 
heat generated is, by rule 4, page 38, equal to 145 (36+(4.28xs))=:8323 
units of heat, or the evaporation of 7.46 lbs. of water from and at 212° F. 
Deducting the heat absorbed in evaporating the constituent water, 15^ per 
cent, or .16 lb., equal to (iii6x.i6=) 179 units, the available heat is 
(8323— 179=) 8144 units, equivalent to the evaporation of 7.30 lbs. of 
water from and at 2I2^ 

LIQUID FUELS. 

Petroleum is a hydrocarbon liquid which is found in abundance in 
America and Europe. According to the analysis of M. Sainte-Claire 
Deville, the composition of fifteen petroleums from different sources was 
found to be practically the same. The average specific gravity was .870. 
The extreme and the average elementary compositions were as follows: — 

Carbon 82.0 to 87.1 per cent Average, 84.7 per cent. 

Hydrogen. 11.21014.8 „ „ 13.1 „ 

Oxygen 0.510 5.7 „ „ 2.2 „ 

1 00.0 

The total heating and evaporative powers of one pound of petroleum 
having this average composition are, by rules 4 and 5, page 38, as 
follows: — 

Total heating power = 145 (847 + (4.28 x 13.1)) = 20.411 units. 

Evaporative power: evaporating at 212°, water supplied at 62°= 18.29 ^bs. 
Do. do. do. 2 1 2° = 2 1. 13 „ 

Petroleum Oils are obtained in great variety by distillation from petro- 
leum. They are compounds of carbon and hydrogen, ranging from C^q H^^ 
to €32 H«; or, in weight, 

Mean. 

from I ^^'^^ carbon K^ f 73.77 carbon 72.60 

I 28. 58 hydrogen / I 26. 23 hydrogen 2 7.40 



100.00 100.00 100.00 

The specific gravity ranges from .628 to .792. The boiling point ranges from 
86° to 495** F. The total heating power ranges from 28,087 to 26,975 units 
of heat: equivalent to the evaporation, at 212°, of from 25.17 lbs. to 24.17 
lbs, of water supplied at 62^ or from 29.08 lbs. to 27.92 lbs. of water supplied 
at 2 1 2**. 

Schist Oily like petroleum, consists of carbon, hydrogen, and oxygen ; but 
there is less hydrogen and more oxygen, as may be seen from the following 
analysis by St-Claire Deville: — 

From Vagnas Schist. From Autun Schist. 

Carbon 80.3 79.7 

Hydrogen 11.5 11.8 

Oxygen 8.2 8.5 

1 00.0 1 00.0 
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Pine-wood Oil, analysed by the same chemist, contains 87.1 per cent of 
carbon, 10.4 per cent of hydrogen, and 2.5 per cent of oxygen. 



COAL GAS. 
Mr. Vernon Harcourt made an analysis of coal gas,^ one pound of which 



COAL^AS. 
(Mr. V. Harcouxt) 



Olefiant gas.... 

Marsh gas 

Carbonic oxide. 
Carbonic acid.. 

Hydrogen^ 

Nitrogen 

Oxygen , 



Carbon. 



percent. 
10.5 
39.7 

5-9 

1.9 



58.0 



Hjrdrogen. 



percent. 

1.7 
132 

8.1 



23.0 



Oxygen. 



percent. 



7-9 



S-o 



TotaL 



percent. 
12.2 

52-9 

13-8 

6.9 

8.1 

S.8 
03 



lOO.O 



had a volume of 30 cubic feet at 62** F. The heating power, calculated for 
the three elements, is as follows: — 

Units. 

Carbonic oxide 13.8 per cent x 4,325 -r 100= 597 

Carbon 50.2 „ x 14,500^100= 7,279 

Hydrogen 23.0 „ x 62,000 -moo =14,260 

Total heat of combustion 22,136 

Tki$ Is equivalent to the evaporation of 19.84 lbs. of water from 62** at 
1:15* Fh or to 22.92 lbs. from and at 212°. The heating power of i cubic 
IkOt i* 738 units, equivalent to the evaporation of .66 lb. or .76 lb. of water. 
34r. F. W, Hartley* tested the heating power of gas manufactured by 
tilt S^Hititl Metropolitan Gas Company, London. By means of his gas 
CikmttAlftr he determined the heating power of one cubic foot of gas at 
6ilf FN^uadtr 30 inches of mercury, to be 622.15 units, equivalent to the 
" Cif »56 pound of water from 60° at 212^ or .64 pound from and 



Qi^ *M*«lrolcum and other Mineral Oils, applied to the Manufactxire of Gas," by 

C. tX IbWk ift the yVwm/iWi'x o/thf Institution of CivU Engineers^ vol. xl. page 150. 

ikk 4*^ At^Ikm* ^ftht In tenia tional Electric ami Gas Exhibition at the Crystal Palace, 

^^ W^ here be stated that according to the results of tests of several '* Instan- 

^ made by Mr. D. K. Clark, in the same connection, much more heat 

Mniced from Mr. Hartley's determinations. 

H^HEtl^ to »tate that he was co^n^izant of the usual presumption that the 

%.1hMti^ ^H^wer is greater than what is deduced from such experiments. 

**4|l<klerminlng with case ami certainty when a quantity of two to three 

diloritic value of a combustible gas, within about % per cent of 

tolveil; ond ihc fact that the calorific power indicated for the gas 

onlinary ci>al-gas is prcsumeil to possess, in no degree disturbs 

which 1 have now the honour to submit." — Report, page 23. 





OF FUELS. 



65 



Taking the means for these two gases, the heating power of i cubic 
foot at 62= F., is equivalent to the evaporation of .70 pound of water from 
and at 212** F. 

Summary of the Chemical Composition and Heating Power 
OF Compound Combustibles. — The composition of the most common 
combustibles and fuels is given in the following table, No. 17. In the upper 
part of the table, the combining equivalents are given, in addition to the 
percentages of the equivalents. In the lower part of the table, comprising 
coal and other fuels, percentages only are given, as the elements, taken in 
the gross, do not follow any chemical order of combination by equivalents: — 



Table No. 17. — Chemical Composition of Compound Combustibles. 



Combustible. 



Combining Equivalents. 



Carbon. 



Carbonic oxide . . . . . 
Light carburetted 

hydrogen. 

Olefiant gas. 

Sulphuric ether.... 

AlcohoL 

Turpentine 

Wax. 

Olive oil 

Tallow 



4 

4 

4 
20 



Hy. 
drogen. 



4 

5 

6 

16 



Oxygen. 



I 

2 



Coal, desiccated (adopted average) 
Coke, do. do. 

Lignite, perfect 

Asphalte 

Wood, desiccated 

Do. 25 per cent moisture 

Wood charcoal, desiccated 

Peat, desiccated 

Do. 30 per cent moisture. 

Peat charcoal, desiccated 

Straw, 151^ percent moisture 

Petroleum 

Petroleum oils 



In zoo Parts by Weight. 



Carbon. 



drogen. 



per cent.! per cent. 
42.9 — 



75.0 

85.7 
64.8 
52.2 

88.2 
81.6 
77.2 
79.0 



25.0 

14.3 

135 
13.0 

1 1.8 

13-9 
13-4 
1 1.7 



Oxygen. 

percent 
57.1 



80 

934 
69 

79 

50 

37.5 

79 

59 
41.2 

85 
36 

84.7 
72.6 



5 
5 

I 

4.5 

4.2 

5 

13.1 
27.4 



21.7 
34.8 

4.5 
9-4 
9-3 



Nitro- 
gen. 



per cent. 



Sulphur. 



Ash. 



8 



20 
9 



41 

30.75 
I 

30 
21 

38 
2.2 



1.20 


1.25 


•^■^^ 


1.22 


I 


^— 


/' 


—^ 


I.2S 


— 


.8 


— 


.43 


— 


— 


— 



4- 

5.34 
6 

3 

2 

1.5 
8 

4 
2.8 

15 
4.75 



* These proportions are approximate. 

The heats of combustion of the combustibles and fuels, embraced in 
the forgoing table, as well as of a few varieties of coal, of which the com- 
position has already been stated, are given, with other particulars, in the 
following table, No. 18. The heats of combustion for Nos. i to 14, are 
adapted from the experimental results obtained by MM. Favre and Silber- 
mann, as slightly revised by M. Peclet The remainder of the heats have 
been calculated by means of rule 4, page 38. The weight of oxygen, 
column 2, is calculated in terms of the equivalents and weights of the ele- 
ments. The weight of air, column 3, is 4.35 times the weight of oxygen in 

Vol.1. 5 
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J. ami the volume of air at 63°, column 4, is 13.14 times the weight 
;i!i !. The air may be calculated first, and the oxj-gcn deduced 
*i\- dividing the weight of air by 4.35. The equivalent evaporative 
;,'ium:i3 o and 7, is expressed by the weight of water evaporable 
?\ ,'iK' pound of combustible — first, if supplied at 62° F., by dividing 
".ivur of combustion in column 5, by 1 1 16°, which is the total heat 
M-'iicrii: steam raised from water supplied at 62' ; second, if supjilied 
■' . >v dividing by 966°, the total heat of atmospheric steam raised 
,i' siioL'lied at 3i2". 



: No. iS. — Total Heat Evolved by CoiiBusTiBLEs 

n v.tsr Evaporative Power, with the Weight of Oxvgen 

ViL» VoLfUE OF AlR CHEMICALLY COXSUMED. 





Wci,h.or 

Oij-gen 


?r^ 


of Ait 


Toul Heil of 
Combuuion 


^Kitr 


E„j™,i„ 






Pauiulof 


of .Pound of 




under One 




lU. 


Coubu 


libit 


CombuHLbU:. 


Aimoiphi 






ItH. 


cubit f«t 


u.its. 


poundi at 


pounds o( 




8.0 


J4.8 


457 


62,000 


Si-ft" 


el^o' 


'"■* v'.v'""""! 


«vJ3 


S-8 


76 


4,15= 


4.0 


4.61 


;:", „v.=».«-j 


2.66 


11.6 


153 


14,500 


130 


15.0 


■ "" 


;.t<6 


11.6 


152 


1+040 


12.S8 


1+53 


' ,." * -V 


^^>7 


=_j8 


33 


+325 


3.88 


4-48 


.. ■ •».."->i ; 


■J-^ 


174 


2:9 


=3-513 


21.07 


2+34 


■*.v».»- ; 














^..^...v».»>«»v. 


.»■« 


15.0 


196 


=1-343 


19.1 = 


22.09 


.UF*).k ..»>*» 




1 1.3 


'49 


16,249 


1+S6 


16.82 




!■;-.< 


12.1 


159 


12,9=9 


11.76 


I13-38 


•-»^ -V 


>>j 


14.3 


iSS 


19.534 








lyV 


+35 


.§ 


4,000 




4.17 




fc-'4 


14.1 


18,893 




19.56 




t^'.t 


IJ-- 


173 


18,783 




19.44 


Cl 


'■•iy 


.-•-Sj 


169 


18.063 


16.20 


18.70 




'■*> 


n\r 


!4o 


i+:<» 


13.17 


15.22 


. . >v- -~- 


%ttt 


irtSi 


142 


13-548 


12.14 


14.02 


**. 




S.S5 


116 


.3."oS 


11.74 


13-57 






u.ss 


156 


17,040 


15.27 


17.64 


Jfc^-^-- »^ 


'••■^ 


4.^: 


&» 


10.074 
7.951 


9-S3 


n.36 
S.20 j 




■-7 






13,006 

12.2-9 


11.65 


13.46 




K '*> 






^^^^^^^1 


1 ^' 


*.J4 


Cv) 


S..to 


S.2; 


9-53 


^^^^^H 


1^ 


*>> 


130 


12.525 


11.04 


12.76 


^^^^^^^1 


1 ^ 


4.io 


«' 


J=.i44 


-.20 


8.43 




1 -«■ 


t+,M 


liss 


2.\411 




21.13 


P^^^^l 


I -^ 


».■■*.» 


-.55 


-r.>.?i 


24-f 


2S.;o 



OF FUELS. 

Table No. li.— Continued. 

Supplementary Data. 



WariJch's Fuel;. 

Coal:— Ebbw Vale, 1848 16,214 16-78 

Powell's DufTryn, 1848 15,689 16.24 

Llangennech, 1848--71 14,982 15.;! 

Average (best Welsh) 15,628 16,18 

Haswell WaJlsend (Newcastle) 

Britisli coals, adopted average 



Heating Ponr of a Pound 






16.18 
16.82 
15.22 



The following table, No. 19, is added, containing particulars of the 
wdgbt and the specific heat of the products of combustion, together with 

Table No. 19. — Weight and Specific Heat of the Products or 
Combustion, and the Temperature of Combustion. 
(With only the net supply of air chefirically 



OnePaindDrCoIl: 



\t Producu for One Paond of Cotnbuuible. 



e- 



Hydrogen 

Sulphuric ether 

Ole&ant gas 

Petroleum 

Otive oil 

Tallow 

Wood, desiccated 

Coal (average) 

Carbon 

Coke 

Wax 

Alcohol 

Light carburetted hydrogen 

Coal, with 10 percent more air... 

Sulphur 

Coal, with 50 per cent more air... 

Turpentine 

Coai, with 100 per cent more air 



.256 

■253 
.246 
.236 
.236 



10.814 
3.<^63 
4.089 
3-930 
3.666 
3-540 
=-.136 
2.924 
2-973 
2.778 
3-914 
3.680 
4.933 



4.196 

3-"7 
5-467 



5733 
5305 
52«9 
5«93 
51^8 
5093 
5138 



3575 
3527 



the nominal temperatures of combustion. These have been calculated by 
dividii^ the total heat of combustion of each combustible, by the heat 
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required to raise the temperature of one pound of the burnt gases, i** F. 
They are nominal, because the specific heat of gases increases slightly with 
the temperature, and in so far the temperature, as calculated, must be higher 
than the actual temperatures ; and also because, at high temperatures, the 
products of combustion are " dissociated," or decomposed into their ele- 
ments, although they recombine, if time and opportunity be allowed, at 
lower temperatures. 



Chapter IX. 

OF THE EMISSION OF THE HEAT OF A COAL OR A COKE 
FIRE, BY RADIATION AND CONVECTION. 

In accordance with the theory of exchanges, or reciprocated radiant 
heat, the maximum temperature of combustion of fuel, — the nascent tem- 
perature, as it may be called, or the temperature at the instant of combus- 
tion, — can only be maintained above the fire in furnaces which are so 
constructed as to conserve the radiant heat, and to return, by counter 
radiation, the whole of the heat radiated from the fire. Of such are rever- 
beratory furnaces designed to be, in which the roof and the walls are con- 
structed of the non-conducting material, firebrick or firetile. The nominal 
temperature of the complete combustion of coal of average composition is 
5027" F., as was shown, page 54, on the condition that the whole of the 
atmospheric oxygen admitted is completely utilized for combustion ; whilst, 
of course, the temperature is lower when free or surplus air is present and 
included in the gaseous products. 

But, in the furnaces of steam boilers, the conditions are otherwise ; for 
the heat that is radiated from the fire is but feebly reciprocated from the 
plate surfaces of a boiler, since the plate is maintained at a temperature not 
much higher than that of the water inside. Under such conditions, the 
heat which is radiated from the fuel upon the plate, together with the heat 
which is communicated by convection from the heated gases, are rapidly 
absorbed and carried off. It is, therefore, impossible to maintain in the 
furnace a temperature even near the maximum temperature of combustion. 
The heat radiated from the fuel is, for the most part, taken up by the boiler 
ainl the heat of combustion that remains is alone carried off by 
>u& products. There is scope for speculation on the precise opera- 
oC the funiace in the distribution of the heat that is generated, and on 
oMiie of absorption of the heat by the metallic surface of the boiler, 
bixly of the fuel, — in the overhung interspaces, — the maximum 
ire is probably attained, since the interior surfaces, in a 
combustion, radiate equally between themselves, and thus the 
may be maintained. The solid fuel, at the same time, 
tiK heat, which is radiated from the surfaces of the open 
the upper surface of the fuel, in all directions across 
must be of this nature, for the combustion of the 
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solid portion of the fuel, and the consequent generation of heat, take place 
upon the surfaces of the fuel ; whence, of course, the heat may be, in a 
greater or less proportion, instantly radiated as it is generated ; and where 
the radiated heat is free to pass away, the temperature of the gases may not 
necessarily — even partially — be derived from it. 

M. P^let assumed that the temperature of the radiated heat and that of 
the gaseous products are equal to each other as they leave the upper surface 
of the fuel. In the absence of conclusive evidence, M. P6clet*s assumption 
may be adopted in its application to the case of furnaces surrounded by 
water-covered plate surfaces, for the purpose of forming an estimate of the 
proportions in which the heat that is generated in the furnace is delivered 
by radiation and conduction. Reverting to the formula for radiant heat 
(page 12), it is obvious, from the constitution of the formula, — based, be 
it remembered, on the results of direct experimental observations, — that 
the quantity of heat radiated increases with the temperature at an enor- 
mously accelerated rate. Let, for instance, the temperature of the surface 
of fuel on a grate be 800** R, and the temperature, d, of the inclosure — 
the plate surface of furnace of a steam boiler — be 350° F., which is the 
temperature of steam of 120 lbs. pressure. Then, the excess temperature, /, 
is (8oo*— 350 = °) 450** F; and, by the formula, 

^ 350 450 

R= 144 X 1.00425 (1.00425 - i) 

= 144 X 4.413 X (6.744-1) 

=53650 units of heat radiated per square foot of surface of fire per hour. 

For 800° F. and higher temperatures of the surface of the fire, say, 

temperature of surface of fire 800° 1 000° 1 500° 2000° F., 

with temperature of inclosure 350° 350° 350° 350°, 

the excess temperatures are 450° 650° 1 150" 1650°, 

and the quantities of heat in units radiated per square foot of surface of 
fuel per hour, are, 3650, 9372, 82,798, 693,575. 

Here, whilst the temperatures at the fire surface are increased up to 
^ Ji times, the quantity of heat radiated per square foot of grate is increased 
190 times. 

The proportions in which the heat of combustion in the fire is distri- 
buted by radiation and convection may be found by means of the formula 
(page 12), by a process of trial and error, for any given rate of combustion. 
Take, for instance, a coal fire in a steam boiler burning at the rate of 5 lb. 
per square foot of grate per hour, and yielding 14,700 units of heat per 
pound of coal, by complete combustion, and without any excess of air, the 
total quantity of heat generated would amount to (14,700 x 5 = ) 73,500 units 
per square foot per hour. Assume the surface temperature 1 380° F., and 
the temperature of the heated surface 350°; by the formula, the quantity 
of heat radiated is 49,520 units of heat per square foot of grate per hour. 
Again, the quantity of heat carried off in the gaseous products, assuming 
that the initial temperature is 62° F., is measured by the product of the 
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— r-: — .■;r=' :;ri°.and the quantity of heat car- 

— ■ - jj t sizjr a. -rtnca is 2.924 units per pound of coal. 
» . . . -.-,. _;— .jES Ji aeat: and the sum of the calcu- 

\=* • _.-i;; — :-:_rr = i 63,790 units of heat. This 
_^_ -_£j^ .-saiL •: ^st rurnt gases; and, therefore, a higher 

.... r- -^ss. -T altruiation. It is found, ultimately, 
.:. , . -s .^aKa= a ibout 1400° R, and that the heat 



. 53,960 units, or 74 per cent 
. 19.160 „ 26 „ 

... 73."o I. 100 » 
-.nt'-Wb seat of combustion. That the tem- 
■ .^ r **' 4«x' F- is proved by the fact that for 
,,;£Hau setci»-ould exceed in amount the total 
it '!« 1S3K radiated amounts to nearly three- 
..^M. '< wmbustion, leaving only one-fourth to 
„^ uMsss laii distributed through the heating 

ieat of combustion may be approxi- 
.s' coal in a state of incandescence. 



MAMt AXD Heat of a Coal Fire 

», .* tSCASDESCENCE, 

■ic: 14,700 Dnits of beat per lb. of coaL 



'•tSrfttofCoBbuBiun. 


TpuOHbi 

of 


f^fl^^ •'i'SS^ 


Sun. 


. * 


R+C 


H 


^':^' ^ 


md.^ 


imiu. 


I ,^^e» >9.>6o 


73,110 


73.500 


" -^^^M^ W.S'O 


146,010 


147.000 


;2;» 96,080 


294,480 


294,000 




588,500 


588,000 


hm,'OQ 1 


1,176,000 


.iml"^ 714.050 


1.763.050 


1,764,000 



feftt v^' 'lig'i i^t^ °^ combustion of 
I foot of grate per hour, and with- 
6 at the surface of a clear fire 



^int're>vos almost as fast as the rate 

1 l^^r hour per square foot It 

^ihc rate of consumption of coal. 

■kiiijiiitcd heat practically- keep pace 
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Fig. 3. — ^Temperature of the Fire 
and Radiated Heat. 




mm 

•8 



Surfjttce Temperature. 



ae»r 



together, — advancing, in the table, in geometrical progression, the surface 
temperature of the fire only advances, by uniform additions, in arithmetical 
progression, and therefore much more slowly. The relation is shown by 
the diagram, fig. 3, in which the surface temperatures given in the table 
are laid out on the base line, whilst the relative consumptions of fuel and 
quantities of heat radiated per square 
foot of grate per hour, are substan- 
tially represented by the ordinates, and 
by a curve traced through the ends of 
the ordinates. 

In making the following approxi- 
mate calculation for a rate of combus- 
tion equal to 20 lbs. of coal per square 
foot of grate per hour, when there is 
an excess of air in the gaseous pro- 
ducts, the heat required to raise the 
temperature of the gaseous products 
I* R, for one pound of average coal, 
is, taken from table No. 19, page 6y, 
for 50 per cent excess air, as 4.196 
units; and for 100 per cent excess, 
5^7 units. The calculations have 
been made for two temperatures of 

indosure, or plate surface, — namely, 350°, and 400" F., to show how very 
trifling, — merely nominal, — is the effect of the increase of temperature of 
the plate surface, by 50" R, on the transmission of heat by radiation. 

20 /ifs. of Coal per Square Foot of Grate per Hour — Incandescent 
Temperature of the inclosure, 350® F. 

Supply of Air. Temperature of the Fire. Radiated Heat. 

Net (table No. 20) 1 705® F. 198,400 units. 

50 per cent surplus 1655 160,400 „ 

100 per cent surplus 1600 1 26,900 „ 

Temperature of the inclosure, 400° F. 

'Net i704®F. 198,200 units. 

50 per cent surplus 1654 160,300 „ 

100 per cent surplus 1599 127,000 „ 

It is here observable that the temperature of the surface of the fire is 
reduced by the admission of an excess of air, that the quantity of heat 
radiated is very much reduced, and that consequently the quantity of heat 
necessarily carried from the fire by the gaseous products is much increased. 

The above deductions, — developments of the investigations of MM. 
Dulong and Petit, — throw light upon the principles by which the perfor- 
mance of steam boilers is governed. The mode of co-operation of radiated 
heat and convected heat acting simultaneously on a given plate surface is, 
perhaps, a matter for speculation. Though the two heats may be of the 



Carried Heat 

96,080 units. 

133.700 ,. 
168,200 „ 

96,020 units. 
i33»6oo „ 
168,100 „ 
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same temperature, there seems no reason for doubt that they both penetrate 
to the water on the inner surface, each as if the other were not present : — 
that their action is cumulative, whilst the temperature of the plate remains 
sensibly the same whether one or both heats be present, since the water at 
the other side, under good conditions, abstracts the heat as rapidly as it is 
transmitted to it Cumulative action on a given surface may be set up by 
radiated heat alone, since the heat may be intensified by simple concentra- 
tion ; and it should follow that the action of radiated heat is also additive 
when directed upon a plate surface already exposed to convected heat 
The results of an experiment made by Mr. Isherwopd^ appear to be con- 
firmatory of the doctrine of cumulative action. He laid a loose coil of fine 
copper wire on a firebrick placed in the middle of the furnace of a smithery 
boiler, with internal fire, U.S. Navy Yard, New York, on the top of the 
burning coal which had just been charged. The coil remained there, and 
was withdrawn unaltered when the furnace required a fresh charge. Here 
the copper had been exposed only to the convected heat of the gaseous 
products, the temperature of which must have been less than 2000"* F., since 
the melting point of copper is only 1922* F. by Pouillet, or 1996° F. by 
Dr. Wilson. The experiment was repeated after the second charge, when the 
coil was allowed to overhang the brick, and was about 2 inches above the 
surface of the fire, exposed to the radiant heat After some time the over- 
hanging portion of the coil was melted off, whilst the remainder lay on the 
brick intact, as before. Here is evidence confirmatory of the principle that 
the combined action of radiant heat and convected heat is greater than that 
of the convected heat alone, irrespective of temperatures. 

In the case of furnaces constructed entirely of firebrick surrounding 
the grate, supposing the material to be absolutely non-conducting, the whole 
of the heat radiated from the fuel is returned to it by counter radiation, so 
that the fire is placed in the same condition as if there were not any heat 
radiated. The temperature of the gaseous products leaving the fuel would 
therefore be equal to the maximum temperature of combustion, since they 
would carry off the whole of the heat that would be generated. Thus it is 
that extremely high temperatures may be attained. In practice the condi- 
tions of perfect non-conduction are far from being implemented. There is 
considerable loss of heat by conduction and external radiation. Nevertheless, 
by the interposition of firebrick inclosures, very much higher temperatures are 
attainable than in inclosures consisting of metallic plate surface enveloped 
by water at the other side, like ordinary boiler furnaces. Influenced by 
such considerations, and probably also for the object of effecting complete 
combustion, designers of furnaces occasionally burn the fuel in an oven of 
firebrick preparatory to launching the hot gaseous products upon and 
through the boilers. Such an arrangement, nevertheless, is not to be 
recommended for ordinary fuels, which can be properly burned in ordinary 
furnaces. The more promptly the heat of combustion can be taken up by 
the boiler, the more efficient is the evaporative performance. Now, the 

* Engin€trin>;[ Prccaiettts^ iSqo. vol. ii. pa^ lo. 
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radiation of heat is both direct and instantaneous, and it has been shown, 
by table No. 20, page 70, that more than half of the whole heat of com- 
bustion may thus be taken up by the boiler within the region of the furnace. 
The remainder, — the convected heat carried away by the gaseous products, 
— demands the whole extent of the flue surface for its absorption into the 
boiler, which may be ten or twenty times as much as the plate surface in 
the furnace, through which all the radiated heat may be taken in. 

The enormously greater penetrating force of radiant heat thus contrasted 
with that of convected heat is a question of general interest, and it is 
worthy of an exhaustive investigation. It may be that rays of heat, like 
rays of light, possess a percussive power, — a power of impingement, — and 
as a current of hot gases, in striking upon an obstructive or a deflecting plate 
surface, discharges a portion of its heat into and through the plate; so, 
aniBlogously, it may be that the currents of heat projected in the form of 
rays, at inconceivable velocities, develop their marvellous power of penetra- 
tion by impingement 

The action of radiant heat, though it is comparatively simple, when 
delivered from a fire of coke, or of coal from which the gaseous portions 
have been burned off', is complicated by the flame-producing gases dis- 
chai^ed from coal in the earlier stages of its combustion. That heat is 
radiated from flame, — from the solid particles of carbon in suspension, — is 
easily demonstrated; and that, on the contrary, the presence of obscure 
gases in the furnace diminishes the rate of radiation from the surface of the 
fuel compared with the radiation from a clear fire, is very probable. The 
gain by the former, no doubt, supplies a full measure of compensation for 
the diminution by the latter condition; for it is a subject of common 
experience that a good coal fire is more lively and more stimulating for the 
production of steam than a coke fire. The reason is not far to seek : — the 
surface of the flame, the base of radiation, is carried by the combustible 
gases up to the plate surface, or at least nearer to it, than the surface of the 
fuel; and the action of the radiated heat is thus intensified upon the heated 
surface. The principle of action is that of deferred combustion, already 
noticed, in which the generation of heat is developed over an extended base, 
in comparatively close contact with the heated surface. It is easily com- 
prehended that the nearer the source of heat, — the base of radiation, — is 
brought to the absorbing surfaces, the more the radiant action is localized, 
the more intense must be the local action, and the more promptly must the 
heat of combustion be taken up. 
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Chapter X— TEMPERATURE OF THE FIRE IN THE 
FURNACES OF STEAM BOILERS. 

It is not probable that the temperature at the surface of an incan- 
descent bed of fuel in a boiler-furnace, in regular action, is ever lower than 
1300' F. M. Pt^clet^ gives the results of an experiment for the temperature 
of a coal fire which had mostly been transformed into coke. Twenty-four 
kilogrammes of incandescent coal, from the furnace of a French boiler, 
were plunged into a body of water at 7° C, weighing 120 kilogrammes. 
The temperature of the water was raised to 37° C. The specific heat of 
the coke being equal to .20, and /" C. the temperature of the fuel, the 
following equation obtains: — 

24X.2o(/-37)=iao(37-7); 

whence the temperature at the surface, /=723° C.= i30i°F. The exact 
weight of the fuel was taken after the operation, when it had been sub- 
jected to desiccation for 10 hours, at the temperature 2i2°F. 

In Mr. Isherwood's experiment, already noticed, page 72, there was 
evidence, from the behaviour of a piece of copper wire, laid on a brick on 
the surface of the fire, that the temperature in the neighbourhood was 
about 2000° F. 

Mr. W. A. Martin has made many observations on the temperature at 
the surface of the fire in marine boilers. In those of H.M.S. Boadkea, in 
particular, he found that the temperature was 2000° F. when the fires were 
in ordinary working condition. From these and other like observations, 
Mr. Martin concluded that in general the usual temperature in the furnaces 
of marine boilers did not exceed 2O0O° F. 

Observations of the temperature of the furnace of an egg-end stationary 
boiler, under-fired, burning coal, were recorded by Mr. John Elder in 1861.' 
The grate was large, having 26 square feet of area. Two observations of 
the temperatures were made: — 

lit Otscrvatioii. id Otoervatiga. Meui. 

Over the centre of the fire 3200° F. 3610° F 3405° F. 

Over the bridge 1730 1739 1735 

From the nature of the setting of egg-end boilers, which are necessarily 
placed on a mass of brickwork, by which the furnace is inclosed, the heat 
above the fire, by which the thermometer was affected, was, no doubt, 
contributed to by radiation from the brickwork; and in this way the rela- 
tively high temperature in the furnace is accounted for. The temperature 
over the bridge was only about one-half of the furnace temperature. The 
sudden reduction of temperature which took place was clearly due, for the 
most part, to the absence of radiant heat from brickwork, which was cut off 
at the bridge. 

' TraiUdila Ckalmr, iKi, vol. i. page 350. 

'■■On a Spiral BoUcr," in the Proceeding! 0/ Ihe British AsuKiation fa 
Science, lS6t. 
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From the evidence it appears that, whilst in externally-built furnaces of 
brickwork the temperature over the fire may rise to upwards of 3000° F., 
in inside furnaces, surrounded by water-covered plate surface, the temper- 
ature does not usually exceed 2000° F. 

The evidence, scanty though it be, is remarkably corroborative of the 
deductions made, page 70, from the formula for radiant heat ; which showed 
that the temperature at the surface of the fire did not materially exceed 
2000° F., even for the highest rate of combustion of coal, when surrounded 
by water-covered plate surfaces. 



I 
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Chapter XL— DISTRIBUTION OF THE FURNACE HEAT 
ABSORBED BY STEAM BOILERS. 

Fire-heat, it has been seen, is emitted partly by radiation from the 
surface of the fire, and partly by convection by the products of combustion ; 
and it has been argued that the radiant heat discharged from an ordinary 
fire of a steam boiler, constitutes a large proportion of the whole heat of 
the fire, and that the convected heat is absorbed with proportionally great 
rapidity by the first portions of the heating surface, tlie rate of absorption 
falling rapidly as the current advances. 

That the specific action of the radiant heat emitted from burning fuel 
should result in the specific evaporation of water from the surfaces of plates 
exposed to its action — in addition to the water evaporated by carried 
heat — has been decisively established by the results of experiment. Mr. 
Robert Stephenson' had early perceived the importance of tlie distinction 
between direct heating surface, as it is called, or that which is exposed to 
the radiant heat of the fire, and indirect surface, or that which is heated 
only by the currents of burnt air from the furnace. He constructed a box, 
similar to the fire-box of the " Rocket" locomotive, surrounded by a water- 
space casing, open at the top, having 6 square feet of direct heating surface. 
A separate box, SJ^ feet long and 16 inches wide, was attached to the 
fire-box; traversed by nine 3-inch tubes, placed in communication with the 
fire-box, exposing a surface of 40J^ square feet.* Steam of atmospheric 
pressure was got up in both chambers in the same time, 32 minutes, after 
the fire was lit ; and, at the end of 38 minutes more, the quantities of 
water evaporated were — 

In 33 minulci. Per bour. Per tq. ft. per hour. 

By the fire-box 60 lbs 95 lbs. 16 lbs. 

By the tubes So 126 3.1 

It is shown that the evaporative action per square foot of the tube-surface 
was very much less than that of the firebox -surface, — less than one-fifth. 

' See A Praclieal TVealisc an Railroads, by Nicholas Wood, 1838, page 524. 

* According 10 Mr. Nicholas Wood, Ihe soiface was only Z4)j squaie feet There is an error 
of calculation here, since a 3-inch lube, 5)^ feel long, exposcE ^% square feet of sniface, and nine 
tubes would expose 40^4 square feet, instettd otM)i fset, as he announced. 
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Mr. Benjamin Hick concluded from experiments on the evaporative 
performance of locomotive boilers, of the early types, that as much water 
was evaporated from one square foot of firebox-surface, as from lO square 
feet of the whole tube-surface. Subsequently, in 1842, Mr. Edward Woods 
and Mr. John Dewrance,^ not content with lumping the tube-surface, tested 
the evaporative duty of successive portions of the flue-tubes of a loco- 
motive boiler, fig. 4, in which the 
tubes were $yi feet long, on the 
Liverpool and Manchester Rail- 
way. The tubes were divided 
into six compartments by vertical 
diaphragms. The first compart- 
ment was 6 inches long, and each 
of the others 1 2 inches. It was 
found that the evaporative duty 
of the first compartment was 
about the same per square foot 
as that of tlie fire-box; that of 
" " * ^inrMiinchoJei^i5i^i.y."so]riM ' ^^ sccond Compartment about 

a third of that value; that of 
the remaining compartments very small; and that the first 6 inches did 
more work than the remaining 60 inches of tube. It is not explained in 
what manner the tubes were separated from the fire-box ; nor what pre- 
cautions, if any, were taken to prevent the mixture of the steam that 
was generated from the tube-plate with that which rose from the first 
section of tubes. Nevertheless, the production of as much steam from the 
first 6 inches of tube as from the whole of the remaining length of the 
tubes, aff'orded striking evidence that the greater proportion of the evapor- 
ative work was done in and near to the locality of the furnace. 

To test, by direct observation, the evaporative action of tube-surface, 
apart altogether from fire-box or furnace surface, Mr. C. W. Williams 
■=. constructed two horizontal open 
boilers, fig. 5, 4J^ feet and 5 feet in 
length respectively, each of them tra- 
versed from end to end by one iron 
tube, 3 inches in diameter inside. 
The smokeless products of combus- 
tion from a powerful laboratory gas- 
burner, as shown in the figure, were 
passed through the tube of the first boiler. The second boiler was heated 
by the gaseous products from a clear coke fire. Each boiler was divided by 
vertical partitions into five water-tight compartments ; the first of which, in 
the first boiler, was 6 inches in length, and the remaining four were each 
12 inches long. In the second boiler the compartments were each 12 inches 
in length. With a thermometer in each compartment, and a pyrometer 
' See Mr. Dewrance's letter in Tie Enginar, Mirch 19, 1858, page 224. 
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at the chimney; the temperatures of the water and the escaping gases were 
measured. In the second experiment hot water was supplied to the 
boiler: — 

Experiment /. — 3-inch tube, ^}i feet long, 3.75 square feet of heating surface; 
gas burners; temperature of feed water, 44° F. Duration, 4 hours. 



Temperature of Water in the Compartments at the end of the Experiment 


Temperature 

of the 

Escaping Gases. 


Naz. 
eiacfaet. 


No. a. 
za inches. 


No. 3, 
za inches. 


No. 4. 
za inches. 


No. 5. 
za inches. 




F. 
212° 

6 lbs. 


F. 
198^ 
Water 

2.56 lbs. 


F. 

183° 

Evaporated. 

1.5 lbs. 


F. 
176^ 

1.2 lbs. 


F. 
170° 

lib. 


Total. 

12.26 lbs. 


F. 

480° to 514'' 


Experiment 2, — The same. Temperature of feed water, 176° to 192° F. 

Duration, 4 hours. 


212** F. 
6.125 lbs. 


205° 

2.75 lbs. 


195° 
2.00 lbs. 


185^ 

1.44 lbs. 


176*' 

1.06 lbs. 


13.375 lbs. 


475'' to 495** 


Experiment J, — 3-inch tube, 5 feet long; heating surface, 4.17 square feet; 

coke fire. Duration, 3 hours. 


zs indies. 
2I2*»F. 

7.31 lbs. 


za inches. 
209** 

5.75 lbs. 


za inches. 
209** 

4.56 lbs. 


za inches. 
206° 

4.00 lbs. 


za inches. 
206° 

3.94 lbs. 


25.56 lbs. 


800^ F. 




^^ 



i ^^^^^ g 




■<J -^--^^^^^ 



To localize still more minutely the intense evaporative action of the 
first part of the tube, Mr. C. W. Williams^ experimented with a boiler, 
fig. 6, traversed by one tube, 
3 inches in diameter inside, and 
35^ inches outside, 5 feet long, 
divided into six compartments, 
of which the first was i inch in 
length, the second 10 inches, 
and the remaining four com- 
partments 12 inches each. After 
three hours' exposure to the 
action of a gas-burner, the quan- 
tities of water evaporated by the several sections of the tube were as 

follows: — 

Experiment 4., 

2d. 3d. 4th. 5th. 

10 12 12 12 

2.94 1.87 1.37 1. 12 



Fig. 6. — Experimental Flue-tube. Scale z/ja. 



Compartment ist 

Length i 

Water 2.87 



6th. Whole length. 
12 59 inches. 
1.06 11.23 lbs. 



In the first and second experiments it appears that nearly as much water 

* " On the Construction of Marine Steam Boilers," in the Transactions of the Institute of Naval 
Architects^ 1862, page 122. 
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was evaporated by the first 6 inches, or 7 per cent, of the tube, as by the 
whole of the remaining 4 feet In the third experiment, the gradation of 
evaporative action was much less rapid ; the first 2 feet, or 40 per cent, 
evaporated little more than the remaining 3 feet The difference of con- 
ditions consisted in the sources of heat employed: — a flaming gas-burner 
in the first and second trials, and a flameless coke fire in the third trial ; 
and it is clear that the more intense initial energy of the gas-burner 
originated in the radiated heat of the flame at the entrance to the tube, in 
addition to the convected heat of the burnt air. In the fourth experiment 
the evaporative action must have been peculiarly intense, since as much 
steam was generated from the first inch of tube as from the next ten inches. 
I'hc ([uantities of water evaporated per square foot of external surface 
of tubcH per hour are here subjoined. The tubes are taken as 3/33 inch 
ill thicknesu for the first, second, and third experiments. The successive 
n*ti<.>H v>f the evaporations for the second and following sections, exposed 
ti> ^,\»iWect(M.l heat only, are added for comparison. They clearly show 
that the rates of evaporation, though falling rapidly, do not decrease in a 
jjwttK'trio^l progression ; but less rapidly than would thus be indicated, — 
by iiK'rvaitin^ ratios, as was before deduced, page 17. 




M wVMlrnut between the action of the violent but 

L •})' ibv bunicr-flame. and the comparatively steady 

kmtti the coke-fire — affording direct evidence of 

t heat in locally intensifying the evaporative 

t performance of the coke-heat is due to the 

e tube, from which the coke-gases emerged 

*t»owl at only /ibout 500° F. 

k bnprvMed with the value of face-plate- 

b» « Messrs. Woods and Dewrance's ex- 

h-^«u«U tubular experiments just noticed, 
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where the hot gases impinged on the face-joint, at the entrance of the first 
compartment He constructed an experimenlal boiler,^ fig. 7, open to the 
atmosphere, for the purpose of demonstrating the efficiency of faceplate- 
surface, as he called it — surface exposed to mechanical impact by the 
current of gaseous products from the fuel. The boiler consisted of 
aS fiue-tubes 6 feet in length, 2% inches in diameter inside, and 2% inches 
outside. The fur- ,^-x 

nace was made in ^^iW 

fire-brick, and built 
up to the face-plate, 
or tube-plate, of the 
boiler. The grate 
was 30 indies long 
by iS inches wide, 
having an area of 
31^ square feet, and pro- 
vision was made for the 
admission of air for com- 
bustion at the front and at 
the back of the bridge. 
During a trial of 3 hours, 
430 lbs. of coal were con- 
sumed, and 1970 lbs. of 
water was evaporated at 
atmospheric pressure. The 
violence of the ebullition 
at the face-plate isdepicted 
in fig. 7. The tempera- 
ture of the gaseous pro- 
ducts in the chimney, in- 
dicated by Gauntlet's 
pyrometer, amounted to 
*lo6o° F. 

In the next experi- 
ment, a small supplemen- 
tary boiler was added, as in fig 8 It was like the first bo ler except that 
it was only 2 feet long; and it was placed 8 mches distant from the first 
The evaporative action of the second face-plate — that of the second boiler 
— is indicated in the figure. The coal consumed, in three hours, was 
364 lbs., and the water evaporated was 2080 lbs.: — 




ngi. 7-9.— C W Wniuma Expcnmcnul Hodals for Fmcs^M 



2-feet 



I The temperature in the chimney was 760° F, 

^ OntAt Stiam-GenlratiHg I^noer of Marine and LocoMotive Boilers, 1S64; page l^ 
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For the next trial a third face-plate was added. The 6-feet boiler 
was divided into two segments, each 3 feet long, as in fig. 9, placed at 
12 inches apart — presenting two face-plates to the current, making three 
face-plates with that of the small boiler. The ebullition at the successive 
face-plates is there indicated. Whilst the coal consumed was 392 lbs. in 
three hours, 2440 lbs. of water was evaporated : — 

From the two-faceplate boiler 2200 lbs. 

„ 2-feet boiler 240 „ 



2440 „ 

The temperature in the chimney was 635"* F. 

In the fourth trial the order of the two boilers, fig. 9, was reversed — 
the smaller boiler first, the two-faceplate boiler second. Burning 392 lbs. 
of coal in three hours, they evaporated 2320 lbs. of water: — 

From the 2-feet boiler 1250 lbs. 

„ two-faceplate boiler 1070 „ 

2320 „ 

The principal results of these experiments are tabulated as follows: — 

Area of Grate, 3.75 Square Feet. 



Description of Boiler. 


Coal per Hour. 


Water per Hour. 


Water 
per lb. 

of 
Coal. 


T^einper* 
ature 
in the 

ChimDey. 


Total 


Per 
Square 

Foot 
of Grate. 


Total 


Per 

Square 

Foot 

of Grate. 


I. 6-feet boiler 


lbs. 
140 

121 

131 
131 


lbs. 

37-3 

32.3 

34-9 
34-9 


lbs. 
657 

til } "3 


lbs. 
175 

217 
206 


lbs. 
4,69 

5.71 
6.22 

5-92 


Fahr. 
1060° 

760" 
635' 


( 6-feet boiler ) 


*• t 2-feet boiler / 

j Double face-plate boiler ) 

^' \ 2-feet boiler J 

\ 2-feet boiler ) 

^' \ Double face-plate boiler J 



These experimental results afford another proof of the rapidity with 
which the effectiveness of heatincf surface diminishes as it recedes from 
tlie furnace. The 2-feet boiler, placed second, evaporated only 80 lbs. and 
S6 lbs. per hour; when placed first, it evaporated 417 lbs. per hour. The 
efficiency of the faceplate-surface is also manifested. The additional face- 
plate in the third trial augmented the evaporation in the first boiler by one- 
fiflh, whilst one-clcvcnth more water was evaporated per pound of coal — 
an augmentation much i^eatcr proportionally than the small increase of 
surface afforded b\' the additional {iice-platc. Mr. C. W. Williams was, no 
doubt, right in his estimation of the hii:^h efficiency of faceplate-surface 
opposed at right angles to the dircx^tion of the current At the same time, 
he unduly depreciated the elViciciK\* of tube-surface. 
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In order to augment the efficiency of the ordinary heating-surface of a 
steam boiler, Mr. C. W. Williams devised — and patented, November 17, 
1840 — ^the application of "conductor-pins" to the heated surfaces.^ The 
pins were fixed at right angles to the surface of the plate, and so were 
exposed to the direct impingement of the gaseous products upon them. 
The heat communicated to them was conducted to the interior of the 
boiler. The gain of efficiency was clearly proved by experiment Two 
semi-annular tin vessels were united to form a cylinder. One of them was 
fitted with conductors of }i inch copper-wire; the other was plain. They 
formed a vertical flue, which was traversed by the burnt gases from the 
flame of a gas-burner. The vessels were filled with, and held equal 
quantities of, cold water at 61** R, the temperatures of which were measured 
at intervals. In the conductor- vessel, the temperature was raised to 212° F. 
in 13 minutes, whilst in the plain vessel the time required was 29 minutes, 
or more than twice the time required for the conductor-vessel. 

That the disposition of the conductors influenced the evaporative action 
is still more strongly put in evidence by another experiment made by Mr. 
Williams. Three tin boilers of equal dimensions, each containing a flue- 
tube, were placed in connection with a large laboratory gas-burner. Twenty- 
two pounds of cold water, at 58° R, was measured into each vessel, and 
the burnt gases from the burner were passed through the vessels in suc- 
cession. Thirty cubic feet of gas was consumed for each vessel, in 2 hours 
40 minutes: — 

No. I. — Plain, evaporated 4.25 lbs. water. 

No. 2. — With conductors on the inside only 7.90 „ 

No. 3. — With conductors inside and outside 8.3 1 „ 

No. 3, it is seen, evaporated about double the quantity of water in the 
same time that was evaporated by No. i. When the consumption of gas 
was advancing from 5 cubic feet to 30 cubic feet, the temperature of the 
water and that of the escaping gases advanced as follows: — 

No. X. No. 2. No. 3. 

Water 120° to 166** F 143** to 188° F 152° to 188° F. 

Escaping gases 382° to 406° 257° to 320° 248° to 284° 

It may be noted that the excess of temperature of the gases above the 
corresponding temperatures of the water are nearly uniform for each ex- 
periment Thus : — 

Excess temperature 242'' to 240' 114° to 132° 96° to 96°. 

Subsequently to the experiments of Mr. Woods and Mr. Dewrance 
already noticed, but prior to the later experiments of Mr. C. W. Williams, 
Mr. John Graham* initiated and completed a long series of experiments on 

^ On the CombuiHon of Coals, by C. W. Williams, 1854; page 216; also, Fuel, its Combustion 
and Economy f 1879; page 154. 

• "On the CoDSumption of Coal in Furnaces, and the Rate of Evaporation from Kngine-boilers," 

in the Memoirs of the Literary and Philosophical Society of Mafuhester, vol. xv. i860; page 8. The 

oommiiniGatioii was read February 8, 1858. 

Vol I. 6 
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the evaporative functions of steam boilers, from which much additional 
knowledge was acquired by engineers. He was, it is believed, the first 
experimentalist who reduced the action of radiant heat to a practical test. 
First Experiments, — He placed four open tin pans, 12 inches square, 

in a row, set in brickwork, as in fig. la 
From a grate, 12 inches square, placed 
directly under the first pan, and 9 inches 
below it, a flash -flue 3 inches deep con- 
ducted the burnt air under the other pans 
towards a chimney. The first pan showed 
**the direct heating effect of fire;" the 
second, the effect of an "equal surface of 

'"•■'^mX^r's^r'I/r''" blaze;" the third and fourth, the effect of 

heated air only. With a " moderately strong 
draft," the quantities of water evaporated per hour were proportionally: — 

Percentage of Evaporative 
Duty. 

67.6% 

18.2 

8.8 




ist pan as 100 

2d „ 27 

3d „ 13 

4th „ 8 



5.4 



lOO.O 



Here, two-thirds of the whole evaporation was effected from the first 
pan, by the joint action of radiant heat and carried heat, and only a 
twentieth from the last pan. The ratios of the 3d to the 2d, and the 4th to 
the 3d evaporations are successively .44 and .61. 

Second Experiments, — Mr. Graham employed three cylinders of 5^ -inch 
plate, 3 feet in diameter and 3 feet long, open to the atmosphere, placed in 
a row, end to end, and set in brickwork, figs. 1 1 ; equivalent to a boiler 9 feet 

in length. A grate. 
3 feet long and 2 feet 
wide, was placed 9)^ 
inches below the first 





Figs. 11. — Experimental Small lk»ilcr in Compartments. Scale i 77. 



cylinder, with a flash- 
flue under the second 
and third cylinders, con- 
centric with them, of 4 
inches radial width, and 
carried up on each side to the level of the centre of the cylinders. The 
fire-bars were )i inch thick, with ,*j-inch air spaces. The area of grate 
was 6 square feet. The heatini:^ surface of tlie 1st, 2d, and 3d cylinders 
were 10.53, Hi3> 14-13 f^'^ respectively, making a total heating surface of 
38.79 square feet 

The results of eleven experiments arc recorded, for the last five of which 
the following particulars are here given. The 2d and 3d columns are added 
by the author. 
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No. of 
Expcriinciit. 


Gals (Wonley) 
con turned per 

hbur per 
square foot of 

Grate per hour. 


Water 

from 60' F. 

Evaporated per 

square foot of 

Gnte per hour. 


Water 

per lb. of 

Coal. 


Comparative Quantities of Water 
Evaporated. 


I St Boiler. 


2d Boiler. 


3d Boiler. 


8 

9 

10 

II 
12 


lbs. 
8.38 
15-5 

14.9 
10.5 


lbs. 
32.1 
71.8 
46.2 
69.1 
48.2 


lbs. 

3.83 
4.63 
4.02 

4.64 
4.59 


M M M M M 
00000 
00000 


28.6 

37.0 
36.0 

50-7 
44.4 


9-7 
16.0 

13-0 
24.0 

22.9 


Averages, 


12.2 


52.0 


4-34 


100 


39-3 


17.1 


I 


2 


3 


4 


5 


6 


7 



Notes to Table. — No. 8: Fire, 3 inches thick; draught slow; bars uncovered at some 
parts occasionally. Feed water, 6^ F. 

No. 9: Fire^ 4 inches thick; draught strong. Feed water, 60' F. 

No. zo: Fire, 3 inches thick; draught slow. Feed water, 60' F. 

No. IX : Fire, 5 inches thick; draught good. Coals fed upon inner end of grate, through a 
hole in side of brickwork; red-hot coals pushed towards the front with a rake. 

No. la : Same as No. x x ; but with slower draught and thinner fire. 

Here, again, there is a remarkable concentration of the work of evapor- 
ation on the first boiler exposed to the action of the radiant heat of the 
fire. The proportion for the first boiler is, as in the previous experiment, 
about two-thirds of the whole performance; at the same time that the 

heated surface of the first is less than that of the second and third boilers. 

100 



10.53 



The relative evaporations per square foot of the surfaces, are as 

-^^2i, -i7J_; or as 8, 2 W, i. 
14.13 14.13 

Third Experiments. — To prove the capacity of the burnt gases, after they 
had passed from the boiler, to heat an additional boiler, or, more properly, 
a feed-water heater. The boiler, figs. 12, was about 2J^ feet in diameter, 
and 10 feet long. The supplementary heater was of the same diameter, 
and 4j4 feet long, 
placed vertically in 
the flues. The 
draught passed di- 
rect from under the 
first boiler, and im- 
pii^ed on the side 
of and passed round 
the second boiler, 
to the chimney. Where the draught impinged, this boiler remained free 
from soot The water was heated from 60° F. to from 170° to 180° in the 
second boiler, and was evaporated at 212**, showing a gain of about one- 
ninth or 1 1 per cent^ The evaporation was 7 J4 lbs. per pound of coal. 

Mr. Graham mentions a carefully conducted series of trials of feed- 

* Mr. Graham estimated the gain at 15 per cent. 





Figs. 12. — Small Experimental Boiler. Scale 1/90. 
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y uniform. Each section was fitted with a steam-chest, a pressure- 
and a safety-valve. The conditions of the trials were varied by 
ing and closing half the number of the tubes. The heating surfaces 
as follows : — 

Tubes all Open. Half-tubes Closed. 

Heating Surface. Square feet Square feet 

ist Section (fife-box, 66.28; tubes, 16.15) 76.43 65.9 

2d „ 179 89.5 

S^ II 179 895 

4th „ 179 89.5 

5th „ 179 •• 895 



Total surface, 792.43 423.9 

The total heating surface is equal to 88 times the area of the fire-grate. 





Fig. 13. — Expenmental Boiler, Northern Railway of France. Scale z/75. 

The results of the evaporative performance of this sectional boiler in a 
series of 1 5 trials, of which seven were made with coke as fuel, and eight 
with briquettes, are given by M. Paul Havrez:^ — 

The quantities of water evaporated per hour with coke were, for the — 



ist Tube 
Section. 



2d Tube 
Section. 



dTube 
ection. 



4th Tube 
Section. 



fire-box Section. 

24.5 8.72 4.42 2.52 1.68 lbs. per square foot; 



and with briquettes — 

36.9 11-44 572 



3-52 2.31 lbs. 



» 



Another course of trials was made with the sectional boiler, in three 
series. In the first and second series, coke and briquettes were the fuels 
respectively consumed ; and, in the third series, half the tubes were closed, 
briquettes being the fuel used. For each series of five trials, draughts of 
five graduated strengths were maintained of from 20 to 100 millimetres of 
water, or .79 inch to 3.94 inches, measured in the smoke-box. In regular 
work, it was explained, the vacuum varied from 20 to 80 millimetres, or 
from about }^ inch to 3^ inches. It is assumed, for the present purpose, 
that the water was supplied at 62° R, and evaporated at an effective pressure 

^Annaia du GhtU Civile 1S74; page 521 ; see also Proceedings of the Institution of Civil EngtH' 
«fl% 1875; ToL xxxix. page 398. 



86 



PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 



> a 

B o 

o ^ 

< E 

2 < 
s I 

O 

bi 

> 

o 

> 

en 



CK 

Ph 



o 
E- 



Waterpcr 
lb. of Fuel 


From 
and at 
212' F. 


Ja • • • • • 

— OnOO On OnCO 





ON M M M 

M M t^ 
• • • • • 

OnCO OncO On 


to 

ON 
00' 


m 

c 
«> 

M 



1 
«> 

•m* 

b 

to 

•d 
«> 

09 



•-* 

4^ 
1 
u 

u 

J3 

4^ 

t» 

X 

1 

• 

1-^ 


NO *^ toco NO 
W "^ CONO 

• • • • • 

00 On ON On 


-* 
to 

ON 


M 


H 


. ON ONOO M 
td 10 M On t^ to 

M • • • • • 


NO 

• 


NO CO CO M NO 

tooo tOOO M 

• • • • • 

t^NO t^NO 00 


to 

• 


to -^ -^oo M 

^ ON ONOO w 

• • • • • 

00 NO t^ t^CO 


to 

00 

• 


00 


Quantity of Water Evaporated per Hour, say, from 63* F., into Steam of, say, 

80 lbs. per Square Inch. 


• 

1 


4 


00 to M M 

« M ON fo r* fo 

Jj • • • • • 

** ■^ 10 t^ r* r* 


CO 

NO 


CO "^ W M 

ON -^oo 00 q 

tONO CO CO d 


to 

• 


tONO 000 
r>. ON w t^ w 

• • • • • 

r^ On to '^nO 

M M M 


ro 

• 

M 


1^ 

M 


1 


W 00 vO tOvO 
«« t-i M 00 

£ CO t^oo M r* 

fO "^ »ONO to 


to 

M 

to 


N t^ "^ 

M ON ONOO 

vO ^ On On On 
to vonO no t^ 


NO 

fO 

M 
NO 


00 ON M VO 
r>. -^ M toco 
M M NO M CO 
to "^ tONO NO 


to 
to 

to 


NO 

M 


a 


• 


, W ONOO N t^ 

JS r* w 00 N "^ 

V4 • • • • • 
M M M M 


NO 

• 


fOOO 00 NO M 

00 "^ fo tooo 

• • • • • 

M M M M 


ON 
M 


M ON -^ tOVO 

to N r^ t^ 

• ■ • • • 

M w ro «0 "^ 


ON 
ON 

• 


to 

M 


i 


. 00 M t^NO "^ 

JS W rO fO ONOO 
— M W to «*> "^ 


to 

M 


r>. -^ to N W 

•^NO W N 
M N ■^ ■^ to 


to 

ro 


t^ t^ ^ to 

•H CO ON to N 
M M W to ^ 




M 






CO W NO M -^ 

ui N M ON N -^ 

^3 • • • • • 

-* M w w to fO 


ON 

to 

• 


to to 11 ■^ CI 
to "1 NO w to 

• • • • • 

•H w to to "^ 


fO 

ON 

• 

€4 


ON t^ 00 "^ 
to ON M to 

• • • • • 

W to "^ tONO 


00 

CO 

• 


to 


1 


, CO CO W "^ 

JS w 00 w r* M 

-* W to to lOvO 


NO 


r* to ON "^ 
•^00 ^ r* t^ 
N tONO to t^ 


to 
to 


M 00 ON to 

ON 0,"^ t^oo 
M ro "^ "^ to 






€4 


8^ 

cn 9 




. ONOO M vO 00 

X • • • • • 

£ N to to u-> 10 


to 

• 


to M 10 M CO 

• • • ■ • 

W "^ -^ tONO 


ON 
4 


W M tONO 

•^vd CO ON d 


• 


M 

M 


• 

1 


M M t^ 

^ to <^ to ON to 

£ "^NO ON ON 

M 


M 

CO 


to to to CO 

•^ to N N N 
•^ r* ON N 


M 
00 


NO M tooo 
to to N -^ -^ 
to to t^OO ON 


00 
NO 





1^ 
II 


n 


. VO ON t^vO 

V • • • • • 

£ to t^ 

M M M 


ON 

00' 


"^NO 00 

• • • • • 

to r^ M On '^ 

M M 


to 

On 


00 M M 

• • • • • 
ON W NO CO M 

M M M M 


to 

M 


a 


1 


NO 00 ON M ri 

}j ON 00 N ON 

S ON <^t <^ ONOO 
M M M M 




NO 

M 


•^00 ONOO ON 

NO NO NO r^ On 

On ro On «>• ^ 

M M M M 


to 

M 

M 


tooo 00 -^ ^ 
fo "^ N r* 

00 M "^J-VO 00 

M M M M 


CO 

M 


00 


'St: 




to "H vO 

lA • • • * • 

JO NO ON ON ro 
"* M M M M M 


NO 

to 


to r* e* On On 

to d 00* N* 00" 
N ro ro ^ fO 


ON 

• 

to 


to M NO NO t^ 

• • • • • 

NO ON ro ^ 
N ro to -^ ^ 


ON 
NO 

to 


t^ 


• 

"3 
(2 


CO N ON 
M to •-• N N •-• 

£ to N ri 00 
11 N e* ri M 


N 

NO 
ON 


NO NO ro f-i M 
»0 ro ONCO 

CO ro On N ON 
M w N ro N 


to 

NO 
M 


11 t^ ONOO 

M 10 •-• t^ to 

00 t^ ON 

M M M M to 


to 

M 

to 


NO 


Fuel Consumed 
per hour. 




to r^oo N r^ 

-J • ■ • • • 

^ 00 W 00 U-) 
— -^ r^oo 00 00 


to 

r^ 

00 

vd 

NO 


OnnO no ONOO 

ci M* ci rood 
tooo M 

M M M 


■ 


ON 


M OnnO C* to 

to t^od 00 TJ- 
•^nO «^00 On 


• 


tr 


"3 



H 


to t>. to t^vO 

• • • ■ • 

«5 VO ^ r^ ro ►-• 
£ ro to CI C^ t>» 
"^0 r^ t^ t>. 


M t^ CO 

vd ro to tooo 

"^ r^ Cn Cn 

1 


M 

vd 

M 

00 


t>. t^NO 00 

00' d r^ food 

00 «-• On "^ 
fOvO t^ t^OO 


00 
Cn 

NO 
NO 


'^ 


' 




2 C^ r^v 
^ t^ 10 

c ^ 
gS 

S 


to -^ 

ro --J Cn 
ri ro ro 




Cn t^vO to ^ 
l^ 10 ro •-• Cn 

• • • • • 

•-• M ro ro 




Cn t^vO to ^ 
t^ to ro I Cn 

• • • • • 

•1 M to ro 




rr 


000 

00 




00000 
M "^vO 00 

1-4 




00000 
M -^nO 00 

1-4 




N 




c 


■> ' 

) 
) 


2 

> 
< 


^ , ' 

• 
• 
• 

cn 

1 

u 

;=> 
c 

oi 


tA 

> 

< 


> , ' 

• 
• 
• 

tn 

U 

H 

u 
a 

oi 

PQ 


> 
< 


•^ 



DISTRIBUTION OF THE FURNACE HEAT. 



87 



of So lbs. per square inch. Particulars of the evaporative performance in 
the successive compartments of this boiler are given in table No. 21, 
adapted from a table given by M. Couche. Two columns, 18 and 19, have 
been added by the author to show the proportion of the water actually 
evaporated per pound of fuel, and also the equivalent proportion of water 
evaporated from and at 212° F. 

It is not stated by M. Couche whether or not the several sections of the 
boiler were covered by non-conducting material during the trials. The 
ebullition was frequently turbulent, especially in the first tubular compart- 
ment, from which water primed with the steam through the safety-valve. 

The proportional evaporative performances of the sections of the boiler, 
under the several draughts, are expressed in the annexed table, No. 22 ; for 
each experiment, in parts of the total quantity of water evaporated : — 

Table No. 22. — Relative Evaporative Performance of a Locomotive 
Boiler on the Northern Railway of France. 

(Calculated from Table No. 21.) 
I. — All the Flue -tubes Open. 



FUBL. 



Coke 



Averages. 



Briquettes 



Averages. 



Force 

of 

Draught. 


Fuel 
Consumed 
per square 

foot of 

Grate per 

hour. 


milli- 
metres. 


lbs. 


20 


48.5 


40 
60 


72.7 
80.8 


80 


88.2 


100 


85-7 




75-2 


20 
40 
60 


52.9 
82.6 

102.6 


80 
100 


II3-9 
108.8 




90.7 



Relative Total Quantities of Water Evaporated. 



zst 
Section. 


2d 

Section. 


per cent. 


per cent. 


46.2 


30.1 


42.9 

38.3 
36.5 


29.9 
30.8 

31-3 


311 


32-5 
309 


39.0 



Section. 



per cent. 
13.0 
14.2 
16.0 
16.3 

18.5 



50-1 
46.1 

41.9 

47.1 

37-3 



44.6 



26.7 
26.7 
28.2 

25-4 
31-3 



15-6 



12.4 
14.4 

14.5 
13-1 
15-4 



27.6 ; 13.9 



Section. 



percent. 
6.9 
8.1 

91 
9.4 



8.8 



6.7 
7.6 

9.2 

8.3 

9-7 



8.4 



Slh 
Section. 



per cent. 

3.8 
4.9 

5.8 

6.5 

7.4 



Total 



per cent. 
100 
100 
100 
100 
100 



5.7 



4.1 

6.1 
6.1 
6.3 

5-5 



100 



100 
100 
100 
100 

TOO 



100 



II.— Half the Flue-tubes Closed. 



Briquettes 



Averages 



20 
40 
60 
80 
100 



43- 1 


55-0 


24-5 


10.8 


5.8 


3.5 


67.9 


48.5 


26.8 


130 


7.2 


4-4 


78.6 


48.3 


25.8 


12.8 


8.0 


51 


88.2 


47.6 


259 


13-5 


7.0 


5-3 


94.3 


; 42.2 


27.2 


13.7 


8.4 


6.5 


74.4 


; 48.8 


25-9 


12.8 


7.3 


5-0 



100 
100 
100 
100 
100 



100 



From these tables it appears that from two-fifths to one-half of the 
whole quantity of water consumed was evaporated from the surface of the 
fire-box — exposed to the radiant heat from the fire — although this surface 
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was less than one-tenth of the whole heating surface. Per square foot of 
the respective surfaces, the evaporation from the fire-box amounted to from 
two to three times that of the first section of tube-surface. 

Plotting, for illustration, in fig. 14, the averaged results of the perform- 
ance of coke, in table No. 21, set off on the base-line from the point a, to a 
scale, successive lengths to the points b, c, d, e,/, representing 
tlie respective areas of the firebox-surface and the tube- 
surfaces ; and draw vertical ordinates proportional to the quan- 
tities of water evaporated per square foot of surface per hour 
from the successive sections. Through their upper 
ends, g, h, i,J, k, draw parallels to the base, and 
through these parallels trace 
the curve ^CDEF. This curve, 
in connection with the hori- 
zontal line^A, shows propor- 
tionally and consecutively the 
rates of evaporation per square 
foot of heating surface of the 
fire-box and the tubes, and the graduated performances of the fire-box and 
the successive sections of the tubes, as measured by the vertical ordinates 
of the curve above the base-line af. The ratios of the successive evapora- 
tions for the four tube-sections are: — 

showing an increasing ratio, as before explained (page 17). If the ratio 
had been uniformly .50 — that is to say, if each tube-section had evaporated 
just half of what was done by the preceding section — the curve would have 
passed below the points E and F. 

The ratios of averaged results of evaporation for the four tube-sections 
in the second and third series in the table No. 21, are likewise increasing, 
as follows : — 

(Briquettes) 50 60 65. 

( „ "4 of tubes closed).,. .50 57 69. 

Reverting to the first series, for coke, let the tube-sections of the base- 
line of the diagram, fig. 14, be divided into 9 parts and a fraction, equal in 
area to the fire-box section, by the vertical dotted lines. The areas of the 
diagram so partitioned off represent the respective quantities of water 
evaporated by successive sections of tube-surface equal in area to the 
surface of the fire-box, namely, 76.43 square feet, as follows: — For the 



(Coke) 



= .s6;^ = .6s. 



I 1st, 2d, 3d, 4th, 5tli, 6tli, 7th, 8th, <|th, 
The averagequantities of water evaporated per square foot are success! vely— 

2$%, 11%, jH, sH' 4j^. 3K. ^~A, ^'4, iji, if^elbs., 
the values of which, as percentages of the total quantity, are — 

38.1, 17.2, n-2. 8-6, 6.7, 5.3, 4-3, 3-4. 2-8, 14 percent 
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To compare graphically, the evaporative performances with briquettes: 
in one case, 2d series, using all the flue-tubes ; in the other case, 3d series, 
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using only one-half of the number of flue-tubes. Let the sections of the 
base-line a/, fig. 15, and the rectangles at g; /i, i,j, k represent, as before, 
the successive areas of heating surfaces and the 
averaged quantities of water evaporated, for the 
2d series; and let the like diagram, fig. 16, 
represent the surfaces and evaporations for the 
3d series. The rectangle ag plus the curvilineal 
xKAgkfb, represents in each diagram the evapo- 
rative performance for the respective series; and 
it is obvious that the activity of the half surface 
of tubes was much greater than that of the 
whole tube-surface. 

To exemplify, graphically, the variation of eva- 
porative performance according to the rate of 
combustion, the results of the third series of trials 
have been plotted in fig. 17. The conspicuous 
areas of work done by the fire-box are represented 
by the rectangles on the base ab\ the intersections 
of the several curves with the last ordinate fk 

indicate by their elevation above the base-line the 

respective activities of evaporation at the ends of ° * ^ ^ < j^ 
the flue - tubes, and the respective exccss-tempcra- ^'''^;,^V"n'S.°"" 
tures of the escaping products of combustion. 

There is, meantime, but one more remark to make: that, according to 
table No. 22, page 87, the percentage of evaporative duty of the fire-box is 
much greater for low rates of combustion than for high rates — evidence of 
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the comparative want of facility for the escape of steam and access of 
water to the heated plates at the higher rates. 



Chap. XII.— SYSTEMATIC TRIALS OF COALS AS FUEL. 
EXPERIMENTS MADE WITH THE OBJECT OF TESTING AMERICAN COALS. 
Professor J oknsotis Trials. 184.3. 
The coals experimented upon by Professor W. R. Johnson, of which 
the composition has already been given, page 50, were tried for their 
evaporative power, in a cylindrical boiler, figs, 18, with flat ends, 30 feet long 
and J,% feet in diameter; it had two internal flues, 10 inches in diameter, 
reaching from end to end. The fire-grate was placed under the boiler at 
one end, and was $ feet long and 3 feet 3 inches wide ; but its dimensions 
were reduced occasionally: — by the insertion of a perforated air-plate at the 
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bridge it was shortened 8 inches, and by the application of a coking-plate, 
or dead-plate, 1 1 J^ inches wide, at the door, it was further reduced. The 
grate had a fall of i inch in the length, being 9 inches below the boiler at 
the front and 10 inches at the back. The fire-bars were ^ inch thick, and 
had J^-inch air-spaces. 

The air supplied for combustion was heated prior to passing through 
the grate. It entered a chamber beneath the ash-pit, 7 feet long by 
3j^ feet wide, through openings in the sides of which it passed into two 
longitudinal side passages, one on each side of the boiler, between two side 
walls; each side passage was (> feet high, 9 inches wide, and 30 feet long. 
Through these it was conducted to the other end of the boiler, whence it 
returned by a passage 3;^ feet wide, 12 inches deep, and 25 feet long, 
beneath the lower flue to the front, and passed into the ash-pit and 
through the grate. From the furnace the products of combustion passed 
in a flue ■>,\{ feet wide, under the holler, direct to the other end, and 
returned through the flue-tubes to the front, whence it made the circuit of 
the boiler by a "wheel-draft," through the side-Hues, about I2 inches 
square, and then escaped into the chimney, Hy means of suitable dampers, 
the products of combustion could be discharged direct from the inside flue- 
tubes into the chimney, thus omitting the outer circuit by the side-flues. 
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The chimney was of brick, i8 inches square inside, and 41 feet high 
from the floor of the boiler seating, or 39 feet from the level of the fire- 
grate. The height of the chimney was increased by the addition of a sheet- 
iron tube 22.9 inches in diameter, and 22 feet ^ inch high, making the 
total height equal to 63.06 feet, or 60 feet above the fire-grate. 

The quantities were as follows : — 

A„- Ratio of Fire-grate to 

^^^ Heating Surface. 

Fire-grate — Full dimensions 16.25 sq. ft 11023.2 

With air-plate i4-o7 » i to 26.8 

With air-plate and dead-plate ... 11.375 „ i to 33.2 

Heating surface — Lower exterior surface ....130 

Two flue-tubes 157 

At sides 90.5 „ 






Total surface 377-5 n 

Length of circuits — Of air passage to grate 60.5 feet. 

Of flue, making first circuit of boiler 58.5 „ 

Of flue, making double circuit of boiler 121 „ 

Total distance from the grate to the top of ) , « 

the brickwork of the chimney / " 

Do. do. to top of iron chimney 190 „ 

Height of chimney above the fire-grate — Brickwork 39 „ 

To top of iron extension 60 „ 
Capacity of water room in boilers to normal level 205 cub. ft 

The water was evaporated into steam of from 6 lbs. to 7 lbs. pressure 
per square inch above that of the atmosphere. 

Each sample of coal was submitted to from one to six trials, on as 
many successive days. In its ordinary working condition the grate had an 
area for combustion of 14.07 square feet; but the area was occasionally 
varied. Each fuel was tried with the air-plate successively open and closed. 
The first portion of the trials was conducted with the chimney 39 feet high, 
after which the height was raised to 60 feet for the remainder of the trials. 
The coal was delivered in charges of from 100 lbs. to 1 10 lbs. at a time. 

The condensed results of performance are given in table No. 23, p. 92; 
showing in the ultimate averages that, in burning 7 lbs. of coal per 
square foot of grate per hour, g}^ lbs. of water was evaporated from 212° F. 
per pound of coal ; and .9 cubic foot of water per square foot of grate per hour. 

The air-plate for the admission of air to tlie furnace, above the fuel, at 
the bridge, was tried, both open and closed, for each coal, with various 
effect, good and bad. The average results for the open air-plate proved a 
gain in efficiency and a loss in rapidity, thus: — 

Gain of Efficiency. Loss of Rapidity 

Coals. 

per cent. per cent. 

Anthracites 0.43 14.9 

Free-burning coals 2.13 2.68 

Caking coals 1.96 1.48 

Foreign and westem coals 3.38 5.37 
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Sho>»*ing that the open air-plate was most beneficial for efficiency and 
least injurious for rapidity with the smoke-making coals. 

Table No. 23. — American Coals: — Results of their Evaporative 
Performance with a Cylindrical Stationary Boiler at the 
Navy Yard, Washington. 1843. 

(Reduced from the Report of Professor W. R. Johnson.) 



Coal. 


Area of 
Fire- 
grate. 


Coal 
Consumed 
[>er Hour. 


Coal per 

Square 

Foot of 

Grate 

per Hour. 


Water 
Evapor- 
ated from 
Ordinary 
Tempera- 
ture per 
Hour. 


Water 

Square 

Foot of 

Grate 

per hour. 


Water 

Evapor- 
ated from 

2ia' F. 

per lb. of 

Coal. 


1 

Anthracites (7 samples),... 

1 Free-burning bituminous ) 

coals (i I samples), ) 

Bituminous caking coals ) ^ 
1 (Virginian, 10 samples), ) : 


sq. feet. 
14.30 

14.14 
14.15 


lbs. 
94.94 
99.16 

105.02 


lbs. 
6.64 

7.01 
7.42 


cub. feet. 
12.37 

13.73 

12.16 


cub. feet. 
0.87 

0.97 
0.86 


lb. 
9.63 

9.68 
8.48 


Averages, 


14-20 


99.71 


7.02 


12.75 


0.90 


9.26 



Conditions of Smoke. 

Anthracites. No smoke. 

Free-bumiog bituminous coals, Little smoke, and mostly when charging. 

Bituminous caking coals, Smoke considerable, in one instance constant. 

Surplus Air in tlu Furnace, — ^There was a general average of about 
10 per cent of each of the gases — carbonic acid and oxygen — in the burnt 
gases, indicating that as much oxygen, and consequently air, was present 
in excess as was chemically consumed in forming carbonic acid. 

Temperature of the Air and tlu Gases in t/ie Chimney. — The air supply 
was raised an average of 177"* F. before it entered the furnace, and the 
gases passed into the chimney at 292° F. 

Influence of Soot in the Flues, — Whilst the performance of the anthracite 
day by day was substantially constant, there was a falling off in the daily 
performance of the smoky coals of from 20 to 30 per cent, and of about 
<) j>cr cent of efficiency, accompanied by a rise of temperature in the chimney 
</ from 65" to 100'' in the cour.se of four days, consequent on the deposit of 
soot on the hcat-aksorbing surfaces of the boiler, and the reduction of 
i:<>n<iu<:lin^j j>owcr. In this way, probably, all the difference between the 
<vaj><>rative efficiency of the anthracite and that of the caking coals may be 

hijlurnce (f the Ueit^ht of the Fire-grate on the Performance of the Boiler, 
'Jli<: <)w\\ or stanciard level of the grate below the boiler was better 
than l}j<; lA-'intAi h:v<:\, and the 7-inch level was better than the 9-inch 
l<v<;l in burniijj^ antliracite as well as bituminous coal. The evaporative 
<:U]u<:u< y wa?j ^ greater in the first case, and S}4 per cent in the 

.se<.on<i; tlx; V '■ as between the 12-inch and the 7-inch levels 

b<;in^ 13;/^ pti of the 7-inch. 
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Mr. Islierwoocfs Trials, 1858-62, 

Three qualities of American coals — anthracite, semi-anthracite, and 
semi-bituminous — were tried with the Smithery boiler at the U.S. Navy 
Yard, New York, figs. 19, which was 24 feet long, 4 feet in diameter — 
except the firebox-shell, which was rectangular in plan, 6j^ feet long, 
4 feet wide.^ There were five 12-inch flues, three of which proceeded from 
the fire-box to the back connection, and two returned to the front, whence 
the burnt gases passed under the boiler to the chimney. The grate-area 
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Figs. 19.— Smithery Boiler, U.S. Navy Yard, New York. Scale 1/96. 

was 19.25 square feet; the heating-surface was 379.50 square feet, or 
19.7 times the grate-area. 

Excluding ash and water the coals contained : — 

Carbon. Hydrogen. 

Anthracite 93.9 per cent 3^^ per cent 

Semi-anthracite 97.3 „ 1.85 „ 

Semi-bituminous 92.4 „ 5.1 „ 



Oxygen. 

2 Yt. per cent 
0.8 ,, 



The fire-door was perforated to the extent of 1 2 square inches of area, 
or .62 square inch per square foot of grate, and was formed with an inner 
plate. Steam was generated at 30 lbs. per square inch. Coal was consumed 
at the rate of from 12 pounds to 14 pounds per square foot of grate per 
hour, and from 45^ pounds to 6 pounds of water was evaporated per pound 
of coal — the bituminous coal being more efficient than the anthracite. The 
results showed a clear saving of fuel by the admission of air above the fire 
to the extent of 5.7, 7,6^ and 4.3 per cent for the coals respectively. 

Mr. Isherwood gives the results of comparative trials of anthracites 
and bituminous coals in 1862, made with the machine-shop boiler in 
New York Navy Yard. It had two furnaces 3 feet wide, 6 feet long; 
having i-inch fire-bars, with ^^-inch air-spaces. Each fire-door is perfor- 
ated to an area of 9.62 square inches, or about % square inch per square 
foot of grate. There are 144 flue-tubes 3 inches in diameter, 8j^ feet 
long. There was 36 square feet of fire-grate and 1 143.6 square feet of 
heating-surface. The water was evaporated at atmospheric pressure. Ex- 
cluding ash and water the coals contained: — 

Carbon. Hydrogen. Oxygen. 

Anthracites 93-89 per cent 3.55 per cent 2.56 per cent 

Semi-bituminous 92.37 „ 5.07 „ 2.66 „ 

^ Engineering Precedents^ 1859; vol. ii. page 3. 
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Each trial lasted 72 hours. The air-holes in the fire-door were kept 
open. The average results of 12 anthracites, 2 semi-bituminous coals, and 
I bituminous coal, were as follows: — 

A ,u :»^- Semi-bituminous Bituminous 

Anthracites. ^^^ q^ 

Coal consumed per square foot of grate ...12.75 ^^s. io-95 lbs. 12.43 Ihs. 

Ash 16.7 % 11.2 % 13 % 

Water evaporated from 212^ F. per ) gj^^^ ^^^^^ 1^^ 

pound of coal j 

Do. do. per pound of combustible ...10.68 lbs. 1 1.4 1 lbs. 10.70 lbs. 

Temperature in the uptake 434° F. 580® 584® 

From these results it appears that the bituminous coals were more efficient 
for evaporation than the anthracites. 



Chap. XIII.— SYSTEMATIC TRIALS OF COALS AS FUEL 

(con/inu€d). 
TRIALS OF NEWCASTLE COALS AND WELSH COALS IN MARINE BOILERS. 

Trials of Newcastle Coals in a Marine Boiler at Newcastle^ by 
Messrs. Longridge^ Armstrongs and Richardson, 18^7} 

The Steam Collieries Association of Newcastle-on-Tyne, dissatisfied 
with the manner in which the experiments of Messrs. Delabeche and Play- 
fair had been conducted, and with the results of their inquiries, appointed 
in 1857 a committee of gentlemen — Mr. J. A. Longridge, Mr. (now Lord) 
William Armstrong, and Dr. T. Richardson — to arrange and conduct a 
course of experiments on the evaporative power of the steam coal of the 
Hartley district of Northumberland — in short, Newcastle coals — and to 
report thereon. They constructed a marine multitubular boiler, figs. 20, 
10 J^ feet long, 7^^ feet wide, and 10 feet high, outside measure; with two 
internal furnaces, each 3 feet wide and 3)^ feet high; and 135 flue-tubes, 
in 9 rows of 15 tubes in each, 3 inches in diameter inside, and 5^ feet in 
length. The dead-plates were 16 inches long, and each plate was placed 
at a height of 17 inches above the bottom of the ash-pit, and about 21 inches 
below the crown of the furnace. 

In the preliminary trials made by the committee the fire-grates were 
made of various lengths; but finally, as the issue of a long series of experi- 
ments, two sizes were adopted — 4^)^ feet long, and 3 feet 2% inches 
long. With the larger grate the work done was the maximum evaporative 
pOEformance of the fuel per pound weight. The fire-bars finally adopted 
cast j4 inch in thickness at the top, and as thin as possible at the 
with air-spaces of from ^ inch to ^ inch in width. They were 
incUnation of yi inch to i foot. The bridge at the back of 
was 12 inches high above the fire-grate. The fire-doors 

mAiUte of the Steam Coals of the Hartley District of Northumberland in Marine 
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e ordinaty doors, perforated with horizonal slits about % inch wide and 
inches long, for the admission of air. The chimney or funnel was 
feet in diameter, and about 20 feet high above the level of the ash-pit. 
water-heater, shown in the figures — added after the first trials were 
de — ^was applied above the uptake^ and formed the base of the chimney. 
Aras oval in form, 5 feet 8 inches long by 3 feet 8 inches wide and 4 feet 




rh, containing 76 tubes, 4 inches in diameter outside. The draught was 
rulated at the furnaces by controlling the admission of air through two 
runks," one of which led to the apertures above the grates, and the other 
the ash-pits. The trunks were fitted with anemometers and with sliding 
itters. 

Total area of two fire-grates, 4 feet 9 inches long, aSJ^ square feet 

Do. do. 3 „ 2% „ „ 19^ 

Heating surface of boiler (outside), 749 square feet. 

Do. water-heater 3 ao „ 

Ratio of larger grate-area to heating surface of boiler i to 26.28 

Do. smaller do. do. i to 38.91 

le boiler was not clad, but it was placed in a wooden shed, 15 feet by 
feet, having a pair of large doors at one end, always open. The water 

s evaporated under atmospheric pressure. 
The performance with these two areas of grate supplied two "standards 
reference" with which the performances of competing plans were to be 
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compared. With each standard size of grate the fires were stoked in two 
ways; first, in the ordinary manner, when no air was admitted through the 
doors, though every care was taken, by keeping the grates clean, and by 
frequent stoking, to get the maximum performance. 

On the second system — the system of best management— airwas admitted 
through tlie doors to bum the combustible gases, and coking-firing was 
practised. The coals were supplied in charges of i cwt. each, and were all 
thrown upon the dead-plate, where they remained until the furnace was 
again ready for charging. The coals on the grate were gently raised with 
the poker before firing ; and the coal on the dead-plate, which had then, to 
a great extent, parted with its hydrocarbons, was pushed forward with the 
rake, and a new charge thrown on the dead-plate. The grates were always 
covered with ignited fuel to a depth of ten or twelve inches, and the fur- 
naces were worked alternately, as nearly as convenient, though this con- 
dition was not of consequence as regarded the prevention of smoke. All 
the ashes that fell through the bars were raked forward and thrown on to 
the fire with the fresh coals, so that the ash-pit was kept clear and cool, 
and all the cinders burned. 

The chief results of performance, according to these "standards of 
practice," are given in the first four lines of table No. 25, following. The 
average amount of ash removed from the ash-pits and thrown away, on the 
second system, did not exceed i.io per cent of the weight of the coal 
consumed. The quantity of clinker averaged 1.85 per cent of the fuel. 
The ash and clinker together amounted to about 3 per cent. 

The experimentalists proceeded to try other systems of furnace and 
management. 

I. The plan of Mr. Robson of Shields. — Each furnace was divided into 
two fire-grates, the one at the back being shorter than the front one, and 
placed at a lower level. The back grate was furnished with a r^ular 
door-frame and door for the purpose of enabling the stoker to clear the 
bars and remove the clinker when required. This door was also provided 
with an aperture fitted with a throttle valve, and in the inside a distributing 
box perforated with half-inch holes. The front grate was like the ordinary 
fire-grate, but without a bridge. The mode of stoking was to throw all the 
fresh coal upon the front grate, and to keep the back or lower grate 
supplied with cinders, or coal partially coked, which was pushed on to it 
from time to time from the upper or front grate. No air was admitted at 
the door of the upper grate, but the gases rising from it met with the 
current of fresh air admitted through the door of the lower grate, and in 
passing over the bright fire upon it, were to a greater or less extent con- 
sumed. The smoke was considerably diminished ; but the system required 
careful and minute attention from the stoker, otherwise much smoke 
appeared, more particularly when fuel was pushed forward from the upper 
to the lower grate. Owing to the great quantity of air admitted at the 
fire-door of the lower or back grate, requisite to prevent smoke, the fuel 
on the first grate burnt sluggi' " " ^ led to a falling off in the rate of 
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combustion and the work done, as compared with the standard. The heat 
on the back grate was very intense, but the locality of the principal gener- 
ation of heat having thus been thrown nearer to tlie combustion chamber 
at the back, the efficiency of the heating-surface above the first grate was 
seriously reduced. This system required the constant attention of the 
stoker to keep the fires in order; there was difficulty in removing the 
clinker from the back grate, where it was formed in considerable quantity. 

2. The plan of Messrs. Hobson & Hopkinson of Huddersfield. — Air is 
admitted both at the doors and at the bridge — at the doors through vertical 
slits, which may be opened or closed at will by a sliding shutter; and 
at the bridge through apertures in hollow brick pillars placed immediately 
behind it. The entrance of the air to these pillars is regulated by throttle- 
valves, worked by a lever in the ash-pit There are also masses of brickwork 
placed in the flame-chamber, with the intention partly of deflecting the 
currents of gases, so as to ensure their mixture with the air, and partly to 
equalize the temperature. 

This plan was tried with two different sizes of grates; it was very 
efficient in preventing smoke, though in hard firing it required a consider- 
able degree of attention. The only objection to this system was that the 
brickwork was liable to crack and get out of repair; but It was believed 
that the existence of the brickwork was of no consequence. 

3- The plan of Mr. Stoney of Dublin. — -A shelf, forming a continuation 
of the dead-plate outwards, is constructed outside the furnace. The fresh 
charge of coals is laid in a large heap upon this shelf — about half of the 
heap being within the furnace, and the rest outside. The door is in a 
sliding frame and is shut down upon the heap of fresh coal, and air 
admitted through the body of the coals, as well as through perforations in 
the front plate of the furnace. When the furnace requires fresh fuel a 
portion of the heap, which has to some extent parted with its volatile 
matters, is pushed forward, and the heap is made up by fresh fuel laid on 
in front The prevention of smoke was not effected ; for whenever the 
coal was pushed forward on the fire dense smoke was evolved. The results 
of performance were not calculated. 

The results of the performance of the first and second systems above 
(described are epitomized for reference in the following table: — 



Table No. 24, — Results of Experiments in a Marine Boiler 
AT Newcastle. 


— 


TouJA™ 


CMlperSquuc 
Fool of Onus 
i™ Hour. 


Waltr Con- 

suBirdfromlSo'F. 

per Hour. 


W.ter Cm- 
lumcd (rom lUid 


Robson 

Hobson & Hopkinson... 
Do. do. 


iqiHie feet. 

i8J^ 


Ibi. 
15-50 

14' as 

21.50 


70.50 
60.03 
63.62 


10.70 
ri.08 
11.70 



The fourth system that waa tried— that of Mr. C W. Wil 
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adjudged by the experimentalists to have rendered the best performance. 
This system, it has already been explained, consists in the admission of ait 
at the furnace door, or at the bridge, or at both, by numerous small 
apertures, with the intention of diffusing the air in streams and Jets amongst 
the combustible gases. In the present instance, Mr. Williams introduced 
the air only at the front of the furnace by means of cast-iron casings, 
having apertures on the outside, provided with shutters so as to vary the 
area for entrance of air at will, and perforated through the inner face, next 




the fire, with a number of ^-inch and >i-inch holes, as represented in the 
annexed figs. 21. 

The external front view of the furnace shows six large apertures, through 
which the air passes into the interior, subdivided into four compartments. 
The total area of these apertures is 80 square inches, equal to 5.33 square 
inches per square foot of fire-grate. The orifices through the inner faces 
of the front were as follows : — 

105 orifices, f^ inch in diameter, in the compartments above the doors. 

izo „ J^ „ in the door. 

ISO „ yi „ in the two side air-boxes. 

345 oKfices, total area So square inches, 

equal, as before, to 5.33 square inches per square foot of fire-grate. The 
grates were tried at three lengths — 3 feet 8 inches, 3 feet, and 2 feet 7 inches. 

The method of firing consisted in applying the fresh fuel alternately at 
opposite sides of the furnace, so as to leave one side bright when the other 
side was covered with fresh coal. The prevention of smoke was " practically 
perfect." No particular attention was required ; the actual labour was 
stated to be even less than that of ordinary firing.^ 

I It is nol reported ot whit inlervals, or in what quantities at a time, the coal was charged 
Mr. T. S. Prideauxassensintiis "Synopsisof the Gavertiment Trials of Mr. Prideaiix's Fumace-doora,' 
1859, that "In the experiments at Newcastle an attempt was made 10 obviate the waateliil results of 
the continuous admission of air, by coaling a.nd pricking up the fire almost continuously, thm 
approximating the conditions of the fiimace to those that exist with machine-firing. But in the 
publbhed reports of these experiments the circumstance that the ordinary periods of coaling had been 
abandoned, and a system introduced which increased the frequency of firing three-fbld, and, nearly 
;io, the amount of superintendence and labour required, is suppressed." 
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The chief results of the performance of the boiler burning Hartley 
coals with the standard grates adopted by the committee, and on Mr. 
C W. Williams' system, are given in table No. 25. 

Mr. Longridge,^ commenting on the results of his experiments, states 
that before the feed-heater was applied, the temperature of the gases in the 
uptake, before entering the chimney, was generally about 600° F. when the 
fuel was burned at a moderate rate, and that it rose to 700*", or even to 750°, 
when as much as 30 lbs. of coal was consumed per square foot of grate per 
hour. By the interposition of the feed-heater, the temperature of the gases 
was reduced by from 40° to 50° in passing through it The temperature of 
the gases before entering the flue-tubes was observed, by means of DanielFs 
pyrometer, to be about 3000^ when the fuel was in a state of brisk com- 
bustion. It appeared, therefore, that the flue-tubes absorbed five-sixths of 
the heat of the gases which passed into them. 

The experimentalists reported that Mr. Williams' plan gave the best 
results, and they concluded: " ist That by an easy method of firing, com- 
bined with a due admission of air in front of the furnace, and a proper 
arrangement of fire-grate, the emission of smoke may be effectually pre- 
vented in ordinary marine multitubular boilers whilst using the steam-coals 
of the Hartley district of Northumberland. 2d. That the prevention of 
smoke increases the economic value of the fuel and the evaporative power 
of the boiler. 3d. That the coals from the Hartley district have an evapor- 
ative power fully equal to that of the best Welsh steam-coals, and that, 
practically, as regards steam navigation, they are decidedly superior." 

These gentlemen made a trial of Aberaman Welsh coal, and they found 
that its practical evaporative power, when it was hand-picked, and the small 
coal rejected, was at the rate of 12.35 lbs. of water per pound of coal, as 
evaporated from 212^ This may be compared with the best result from 
Hartley coal, large and small together, in table No. 25, which was 12.53 lbs. 
water from 212*" per pound of coal, or with another result of experiment, 
with Hartley coal, not given in the table, showing 12.91 lbs. water per 
pound of coal. As a check on these results, they ascertained the total heat 
of combustion of the two coals here compared, by means of a calorimeter. 
The following are the comparative values: — 

Water practically Evaporated Total Heat of Combustion 
per Pound of Coal. in Evaporative Efficiency. 

Welsh coal, hand-picked 12.35 lbs 14.30 lbs. 

Hartley coal, large and small 12.91 „ ....* 14.63 „ 

The experimentalists also point out the " elasticity of action " of the 
Hartley coals: they burned them at rates varying from 9 to 375^ lbs. per 
square foot of grate per hour without difficulty, and without smoke. The 
Welsh coal, burned at the rate of 34^^ lbs. per foot per hour, melted, it is 
said, the fire-bars after an hour and a half's work. 

^ Proceedings of the Institution of Civil Engineers^ 1859-60; page 469. 
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Trials of Newcastle Coals and Welsh Coals in the Marine Boiler at Newcastle, 
for the Board of Admiralty, by Afessrs. Miller and Tafilin. iS^S. 

Messrs. Miller and TapHn, representing the Board of Admiralty, con- 
ducted, in 1858, a series of trials at Newcastle, with the same marine boiler 
as was employed by Messrs. Longridge, Armstrong, & Richardson, the 
object of which was to investigate the comparative evaporative power and 
other properties of Hartley coal and Welsh steam-coal, and the merits of 
Mr. Williams' plan of smoke-prevention. 

The fire-bars were ij.^ inch in thickness, and had ^-inch air-spaces. 
The feed-water was passed through the heater, except when otherwise 
stated. Mr. Williams' apparatus was constantly in action when Hartley 
coal was burned without smoke; and it was closed when this coal was tried 
for smoke making, also when Welsh coal was burned. 

During the trials of Hartley coal, the fires were maintained at from 
12 to 14 inches in tliickness on the grates, the coal was stoked on the coking 
system, the fresh charges of coal having been delivered at the front, on 
each side of each grate alternately; and the incandescent fuel pushed 
forward towards the bridge before charging. 

During the trials of Welsh coal, the fires were maintained at from 8 to 
10 inches in thickness; and, in charging, the fresh coal was thrown where 
it was required, all over the fire; the burning fuel never having been 
touched by any firing tool. 

The cinders that fell through the grates were constantly raked together 
and thrown upon the fires. 

The results of the trials made by Messrs. Miller & Taplin have been 
analysed and compiled into the table No. 26, in which the results of the 
performances of the West Hartley coals are grouped ; to which is added the 
results obtained from Lambton's Wallsend house coal, as a bituminous or 
highly smoky coal. The results of the trials of the South Welsh coal are 
likewise grouped in the table. Separate trials of each coal were made, in 
which the feed-water was delivered direct into the boiler, the heater having 
been for this purpose disconnected. 

Messrs. Miller & Taplin concluded from theresultsof their experiments: 
1st, that when the smoke from Hartleys coal is consumed, the evaporative 
value of this coal is nearly equal to that of Welsh coal, whilst its rapidity 
of combustion and evaporation of water is greater; 2d, that the Hartleys 
coal is less liable to be broken up by movement than Welsh coal; and that 
it is less disintegrated by long exposure to the atmosphere than Welsh 
coal; 3d, that Hartleys coal may be burned without making smoke, by the 
use of Mr, C. W. Williams' apparatus. 

I Trials of Welsh Coals and NettJcastle Coals in the Marine Boiler 

of the "Isabella Croll," at Cardiff, by Mr. Dohson. 1S5S. 
In December, 1S58, Messrs. Taplin and Lynn assisted at, and reported « 
. on, 3 series of trials of South Wales and Newcastle coal, on board the ■! 

I \ 
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steamer Isabella Croll, at Cardiff, under the direction of Mr. Dobson, 
who was appointed by the South Wales Collieries Association to conduct 
the trials. The Welsh coal was a mixture 
of the coal from ten collieries, known gener- 
ally as Aberdare coal. The Newcastle coal 
was Buddie's West Hartley. 

The boiler, fig. 22, was of the ordinary 

class used for marine purposes. It was 

9)^ feet long, 12 feet 2*^ inches broad, and 

1 1 % feet high. It had three furnaces, each 

3 feet 3j4 inches wide, and 3 feet 5 inches 

il high. The dead-plates were 9 inches long 

||l I and i6j4 inches below the crown of the 

H ^^^ '" — -p, P furnaces. The gtates were 6 feet i inch 

I [ J long, and had a fall oi l% inches per lineal 

L. - ■ ' ' foot. The fire-bars were ^ inch thick, 

and had ^-inch air-spaces. There were 
216 flue-tubes, 3j^ indies outside diameter 
4Ud OVj fwt loiiR. The quantities were as follows: — 

■l\>Wl BTatearea' 60 square feet 

'IVWl heuliiig surface — Plate 21a 

Tubes 1152 

1364 square feeL 

K<ttii' ul' itnte-Aiva to heating surface i to 33.73. 

■Vit .tt^'^tuiv wu» made in the door, 14 inches by 6 inches, for the 

t y4* *ir, tiltcil with a regulating valve. This gave a maximum 

^ igt' ^JuiiJui^ut, of 84 square inches, equal to 4.2 square inches per 

« l"Q«*t <A iir*ttf. The inner or baffle plate of the door was perforated 

«i|^44uU b^V< *wA had a dear space ail round, for the passage of air 

'^R.^QkHH' ^^ ^cnerAted and blon-n off at a pressure of from 10 lbs. to 

% iuv'h. The Wdsh coal was stoked in a very satisfactory 

\ Xaw^ of the Newcastle coal was mtsman^ed; it was 

r wt possible to the bridge at the back of the furnace 

jilt besides diverting the heat from the furnace and 

^MM' Ifcic^bes and the chimne>-. In consequence, the 

", Jind the p>Tomcter easily reached its limit of 

lire !»i^■cn in table No. J,". 
t.v«n rviHvtevI that the resuJts of the experiments 
:!feK ^Hith WaW cvmI is superior to the Hartley coal, 
*«d o.\Miom>-. But they intimated thdr dis- 
te which the tri^ils h.id l^een conducted. 
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PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 



Trials of Welsk Coals and Newcastle Coeds in the Coal-testing Boiler 

at Key/iam Factory, by Mr. T. W. Miller. 1863. 

.{Stfarfi OH North ofEngtaad amd Wtlsk Sdarn Ceah Ttittd at MM. Doefyard, Devonforl, rS6^) 
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irf Aw/.— Coals m Stobk, 

recently delivered. 
With common doore— 
Waynes Merthyr, Re- 1 
sol^ren, Merthyr Dare, [WclsK 

GeUia Cadoxton, \ 

Hartley Main, Newcastle, 

Half Welsh, half Hartley, . .. . 

Two Welsh, one Hartley 

One Welsh, two Hartley, 


i 


2J Sti-ia.—¥iiSH Coals, spe- 
cially ordered for trial. 

With common doors- 
Powell's Duffryn. > 
Ninon's Navigation, )- Welsh, 
Davis's Merthyr. t 
Davidson's Hartley, j New- 
Hasting's Hartley, ( casTle, 
Half Welsh, half Hartleys, ... 
Two Welsh, one Hamey^.... 
0«WeUh, two Hartleys,.... 





SYSTEMATIC TRIALS. — WELSH COALS AND NEWCASTLE COALS. IO7 

In 1863, Mr. T. W. Miller, of Keyham Factory, conducted trials with the 
^testing boiler of Welsh and Newcastle coals, singly and in combination. 
Tne testing boiler, shown by figs. 23, is 7 feet 8 inches long, S feet 
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broad, and 8 feet lo nches h gh outs de measure. It has two fur- 
naces, each foot 9 nches de and feet 9 inches high at the front, 
rising to 3 feet h gh at the back of tl e g ate The dead-plate is 10 inches 
below the cro vn of the furnace and s 6 nches long. The fire-grate was 







K- 



Fiiwloot for Keyhiffi Boiler. 



tried at two different lengths, respectively 4 feet and 3 feet, with an inclin- 
ation of 2 inches to r foot The fire-bars were tried with various widths 
of air-space between them, from }^ to J^ inch. The bridge was buiit up 
to the height of 8 inches below the crown. There are 124 flue-tubes. 
2 inches in diameter and S feet long, placed at a pitch of 3^ inches from 
centre to centre. The chimney is 18 inches in diameter and 52 feet 8 inches 
high above the boiler. Two different doors to each furnace were employed 
during the trials; one, a common door with a few small perforations for 
air; the otlier door was made with a chamber, into which air entered from 
the bottom. The inner side of the chamber was perforated with numerous 
J^-inch holes, and had a clear entrance for air all round, together amount- 
ing to 60 square inches, being at the rate of 8,6 square inches per square 
foot of the longer grates, and 1 1.4 inches per foot for the shorter grates. 
The quantity of coal charged at a time was from 16 to 19 pounds. 

Total grate-area 4 feet long •3'75 square feet, 

10.3 



Total heating surface, plate 73.5 

„ „ tubes {outside) 334-5 

397 

Ratios of grale-areas to heating surface: larger grates i to 13.6 

„ „ „ smaller , 11031.5 

The table No. 28, pages 106, 107, shows the results of the performance of 
the coals submitted for trial, classified in two series. The first series of trials 
was made with the coals in store at the time, of which the Welsh coal 
consisted of a mixture of Waynes Merthyr, Resolven, Merthyr Dare, and 
Geilia Cadoxton; and the Newcastle coal was Hartley Main. These coals 
were selected because they had just been delivered into store. The second 
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series of triak was made with fresh coals specially ordered from the 
collieries; the Welsh was mixed in equal proportions of Powell's Duffryn, 
Nixon's Navigation, and Davis's Upper Four-feet Merthyr; the Newcastle 
coal consisted of Hasting's Hartley and Davidson's Hartley. The obser- 
vations on the production of smoke were recorded by means of a system 
of marks, which were recorded for every minute the smoke continued after 
each stoking. One mark signified very light smoke; 2 marks, light; 
3, light brown ; 4, brown ; 5, black ; 6, very black. The equivalents of 
smoke are recorded in the table. 

Mr. Miller reported that " the combinations in equal proportions of Welsh 
and Newcastle coals, while they produced on the average nearly equal 
economical results, measured by the quantity of water evaporated by one 
pound of the fuel, they produced on the average greater rapidity in evapor- 
ation, and that they on the average produced the least amount of smoke." 
He also found that the small Welsh coal could be burnt beneficially in 
mixture with Newcastle coal. 



DEDUCTIONS FROM THE TRIALS OF NEWCASTLE AND WELSH COALS. 
Influence of the Rate of Combustion on Evaporative Efficiency, 

The contents of tables Nos. 25 and 26 exemplify the influence of greater 
or less rapidity of combustion aff*ecting the quantity of water evaporated 
per pound of coal, arranged for comparison, thus, for Hartleys coal: — 



Mo. 


Grate-area. 


Coal per hour. 


Per square foot. 


Water per lb. Coal. 




square feet. 


cwts. 


lbs. 


lbs. 


9 


42 


6 


16.00 


9.65 


10 


91 


6.6 


17.60 


9.14 


II 


» 


6.8 


18.13 


8.96 




Averages, 


6.5 


17.24 


9.25 


12 


33 


6.0 


20.36 


9.25 


2 


28.5 


4.88 


19.00 


II.13 


5 


22 


3-33 


17.27 


11.70 


13 


» 


4.34 


22.08 


1 1. 41 


14 


19 


4.53 


23.04 


10.62 


15 


» 


5-IO 


25-97 


II. 17 


16 


9> 


5.12 


26.05 


10.33 


6 


99 


5-30 


26.98 


10.80 


17 


99 


5.6 


28.51 


10.58 




Averages, 


4.76 


24.27 


10.93 


4 


19-25 


3.0 


17.25 


12.53 


20 


18 


3.0 


18.67 


II. 17 


21 


99 


4.0 


24.89 


10.96 


7 


99 


4.4 


27.36 


".37 




Averages, 


3.8 


23.64 


II. 17 


8 


15.S 


5.18 


37.40 


10.63 
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With the 42-feet grate, when the consumption of coal was increased 
15 per cent, from 16 to 18.13 pounds per square foot, the evaporation fell 
8 per cent, from 9.65 to 8.96 pounds per pound of coal. With the 22-feet 
grate, averaging the first two and the last two trials, when the consumption 
was increased 40 per cent, from 19.66 to 27.75 pounds per foot, the evapor- 
ation fell yj4 per cent, from 11.56 to 10.69 pounds. On the contrary, with 
the i8-fect grate, there is no diminution of evaporation when the consump- 
tion is increased; this is a case in which the consumption was small. It is 
obvious that the reduction of evaporative efficiency with the increased con- 
sumption on the 42-feet and 22-feet grates was due to the greater velocity 
of the products of combustion through the boiler, which gave less time for 
absorption of heat, and was of course accompanied by a higher temperature 
of the escaping gases. 

Hy a re^luction of grate the evaporative efficiency is increased, the rate 
of a>n)bustion per foot of grate remaining the same, or nearly so; thus, 
with tlic 

4 J t'cct ^rate, burning 17.24 lbs. per foot, the evaporation is 9.25 lbs. water, 
jS.5 „ „ 19.00 „ „ 1 1. 13 „ 

M 17-27 »» tf 11.70 »> 

»*i-s.s M » 1725 „ „ 12.53 „ 

iS „ „ 18.67 „ „ 1 1. 1 7 „ 

sl\o\viU[; an incrcasal evaporative efficiency of, say, 28 per cent when the 
.11 aU' Wtis iwUual to less than a half. 

V\w inllucnco of an alteration of the area of grate is not very marked 
II ilw iiials of the Newcastle boiler, except that the 42-feet and 33-feet 
.;iai*.s woic clearly excessively large, as the evaporative efficiency was 
;v>a4Mialivcly low. 

! t IS much nu>ro ai>parent in the results of Mr. Miller's trials at Keyham 
>c^\i*n I'actvny with 14 feet and 10^ feet of grate-area, to be afterwards 
..:.*-\>cv;. I he average results in burning Welsh and Hartley coals show 

r-.^^i .v.. k».... Pcf Foo* of Grate Evaporation per 

Coal per hour. p^^ ^^^ ITcoaL 

,.i ' 4 uvi s;Mtc 2.08 cwts. 16.65 lbs. 10.41 lbs. 

• .vi ^ - uvi i;iiUe 2.14 „ 22.82 „ 11.26 „ 

. <j*^ j^ lu^ :iw N*iinc ^.[uantity of coal was burned upon the smaller grate 
^. .^ .a UK- larmier grate, and evaporated 11.26 lbs. as against 
> *..-^i rVi ivuikI of coal, or 8 per cent more. 

-^ .: -.-.ClbNvY BY INCOMPLETENESS OF THE COMBUSTION 

OF COAL. 

-..^ . ^j.viaiivc crliciency of Hartleys coal when the smoke 
-rz% -M--. - - - .*if *iicv: w ith the same coal when producing dense smoke, 
.---«>.- - »-vi -^.i^ clearly established, as is shown by the foUow- 
---^5^its* . .U4 ..iOiCs Nos. J5 and 26: — 
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SMOKE 


PREVENTED. 




Na 


Coal per foot 
of Grate per hour. 


Water per foot of Grate 
per hour. 


Water per pound 
of Coal. 


2 

4 

17 
28 

Means, 


19.00 lbs. 

17.25 yy 
28.51 „ 

26.98 „ 
21.69 >» 


2.93 cubic feet. 

2.99 yy 
4.18 „ 

3.73 


1 1. 13 pounds. 

12.53 » 
10.58 „ 

9.98 n 
".05 >> 


3.46 „ 


DENSE SMOKE. 


I 

3 
18 

30 
Means, 


21.15 ^^^ 
21.00 „ 

29-53 ,1 
31.56 i> 

25.81 „ 


2.62 cubic feet 
2.91 „ 

3*94 » 
3.58 

3.26 „ 


8.94 pounds. 
10.00 „ 

9.63 » 
8.19 „ 


9.19 » 



Whilst, with dense smoke, there was less water evaporated than when 
smoke was prevented, the evaporative efficiency fell from an average of 
1 1.05 pounds per pound of coal to 9.19 pounds — a reduction of 17 per cent 
But, even when smoke was entirely prevented, it remains a question 
whether the coal was completely burned. The data supplied in the reports 
of the trials with respect to the temperature of the escaping gases are 
scanty; but it may be inferred that it was about 500"* F. under the most 
fiatvourable conditions. The composition of the Hartleys coal, such as was 
used in the trials, has already been given, page 42; comprising 81.5 per 
cent of oxygen, 5.2 per cent of hydrogen, and i.i per cent of sulphur. 
Four per cent surplus of air was admitted, according to Mr. Longridge, 
the quantity of air chemically consumed having been 152 cubic feet at 62\ 
Proceeding in the same manner as has already been exemplified, page 54, 
it is found that 3 units of heat were absorbed by the gaseous products of 
combustion for each degree of elevation of temperature, and the total heat 
retained by them was 

(500 - 62) X 3 =« 1314 units of heat. 

The total heat of combustion of the coal was, by formula (7), page 38, 
14,623 units; and the remainder, 13,309 units, supposing the combustion 
complete, after deducting the heat of the escaping gases, represents in 
evaporation 13.77 pounds of water from 212°; whereas the highest recorded 
evaporation was 12.53 pounds of water, appropriating 12,104 units of heat, 
and leaving a balance of 1205 units unaccounted for, — grouped together 
as follows: — 

Units. 

Actual evaporation 12,104 

Heat of gases in chimney. . . 1,314 
Loss unaccounted for I1205 



Evaporation. 

= 12.53 pounds, or 83 per cent. 
= 1.36 ,9 9 » 

= 1.25 » 8 „ 



14,623 



15.14 



>, 



100 
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It is probable that the balance of loss, 8 per cent, arises partly from incom- 
pleteness of combustion, and partly from the passage through the furnace 
of a larger excess of air than was observed to enter. There is another 
reason for doubting the correctness of the measurement of air entering the 
furnace, noticed at page 42; for it is said that when no air was admitted 
above the fuel, there was only 100 cubic feet per pound of coal entering the 
furnace, or 33 per cent less, as against 150 cubic feet when admitted above 
as well as below, and yet, as has been shown above, the evaporative effect 
was only reduced 17 per cent. 

Comparative Trials of Newcastle and Welsh Coals, 

The trials Nos. 31, 35, and 37, with Welsh coal, in the second part of 
table No. 26, compare with those of Hartleys coal as follows : — 

Per foot per Hour. 

22-feet grate, Hartleys, burning 24.27 lbs.; evaporation 10.93 l^s. water. 

„ Welsh, „ 20.83 ^^s.; „ 12.20 lbs. „ 

18 „ Hartleys, „ 18.67 lbs.; » 11. 17 lbs. „ 

„ Welsh, „ 24.12 lbs.; „ 11. 10 lbs. „ 

Showing that on the 22 feet of grate the Welsh coal, burning 14 per cent, 
or 3.44 pounds, less per foot of grate, evaporated 11^ per cent, or 
1.27 pounds, of water more per pound of coal; and that on the 18 feet of 
grate the Welsh coal, burning 29 per cent, or 5.45 pounds, more per foot of 
grate, evaporated .63 per cent, or .07 pound less water. 

These comparisons indicate that the Welsh coal had a greater evapor- 
ative efficiency than the Hartleys coal. 

Dealing with the results of the comparative trials of Aberdare and 
Hartley coals at Cardiff in 1858, table No. 27, page 105, the average results 
were as follow, with 60 square feet of grate-area: — 

Welsh, burning 17.8 lbs. per foot per hour; evaporation 10.13 ^^s. water. 
Hartley, „ 20.0 lbs. „ „ 7.44 lbs. „ 

In neither of these trials have the capabilities of the fuel been fully 
developed, and from the evidence of Messrs. Taplin and Lynn, the reporters, 
it is plain that the Hartleys coals were improperly stoked. The temper- 
ature in the chimney was from 800° to 900*" with Welsh coal, and it was 
above looo"* with Hartleys coal. 

The trials at Keyham Steam Factory, table No. 28, pages 106, 107, con- 
ducted by Mr. Miller, for the purpose of testing the values of Welsh and New- 
castle coals singly and in combination, appear to have been conducted intelli- 
gently and impartially. The results of the first, second, and third series^ 
with 14-feet grate and J^-inch fire-bars, averaged as follows: — 

Coal. Per foot per Hour. 

Welsh burning 15.69 lbs.; evaporation, 10.72 lbs. water. 
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CooL Per foot per Hour. 

V burning 16.36 lbs.; evaporation, 10.30 lbs. water. 

Hartleys „ 17*96 lbs.; „ 9.41 lbs. „ 

The averages clearly show that the less Welsh and the more Hartleys in 
mixture the less is the resulting evaporative efficiency, which falls from 
10172 lbs. water, in burning Welsh coals alone, to 9.41 lbs. in burning 
Hartle)rs alone. 

Average the ist, 2d, and 3d series, with 14-feet grate and ^-inch 
bars, as follows: — 

Coals in Store: — 

Per foot per Hour. 

Common doors — Burning 15.84 lbs.; evaporation, 9.86 lbs. water. 
Fresh Coals: — 

Common doors — „ 16.80 lbs.; „ 10.21 lbs. „ 

Pexforated doors — „ 16.70 lbs.; „ 10.41 lbs. „ 

It appears that the coals deteriorated slightly in store, since the fresh coals, 
with common doors, evaporated 10.21 pounds of water per pound of coal, 
whilst the coals from store evaporated 9.86 pounds only; about 3^ per 
cent less. There was very little advantage from the use of the perforated 
doors instead of the common doors. There did not appear to be any 
difference in performance between the using of bars with j^-inch, 5^-inch, 
and 5i-inch spaces, except that the rate of combustion per foot of grate 
was a little accelerated, to the extent of about 5 per cent, by substituting 
the wider bars for J^-inch bars. 

When the grate-area was reduced from 14 to 105^ square feet, in the 
trials at Keyham, the evaporative efficiency of the coal was increased. 
Thus— 

Grate-area^ 14 square fed. 
With common doors : — 

Per foot per Hour. 

Welsh burning 16.68 lbs.; evaporation 11.05 ^hs. water. 

I Welsh and I Hartley... „ 16.24 lbs.; « 10.56 lbs. „ 

With perforated doors: — 

HardejTS „ 17.04 lbs.; „ 9.61 lbs. „ 

Averages, 16.65 ^^s.; „ 10.41 lbs. „ 

Grate-area f loj^ square feet. 
With common doors : — 

Per foot per Hour. 

Welsh 22.46 lbs.; evaporation 11. 31 lbs. water. 

I Welsh and i Hartley 21.60 lbs.; „ 11.06 lbs. „ 

With perforated doors : — 

Hartleys 24.40 lbs.; „ 11.42 lbs. 



Averages, 22.82 lbs.; „ 11.26 lbs. 

Vol. I. 8 
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Showing that whilst the rate of combustion per foot of grate was raised 
37 per cent, from 16.65 to 22.82 pounds of coal, the evaporation was also 
increased 8 per cent, from 10.41 to 1 1.26 pounds of water per pound of co^ 
The mixture of Hartley with Welsh coal, on the loj^-feet grate, has 1^^^ 
evaporative efficiency than Welsh coal alone, in the ratio of 11.06 to ix - IE 
pounds per pound of coal. 

Comparative Efficiency of Fresh Coals direct from the Collieries, and Coals 
that were Transported, Stored, and Exposed to Weather, 

Abstract from the tables Nos. 26 and 28, a few instances of the c< 
parative performance of coals direct from the collieries, and coals that 
been transported, stored, and been exposed for some time, as follows: — 

From Store: — 

Per foot Grate. 

Welsh, from Woolwich Dockyard (average of 2 ) ^^^ ^^ ^^ g ^^ ^^ 

tnals) J 

Buddie's West Hartley, from Woolwich Dockyard ) /;t iKc « •» iKc 

/ e .•__; 1 \ I ^3'^' Vu^* „ 10.07 IDS. ,y 

(average of 3 tnals) J 

Welsh and Hartleys, in stores at Keyham Factory ) ^ „ ^^ „ 

/ r - * • 1 \ r 15-84 lbs. „ 0.86 lbs. „ 

(average of 15 tnals) ^ ___! 

Average, 20.66 lbs. „ 10.66 lbs. „ 
Direct from Collieries : — 

Welsh (average of 4 trials) 20.56 lbs. „ 12.35 lbs. » 

Buddie's West Hartley (i trial) 27.49 lbs. „ 9.95 lbs. „ 

Welsh and Hartleys (average of 14 trials) 16.80 lbs. „ 10.21 lbs. „ 

Average, 21.62 lbs. „ 10.84 lbs. » 

The average difference in evaporative efficiency is slight; it is only 1.7 per 
cent in favour of coal direct from the collieries. It is to be observed that 
doubt was cast upon the genuineness of the Buddie's Hartley coal sent 
from Woolwich Dockyard; but, taking the means of the other two coals 
compared, the evaporations are: for coal from store, 10.35 Ihs., and for 
coal direct from the colliery, 1 1.28 lbs. of water per pound of coal, showing 
a superiority in the fresh coal of .93 lb. of water, or 9 per cent 

There is no doubt that coal deteriorates to a much greater extent 
than is now shown, when stored for long periods and in hot climates. 

A notice of trials made at Wigan of Newcastle coals and Welsh coals 
is given in the following chapter. 



Chap. XIV.— SYSTEMATIC TRIALS OF COALS AS FUEL 

[continued). 

TRIALS OF SOUTH LANCASHIRE AND CHESHIRE COALS IN A MARINE 
BOILER, AT WIGAN, BY MESSRS. RICHARDSON AND FLETCHER, 1866-68. 

During the three years ending in July, 1868, a series of trials of these 
coals was conducted for the South Lancashire and Cheshire Coal Associ- 
ation, by the the late Dr. Richardson and Mr. Lavington E. Fletcher, at 
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IVigan; first with a marine boiler, and secondly, with three stationary 
i)t>ifers.' 

Trials with l/u Marine Boiler. 

The marine boiler, figs. 24, was constructed like the test-boiler at Key- 
ham Dockyard, which has already been described, page 108, and, witli a few 
exceptions, of the same general dimensions. The height of the boiler was 
only }!,^ feet, or 4 inches less than that of the Keyham boiler. The 
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flue-tubes were 2J^ inches in diameter outside, instead of 2 inches. The 
Space behind the bridge, which was filled up by brickwork in the Keyham 
boiler, was left clear at Wigan, and of course made an addition to the 
leating surface. In some of the trials, a hanging bridge was applied in the 
:ar of the ordinarj' bridge, so as to assist in mixing the gases, and main- 
taining the temperature of the furnaces. The figures show the proportions 
of furnace which were finally adopted, after many preliminary trials. The 
dead-plate was 10 inches long, and placed at a level of 16 inches below the 
of the furnace; the fire-bars were 3 feet long, with an inclination of 
5^ inch to the foot; J^ inch thick, with J^-inch air-spaces. The fire-doors 
■were fitted with a sliding grid for the admission of air into a perforated box 
inside the door. In the first instance, there were 730 perforations, % inch 
in diameter, giving an area of 33 square inches, or 3.2 inches per square 
foot of grate. These were afterwards reduced to 342 in number, as shown 
the figure, making i6j^ square inches, or 1.6 square inches per square 
'foot of grate. 

During the preliminary experiments, it was also found of advantage to 
reduce the length of the fire-grate from 4 feet to 3 feet, to adopt a blind 
dead-plate in preference to a perforated one, and to slightly lower the level 
of the fire-grate, so as to increase the space for combustion above the bars. 

^ The lulllor is indchled (ot ihe particulars of Ih»e trials !□ the Soulh Lancashire Bnd Cheshire 
Coal Associalion's Report on tlu Boiltr and Snwit-IYfvfnMit Trials, CendueUd at IVigan, 1869. 
.perioienls were conducted, and the report, excellently reasoned, was written by Mr. Lavinglon 
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No fire-bar was found to give a better result than the ^-inch bar finally 
adopted. The addition of the hanging-bridge was found of advantage in 
preventing smoke. The firing was tried in two ways — as the spreading 3.^4 
the coking systems — which have already been described (page 41). CoVci^S 
firing was found to give better results than spreading, being more effici^*^^' 
and causing less smoke; and a better result was obtained by increasing^ ^^^^ 
thickness of the fire from 6 to 9 inches, and again from 9 to 12 inches, ^^^ 
again from 12 to 14 inches. Coking firing was therefore adopted as 'tJie 
standard method, and with fires 14 inches and 12 inches thick, while "t^lc 
furnaces were charged alternately, and the entrance for air through fcle 
door was allowed to remain open for a few minutes after each charge -^^^^^ 
delivered, for the prevention of smoke. 

Fifteen samples of coal were tried in the marine boiler. For each tiri ^l 
1000 pounds of round coal was consumed, lasting 3 hours 27 minutes on ^^^ 
average ; the consumption averaging at the rate of 290 pounds of coal j> ^^ 
hour, or 28 pounds per square foot of fire-grate per hour. No slack w^^s 
used. The feed-water was supplied at ordinary temperatures. The stest.^^^*^ 
was generated under one atmosphere of pressure, and escaped direct in 
the air. 

The density of the smoke produced was recorded in three gradations :- 
very light, brown, and black. 

The surfaces of the boiler were as follows: — 

Total grate-area. 10.3 square feet 

Total heating surface — 

Plate above the grate 95 sq. ft 

Tubes (outside surface) 413 „ 

508 square feet 

Ratio of grate-area to heating surface, i to 50. 

The benefit derived from the various modifications above mentioned, 
during the preliminary trials, which were 115 in number, is concisely shown 
by the following comparative results: — 

A* ^ rnuJly. 



Area of fire-grate, sq.ft. 13.75 10.3 

Consumption of coal per foot of grate per hour. . .pounds, 20 25 

Water at i oo'^ e\*aporated per hour cub. ft. 35-88 46. 1 9 

Water per ix)und of coal, from and at 212' F. ....pounds, 8.94 12.40 

The beneficial effect of the application of the hanging bridge, behind 
the ordinar\* bridge, is shown by the following comparative statement of 
results: — 

^lltbout Hanging With Hanging 

Bridge. Bridge. 

Water at i csd ' eva|x>ratev.i |xt hour culx ft. 51.31 47.38 

Water iH?r |x^und of cvwl. as supplxxi at 21^^' pounds, 1 2.33 1 2.54 

Smoke |x^r hour - Pura:ion v-^f vcn* light minutes, 2.5 0.5 

Po. vM brvnxn o o 

IV of Hack ^ o o 
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Showing that the hanging bridge, by deflecting the current, was slightly 
instrumental in preventing smoke, and increasing the evaporative efficiency, 
ttough at a loss of evaporative rapidity. 

The superior efficiency of fires 14 inches, as against fires of 12 inches 

^nd 9 inches thick, is exemplified in the following average results of all the 

^oals submitted for trial, with coking firing: — 

z4-tnch Fires. 

Coal consumed per sq. ft. of grate per hour... pounds, 27 

Water at 100^ evaporated per hour cub. ft. 47.25 

Water per pound of coal, as supplied at 2 1 2 . . .pound s, 11.54 

Smoke per hour — Duration of very light minutes, 2.4 

Do. brown „ o 

Do. black „ o 

Showing that the 14-inch fire is superior both in evaporative efficiency, and 
in rapidity of evaporation. 

The comparative performance of coals on the coking and the spreading 
TOodes of firing, 12 inches thick, with and without admission of air through 
tte door, is shown in the following averages : — 



inch Fires. 


9-inch Fires. 


27 


27 


45.67 


44.0c 


11.23 


10.77 


2.8 


I.O 















Coking. 


Coking. 


Sprsading. 


Air through 
door after 
charging. 


No air 

through 

door. 


Air through 
door after 
charging. 


27 


29 


32 


46.37 


47.03 


51.37 


II.3I 


10.88 


10.61 


3.2 


12.6 


20.8 


0.0 


1.4 


5.3 


0.0 


0.6 


4.2 



Coal consumed per sq. ff. of grate per hour... pounds, 

Water at 100° evaporated per hour cub. ft 

Water per pound of coal, as supplied at 2 12'. ..pounds, 
Smoke per hour — Duration of very light minutes, 

Do. brown „ 

Do. black „ 

Showing about 5 per cent gain of evaporative efficiency, and but slightly 
less rapidity of evaporation, by smokeless firing, as against smoke-making; 
and 6}i per cent gain by the coking system as against the spreading 
system in evaporative efficiency, though at a loss of 10 per cent of evapor- 
ative rapidity. It is also seen that the coking system of firing, even when 
no air is admitted through the door, is decidedly superior to the spreading 
S3^tem, for the prevention of smoke. 

The effect of prolonging the trials, and burning 1500 pounds of coal at 
one trial, as against the standard of 1000 pounds, is exemplified in the 
following table. The longer trials lasted, on an average, 5 hours 9 minutes, 
making a consumption of 28 pounds of coal per square foot of grate per 
hour, as against 27 pounds for the shorter or standard trial.^ The firing 
was managed on the coking system, and the thickness of fire varied from 

^ The consamptions per square foot of grate per hour are given, as above, at 28 and 27 pounds 
Kspectiyely in the official report; but calculation from the given data shows 29 and 28 pounds 
zopectiTdy. 
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Standaxxl Trial. 


Longer TriaL 


3 h. 2 7 m. 


5 h. 9 m. 


lOOO 


1500 


27 


28 


46.81 


45-71 


11.48 


10.89 


2.4 


2.0 









9 inches to 14 inches, the variation being the same for the shorter and the 
longer trials: — 

Average duration of trial 

Quantity of coal consumed pounds, 

Coal consumed per sq. ft of grate per hour pounds, 

Water at 1 00** evaporated per hour cub. ft 

Water per pound of coal, as supplied at 212 '....pounds, 
Smoke per hour — Duration of very light minutes. 

Do. brown „ 

Do. black „ o o 

From this it appears that the rate of consumption of fuel was slightly greater 
in the longer trial, that the quantity of water evaporated per hour was 
slightly less, and that the evaporative efficiency was reduced 5 per cent — 
probably arising from the worse condition of the boiler towards the end of 
the longer trial. There was rather less smoke during the longer trial. 

Table No. 29. — South Lancashire and Cheshire Qoals — Results 
OF Trials in a Marine Boiler at Wigan. 1866-68. 

(Compiled from the Report of Mr. Lavington £. Fletcher to the Association 
for the Prevention of Steam-Boiler Explosions.) 

Total area of fire-grates, 10.3 square feet. 



Coal. 



First Series of Trials. 

Hindley Yard 

Worsley Top Four Feet 

Upper Crumbouke 

Lower Crumbouke 

Upper Three Yards 

Six Feet Rams 

Great Seven Feet 

Blackrod Yard 

Pemberton Four Feet 

Haigh Yard 

Furnace Mine 

BickerstafTe Four Feet 

Rushy Park and Little Delf, mixed 

Ince mixed 

Arley Mine 



Average results of 15 samples 
of coal 



Mixture of 2 Hindley Yard coal 
and I Welsh coal-dust 



Coal Con- 
sumed 
per 
Hour. 



cwt. 

2.32 
2.88 
2.64 

2.43 
2.48 
2.44 

2.73 
23[ 

2.04 

2.35 

2.66 

2.54 
2.80 

2.63 

2.26 



2.55 



2.21 



Coal per 
Square 
Foot of 

Grate per 
Hour. 



lbs. 

25.24 

31.36 
28.74 
26.41 
27.00 
26.50 
29.71 

25- 14 

30.87 
25.53 
28.93 

27.67 
30.29 

28.64 

24.46 



27.63 



24.00 



Water 
Con- 
sumed 
from 100* 
per Hour 



cub. feet. 

46.17 
48.50 
48.13 
48.60 
46.26 

44.35 

51.34 

45.37 
5163 

47.38 

44.49 
45.28 

50.67 

46.52 

44.12 



47.25 



41.38 



Water per 
Square 
Foot of 

Grate per 
Hour. 



cub. feet. 

4.48 

3.04 
4.67 
4.72 
4.49 
4-31 
4.98 
4.40 

5.01 
4.60 

4.32 
4.40 
4.92 

4.51 
4.28 



4.59 



4.02 



Water 
Evapor- 
ated from 

and at 
2X2* per 
Pound of 

CoaL 



lbs. 

12.39 

10.37 
II. 31 

12.45 

11.60 

"34 
II. 71 

12.18 

II. 31 

12.54 
10.40 

11.08 
11.29 
10.99 
12.18 



11.54 



11.83 



Smoke 

per 
Hour. 



minutes. 



very light 

0.2 

4.0 

1.8 

3.3 
2.0 

5.9 
2.4 

2.9 

0.5 
1.4 

0.0 

4.3 
1.6 
0.4 



2.4 



0.0 



Note. — The quantities in column 6 have been recalculated. — D. K. C. 

Table No. 29 shows the general results arrived at by Messrs. Richardson 
and Fletcher, reduced from the report of Mr. Fletcher. The vacuum in 
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the chimney [at the base, probably] was observed to vary from ^ inch to 

fully 7/x6 inch of water, and in the flame-box from J^ inch to fully 5/ 16 inch. 

The fires were maintained at 14 inches thick, and the coal was stoked, on 

the coking plan, in charges of from 29 to 38 lbs., at intervals of from 1 1 to 

17 minutes. The perforations in the fire-doors were opened intermittently, 

and the doors were opened a little, occasionally, after firing. Each trial 

iasted for from 3 to 4 hours. The quantity of ash varied from i j4 to y per 

cent, and of clinker from 0.6 to 3 per cent. 

From the table, it appears that the quantity of water evaporated varied 

from 44. 1 2 to 51.63 cubic feet per hour, at the rate of from 10.37 lbs. to 
12.54 Ihs., at 212^ per pound of coal, averaging 11.54 lbs.; and that the 
coal was burned at the rate of from 25 J^ lbs. to 31^ lbs. per square foot of 
grate per hour. The duration of the smoke, which was very light, varied 
from 0.2 to 6 minutes per hour; the mean duration was 2.4 minutes in 
the hour. 

A mixture of Hindley Yard coal and Welsh coal-dust, in the proportion 
of 2 to I was tried, and the results are given in the table, showing an 

evaporation of i L83 lbs. of water per pound of the fuel, and at the rate of 

41.38 cubic feet per hour. 

Trials of the Marine Boiler at Wigan^ by Messrs. Nicoll and Lynn, 

Two independent series of trials of the South Lancashire and Cheshire 
coals were afterwards conducted at Wigan, with the same boiler, by Messrs. 
Nicoll and Lynn, for the Board of Admiralty: — the first series with the 
natural draught of the chimney ; and the second series with the stimulus of 
a jet of steam from a neighbouring boiler, under a pressure of 30 lbs. per 
square inch, directed into the chimney, to increase the draught.^ 

Table No. 30. — South Lancashire and Cheshire Coals — Summary 
Results of Performance in the Wigan Marine Boiler, 

In three series of trials, by Messrs. Richardson & Fletcher, and by 

Messrs. Nicoll & Lynn. 



Particulars. 


Trials by 
Messrs. 

Richardson 

and 

Fletcher. 


Trials of Messrs. Nicoll 
and Lynn. 


Without Jet. 


With Jet. 


Area of fire-grate, square feet 


10.3 

2.55 
27.63 


10.3 


10.3 


Coal per hour, cwt. 

Coal per sq. foot of grate per hour, lbs. 


2.53 
27.50 


41.25 


Water from 100° per hour, cubic feet 

Water per sq. foot of grate per hour, „ 
Water from and at 2 1 2 per pound of coal, lbs. 


47.25 

4.59 
11.54 


48.30 

4.69 

11.92 


69.13 
6.71 

11.36 


Duration of smoke, in the hour, ) 

very Kght, ! \ ""'""t^* 


2.4 


I.I 


0.0 



* Xeportofthe Trials at Wigan of the Steam Coals of South Lancashire and Cheshire, Aug. 15, 1867. 
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The summary results of the performance of the coals in the three serf 
of trials, by Messrs. Richardson and Fletcher, and by Messrs. NicoU 
Lynn, are placed together in table No. 30. It shows that the trial resul 
of Messrs. Richardson and Fletcher are confirmed by those of Messr^s 
NicoU and Lynn, who obtained an evaporation of 11.92 pounds of wate-^ 
from and at 212° F. per pound coal, more than 3 per cent greater than i 
the first trials, with less smoke. With the aid of the jet of steam in thi 
chimney, an evaporation of 1 1.36 pounds, only 1% per cent less than in th( 
first trials, was effected at the same time that nearly a half more water wa 
evaporated per hour. 

During the trials of Messrs. NicoU and Lynn, the observed average 
temperatures and draughts were as follows : — 

Without Steam Jet With Steam Jet 

Temperature in the smoke-box. Fahr. 402® 702° 

Do. in chimney „ 625® — 

Draught in flame-box inches of water, ^ full » 7x6 

Do. in chimney » ?^ i 

Messrs. NicoU and Lynn noted the respective quantities of clinker, ash, 
and soot, left by the combustion of each coal. The highest, lowest, and 
mean quantities of each residue, as percentages of the whole quantity of 
coal consumed, are subjoined for each series of experiments, with and 
without the use of the steam jet in the chimney: — 



Coal. 



Without the Steam Jet, 

Greatest clinker — Upper Crumbouke 

Least clinker — Bickerstafie Four Feet. 

Greatest ash — Furnace Mine 

Least ash — Great Seven Feet 

Greatest soot — Blackrod Yard 

Average of 16 coals 

With the :^eam Jet, 

Greatest clinker — Furnace Mine 

Least clinker — Bickerstaffe Four Feet. 

Greatest ash — Furnace Mine 

Least ash — Bickerstaffe Four Feet 

Greatest soot — Hindley Yard 

Average of 1 6 coals 



Clinker, 


Ash, 


Soot, 


Total 


percent. 


per cent. 


per cent. 


per cent. 


2.7 


1.8 


.2 


4.7 


•33 


2.1 


•23 


2.7 


2.7 


6.0 


.26 


8.9 


.6 


1.2 


.26 


2.1 


2.1 


1.9 


.6 


4.7 


1.7 


2.2 


•31 


4.2 


3-0 


2.9 


.23 


6.2 


•53 


1.2 


.26 


2.0 


3.0 


2.9 


•23 


6.2 


•53 


1.2 


.26 


2.0 


1.9 


1-9 


•53 


4.3 


1.8 


1.9 


.29 


3.9 



These results show that, taking averages, the greater rate of combustion 
effected by the aid of the steam jet, had little effect in increasing the 
quantity of clinker, that the ash was less, the soot rather less, and the sum 
total was less, than without the jet: — that, in short, there were, in round 
numbers, i ^ per cent of clinker, 2 per cent of ash, ^ per cent of soot, and 
in all 4 per cent of refuse. 

Messrs. Nicoll and Lynn embraced the opportunity of inspecting and 
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making a four-hours' trial of the boiler on board the screw collier Lindsay, 
belonging to the Wigan Coal and Iron Company, in which the furnaces 
were constructed with short grates and inverted bridges, similarly to 
the trial marine boiler, as shown in figs. 25. The stokers of the ship 
attended to the furnaces, which were worked with thick fires and stoking 
firing. The boilers, two in number, contained each three furnaces 2^ feet 
wide, and 35^ feet deep. The dead-plate was 6^ inches long, and 19 
inches below the crown of the furnace; the grate was 3>^ feet long, with a 
dip of 3J4 inches; the bridge at the grate was 9 inches below the crown of 
the furnace. The total grate-area for one furnace amounted to 8.75 square 



000000 
000000 
000000 
000000 





Figs, as.— Boiler of the Screw Steamer ** Lindsay.** Scale z/48. 

feet, and for six furnaces to 52.5 square feet. Thirteen hundredweight of 
Wigan coal was consumed per hour, being at the rate of 27.7 lbs. per square 
foot of grate per hour. Steam was maintained at an effective pressure of 
22 lbs. per square inch, and 460 indicator horse-power was developed. No 
smoke was visible during the run of four hours. When, for experiment, 
the stoker drove his rake through the fires, and fired up at random, dark 
smoke was discharged from the chimney. 

Messrs. NicoU and Lynn conclude their report by stating that their 
experiments with the trial marine boiler at Wigan, and with the boiler of 
the Lindsay "show that when the products of the coal are consumed, 
which we consider can be easily done by careful firing, the coals of this 
district have a high evaporative value, combined with great speed, and are 
in every respect fit for Her Majesty's service." 



Trials of Newcastle Coals and Welsh Coals in the Wigan Marine Boiler, by 

Messrs, Richardson and Fletc/ier. 

A mixture of Davidson's Hartley and Hasting's Hartley (Newcastle 
coals), and a mixture of Powell's Duffryn, Nixon's Navigation, and Davis's 
Abercwomboy (Welsh), were tried in the Wigan boiler — being the same as 
some coals that had been tried at Keyham Dockyard in 1863. The general 
results of the trials are, for comparison, placed together with those of the 
South Lancashire and Cheshire coals, thus: — 
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Table Na 31. — Comparative Results of Perforbiance of Newcastle Coi 
Welsh Coals, and South Lancashire and Cheshire Coals, 

in the wigan marine boiler. 



Particulars. 


Davidson's 
Hartley and 

HasuV* 
Hartley; 

half and half. 


PoweU's 

Duffrvn, 

Ni3c<m*s Navi- 

gauon, and 

Davis's Aber* 

cwomboy; 

equal thiras. 


Cheshire. 




HaurhYard 

(iUghest 
Evaporative 
Efficiency)^ 


Wocsley 
Top Four-feel 

(Lowest 
Evaporative 
Effi&ncy). 


AveracT^ 


Area of fire-grate square feet, 


10.3 


10.3 


10.3 


IO-3 


ro.3 / 


Coal per hour cwts. 

Coal per square foot of ) , 
grate per hour J P"""^*' 


2.65 
28.83 


2.41 
26.20 


2.35 
25-53 


2.88 
31-36 


2-55 
27.63 


Water from 100° per hour...cu. ft. 
Water per square foot of \ 

grate per hour j " 

Water from 212® per _^ ,^ 

pound of coal........ PO^^^^, 


51-33 
4.98 

"•95 


48.60 
4-72 

12.44 


47-38 
4.60 

12.54 


48.50 
4.71 

10.37 


4725 
4.59 

"•54 




Duration of smoke in ) _• . .„ 
the hour, veiyUght...;""""^*^^' 


1-3 


1-7 


0.5 


4.0 


2.4 



Showing that the average of the South Lancashire and Cheshire coals is 
inferior in rapidity and in efficiency of evaporation to both of the other 
coals, and that though the best of the South Lancashire coals has a greater 
evaporative efficiency than the others, the rapidity of evaporation was less. 

This comparison is corroborative of the deductions made from Delab&che 
and Playfair's analysis and trials of coals from the several districts (see 
page 45). 

A comparative trial was made to ascertain the effect of reducing the 
evaporating surface of the flue-tubes, by plugging up a number of them. 
Every alternate diagonal row of the tubes were plugged, thus throwing out 
of service half the number of tubes, and reducing the heating surface by 
206.5 square feet. The comparative results obtained, with fires 12 inches 
thick, were as follows: — 

Flue>tubes 
all open. 

Coal consumed per sq. foot of grate per hour... pounds, 25 24 

Water at 100° evaporated per hour cub. feet, 45.78 43.01 

Water per pound of coal, as supplied at 2 12°... pounds, 12.41 12.23 

Smoke per hour, very light minutes, 2.8 8.0 

Showing that with half the tubes open the results were nearly as good 
with them all open. 



Half the Tubes 
plnsged up. 
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Chap, XV.— SYSTEMATIC TRIALS OF COALS AS FUEL 

{continued). 

TRIALS OF SOUTH LANCASHIRE AND CHESHIRE COALS IN STATIONARY 
BOILERS AT WIGAN, BY MESSRS. RICHARDSON AND FLETCHER. 1 866-68. 

The coal selected for the trials in stationary boilers was Hindley Yard 
(ml from Trafford Pit No other coal was used. Hindley Yard coal, as 
may be seen in table No. 29, ranks with the best coals of the district. 

Three stationary boilers were selected: first, an ordinary double-flue 
Lancashire boiler, fig. 26, 7 feet in diameter and 28 feet long; the flue-tubes 
were 2 feet 7j4 inches in diameter inside, and were 
of ^-inch iron plate. Second, another Lancashire 
boiler of the same dimensions, but with tubes of steel 
plate, S/16 inch thick. Third, a Galloway or water- 
tube boiler, 26 feet long and 6j4 feet in diameter, 
with two furnace- tubes, 2 feet 7 ^ inches in diameter, 
opening into an oval flue 5 feet wide by 2 feet 
^}i inches high, containing 24 vertical conical water- 
tubes. 

These three boilers were set, side by side, on side 
walls and with two dampers, the flues being so 
arranged that the flame, after leaving the internal flue-tubes, passed under 
the bottom of the boiler, then along the sides, and thence by a main flue, 
37 feet long, to the chimney. 

The quantities of the boilers were as follows: — 

Total grate-area in each boiler — 6 feet long, 31.5 square feet 

4 » 21.0 „ 




Fig. a6. 

Experimental Stationary Boiler 

at Wigan Trials. Scale 1/96. 



Lancashire. 

Heating surface — In flue-tubes 464.34 sq. feet. 

In external flues 303.08 „ 



Conical Water-tube. 

431.12 sq. ft 

288.24 



>» 



Total heating surface of boilers 767.42 „ 719-36 

Green's economizer 850 sq. ft. 

^tio of grate-area, 6 feet long, to heat- ) 

r > I to 24.4 

ing surface J 

1^0. do. 4 feet long, do. i to 36.5 

Circuit, or length of heating surface \ 

traversed by the draught, from the I 80 feet 

centre of the grate j 

T^otal distance from centre of grate to ) r . 
, - , . ° M17 feet 

base of chimney J 

ight of chimney above level of floor 1 00 feet 

Do. do. of fire-grates 96 feet 9 inches. 

•m's fuel economizers, figs. 27, was placed in the main 

"•onnected or disconnected, as required, for the purposes 

of 84 vertical cast-iron pipes, 4^ inches in 



I to 22.8 
I to 34.3 

74 feet 
10 1 feet 
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ch 



diameter outside, 8 feet 9 inches long, fitted with self-acting scrapers, wl» *' 
were kept in constant motion by a small donkey engine, for the purpose "' 
removing the soot or flue dust that would otherwise have accumulated ^^ 
the pipes. The pipes were arranged in twelve rows of seven tubes in ea^^"' 
and exposed an united heat- 
ing surface of 850 squa.**^ 
feet, exclusive of the ho«^" 
zontal connecting pipes at 
the upper and lower ends. 
The feed-water was passed 
through the economizer on 
its way to the boilers, for 
the purpose of absorbing 
and thus economizing a por- 
tion of the heat of the pro- 
ducts of combustion. 

The chimney was octag- 
onal in form,6feet loinches 
across the base, and 5 feet 
across inside at the top, the 
area at the top being 21 
square feet 

The fire - grates were 
tried at two lengths — 6 feet 
and 4 feet The dead-plates 
were placed at a level just 
midway between the top 
and the bottom of the fire- 
tubes. It was found that 
grates of 4 feet in length gave a more economical result than those of 
6 feet in length, though they did not generate steam so rapidly. 

The boilers were tried with the three modes of firing — spreading, coking, 
and alternate firing; and it was found, on the whole, that with round coal 
the greatest duty was obtained with coking firing, and the least amount 
of smoke. With slack, side or alternate firing had the advant<^e. 

Fires of different thicknesses were tried — 6 inches, 9 inches, and 12 inches 
thick. It was found that 9 inches was better than 6 inches, and 12 inches 
better than 9 inches; and the thickness would have been further increased 
had the size of the furnace permitted it 

With respect to the place of admission of air above the grate, there was 
very little difference between the t^vo plans of admitting it at the door or 
at the bridge, but the bridge gave a slightly better result than the door; 
and the admission of air in small quantity was, on the coking system, 
effective in preventing smoke. The doors, figs. 28, were slotted for the 
admission of air, the supply of which was regulated by a sliding grid, 
and the inner face was perforated so as to deliver the air in small streams. 
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The maximum area of opening for air was fixed at 3 1 J4 square inches for 
eacli door, equal to 2 square inches per square foot of grate 6 feet long, or 
to 3 square inches per foot of grate 4 feet long. 

The standard fire adopted for trial, therefore, was 12 inches in thickness, 
of round coal, treated on the coking system, with a 
little air admitted above the grate for a minute or so 
after charging. 

There did not appear, upon the whole, to be any 
superiority in the performance of one boiler over that 
of another; but, inasmuch as the water-tube boiler was 
shorter than the others and had less heating surface, it 
may be inferred that the boiler would have shown to 
some slight advantage if it had had an equal area of 
heating surface. When the boilers were tried without 
the external flues, the draught having been taken 
direct from the interior flues to the chimney, the re- '^'^^^^^"'s^,^"'' 
suits were again practically the same; there did not 
appear to be any diflerence in performance between the steel flues and 
the iron flues. 

When water-tubes were introduced into one of the double-flue boilers 
a slight advantage was gained in evaporative efliciency. 

By the addition of Green's fuel economizer the performance was im- 
proved both in rapidity and efficiency of evaporation. 

The steam-induction system of Mr. D. K. Clark for increasing draught 
and preventing smoke, by forcing air into the furnace above the fire, was 
tried. By its means the smoke was reduced, and with round coal and 

4-Fect Grate versus 6-Feet Grate, 




Figs. a8. 



Round Coaly 1 2 inches thick. 

Length of grate feet, 

Coal per foot of grate per hour, pounds, 
Water at loo** evaporated ) , r* 

per hour „ [cub. ft., 

Water at 2 1 2^ per lb. of coal . . . pounds, 
Smoke per hour — Very light. minutes, 

Brown „ 

Black „ 

Slcuky 9 inches thick. 

Water at 100** evaporated | , ^ 

per hour ]<^ia.K 

Water at 212® per lb. slack... pounds, 
Smoke per hour — Very light., minutes, 

Brown „ 

Black „ 



Coking Firing, 

without 

Elconomizer. 



6 
19 

85.7 

10.12 
2.0 
0.4 
0.0 

18 



4 

72.8 

10.9 
2.8 
0.1 
0.0 



22 



64.6 


60.0 


71.9 


61.5 


8.3 


9-3 


9.2 


10.6 


03 


1.2 


0.0 


0.6 


0.0 


0.0 


0.0 


0.1 


0.0 


0.0 


0.0 


0.0 



Coldn£[ Firing, 

with 

Economizer. 



6 

19 
98.6 

11.57 

3.0 
0.7 

0.0 
17 



4 
23 

78.7 

"•75 
0.8 

0.1 

0.0 



19 



Spreading Firing, 

without 

Economizer. 



6 
20 

85.5 

9.68 
3.8 

3.5 
2.0 



4 
23 

73-0 

10.62 
14.2 

3.9 
2.0 
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spreading firing the rapidity of evaporation was increased. With slack 
the evaporation was decidedly improved, both in rapidity and efficiency. 

The self-feeding grate of Messrs. T. & T. Vicars, Liverpool, ^^^^^ 
tried. With slack and spreading fires it was superior in evaporative 
efficiency to hand firing, as well as in preventing smoke; but with coking 
fires the evaporation was both more rapid and more efficient 

4'Feet Grate versus 6-Fed Grate, 

The advantage of the 4-feet grate over the 6-feet grate is shown in th^ 
tablet of comparative results, page 125. With the 4-feet grate the evapor- 
ative efficiency was, taking an average, nine per cent greater than with tX^^ 
6-fcct grate, though the rapidity of evaporation was 15 per cent less, at t\rLC 
same time that more coal was burned per hour per square foot of ti^^ 
smaller grate. 

An attempt was made to compare the performances of the two grat^^s 
when equal quantities of coal were burned per hour, the fires being 12 inclm^s 
thick, with these results: — 

Coking Firing. 

Ixjngth of grate feet, 6 4 

State of damper two-thirds closed, fully open. 

Coal per hour cwts.. 

Coal i)cr foot of grate per hour pounds, 

Water at 100^ evaporated per hour cub. feet, 

Water at 2 1 a"* per lb. of coal pounds, 

Smoke per hour — Very light minutes, 

Brown „ 

Black „ 

showing that higher efficiency and rapidity of evaporation were obtain< 
from the shorter grate, in burning about equal quantities of coal per hour. 

Coh'n^ Firing^ versus Spreading Firing. 
The comparative performances with coking and spreading firing an 
exemplified by the following results: — 



4.0 


4.14 


14 


23 


65.0 


72.6 


10.10 


10.91 


4.3 


4.1 


0.4 


03 


0.0 


0.0 



6-fe«t Grate. 



4-fecc Grate. 



Cbldog. SpreadxDg. 



2.0 



Mode of firing, 1 2 inches thick Coking Spreadiiv. 

Ccal j^r fool of grate i>cr hour |X)ands, 19 20 | 23 23 

Water at ICO ^n-ajx^nucvi i>cr hvHir cub. tt. 85. 7 S5.5 " 72.S 73.0 

Water at ,1 1 ^ ' i^r llv of ixvil |x>unds, 1 o. 1 2 9.6 7 1 0.90 iol62 

Smoke :>er hour — Ver\- light minutes^ 2.0 3.S 2.S 14.2 

Rrv>wn 0.4 3.5 0,1 3,9 

B;ack ., c,o 2.0 olo 

M.x:e of r.r.ng. o ir.o'.cs t'.iv k 

OvXil IX": !\\^: of vra:c :x"r hor.r. :vuno>;. 
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showing that whilst with round coal the rapidity of evaporation is the same 
"W-ith both modes of firing, with slack, on the contrary, the spreading fire 
evaporates more water per hour than the coking fire. In other respects 
the coking fire has clearly the advantage. 

Thin Fires versus Thick Fires, 

The comparative results of coking firing with various thicknesses of 
fuel on the grate — 6 inches, 9 inches, and 12 inches thick — are contained 
in the following abstract: — 



, 



Round Coal, 

Thickness of fire inches, 

Coal per foot of grate per hour.... pounds, 
Vater at 100° evaporated per hour, cub. ft., 

'^Vater at 212** per lb. of coal pounds. 

Smoke per hour — Very light minutes. 

Brown 

Black 



>> 



>> 



Slack. 

Thickness of fire inches, 

Slack per foot of grate per hour... pounds, 
Water at 100° evaporated per hour, cub. ft., 

Water at 212° per lb. of coal pounds. 

Smoke per hour — Very light minutes, 

Brown ,, 

Black 



6-feet Grate. 



6 

20 
81.2 

9.16 

0.1 
0.0 



9 
20 

85.5 

9-79 
0.0 

0.0 

0.0 



12 

19 

85.7 
10.12 

2.0 

0.4 

0.0 



4-feet Grate. 



6 

24 
61.7 

9.21 

0.0 

0.0 

0.0 



6 
21 

50-5 
8.09 

0.0 

0.0 



9 

24 
70.7 

9-95 
0.4 

0.0 

0.0 



9 
22 

60.0 

931 
1.2 

0.0 

0.0 



12 

23 
72.8 

10.90 

2.8 

0.1 

0.0 



showing that the trials were in all respects decidedly in favour of thick 
fires rather than thin fires. 

Admission of Air above the Fuel, 

The effect of admitting air above the grate for the prevention of smoke, 
^^ <^ompared with that of its non-admission, is illustrated by the following 
averaged results from round coal 12 inches thick on 6-feet and 4-feet 
^'"ates, and slack 9 inches thick on 4-feet grates: — 

Air passages in fire-doors Constantly closed. 

Coal per foot of grate per hour pounds. 

Water at 100® evaporated per hour cubic feet. 

Water at 2 1 2® per lb. of coal pounds. 

Smoke per hour — Very light minutes. 

Brown „ 

Black 



mtly closed. 


Opened intermittently 
or always open. 


24 


21 


81.7 


79.0 


9.81 


10.5 


7.0 


6.1 


2.9 


1.5 


6.5 


2.1 



sV\ 



v>>ving that, by admitting air above the grate, smoke was materially 
-^^nished, and the evaporative eflficiency increased 7 per cent, but that 
^ rapidity of evaporation was diminished 3J^ per cent 
The average results of comparative trials of the admission of air above 
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the fuel, at the bridge or at the door, are given below. A split bridge was 
prepared and covered with a perforated plate of cast iron, the perforations 
having a united area equal to that of the air-holes through the doors. 
Round coal 12 inches thick, and slack 9 inches thick, were burned on the 
coking system ; the grates were 6 feet long. 

Air admitted AtFire-door. AtBndge. 

Coal per foot of grate per hour pounds, 18.3 18 

Water at 100' evaporated per hour cubic feet, 79.6 81.5 

Water at 212** per pound of coal pounds, 9.65 9.9 1 

Smoke per hour — Very light minutes, 1.6 0.2 

Brown „ 0.3 0.0 

Black „ 0.0 0.0 

showing that the admission of air by the bridge made a slightly better 
performance than by the door. 

The comparative effect of increasing the supply of air above the fuel 
was tried by perforating the mouthpiece of the furnace in one of the boilers 
to the extent of one square inch of opening per square foot of the 6-feet 
grate, and air was admitted in three proportions, thus: — 

Door only 2 square inches per square foot of grate. 

Door and mouthpiece 3 do. do. do. 

Door and split bridge 4 do. do. do. 

Round coal was burned, on the coking system, 12 inches thick, on the 
6-feet grates, and air was admitted constantly above the fuel: — 

Air passage per square foot of grate sq. inches, 234 

Coal per foot of grate per hour pounds, 17 18 18 

Water at 100° evaporated per hour cubic feet, 79.6 77.3 78.6 

Water at 2 1 2^ per lb. of coal pounds, 10.46 9.56 9.78 

Smoke per hour — Very light s. minutes, 1.2 1.6 0.0 

Brown „ 0.2 0.0 0.0 

Black „ 0.0 0.0 0.0 

showing that the efficiency and rapidity of evaporation fell off when the 
opening for air exceeded 2 square inches per foot of grate; but that, on 
the contrary, 4 square inches of openings, when half the air was admitted 
at the bridge, was more efficient than 3 square inches, when the whole of 
the air was admitted at the door. 

This and the preceding results together point to the conclusion that 
the bridge was a better place than the door for the admission of air above 
the fuel. 

Finally, with respect to the admission of air above the fuel, a compara- 
tive trial was made to show the difference of effect in introducing the air 
in streams above the fuel, and in introducing it in a body undivided, through 
a rectangular opening at the top of the fire-door. The grate was 6 feet 
long, with coking fires 12 inches thick of round coal. 
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Admission of air. InStreams. InaBody. 

Coal per foot of grate per hour. pounds, 17 18 

Water at 100® evaporated per hour cubic feet, 79.6 79. 2 

Water at 212*' per lb. of coaL pounds, 10.46 9.80 

Smoke per hour — Very light minutes, 1.2 1.5 

Brown „ 0.2 0.0 

Black „ 0.0 0.0 

shoiving 6}i per cent gain of efficiency by dividing the air into streams, as 

compared with the admission of the air in a compact body, though the 

smoke was equally well prevented. 

Mr. Fletcher concludes that the greatest rapidity of evaporation is 

obtained when the passages for the admission of air above the fuel are 
constantly closed ; that the next degree is obtained when they are open 
only for a short term after charging; and the lowest when they are kept 
open continuously. He also concludes that, whilst in realizing the highest 
power of a free-burning and gaseous coal, smoke will be prevented, yet in 
realizing the highest power of the boiler, smoke will be made — ^a proposition 
which was previously acknowledged and laid down by Messrs. Longridge, 
Armstrong, and Richardson in their report 

Slack, 

In the trials of slack, it was found that smoke was prevented as success- 
fully as with round coal, though the evaporative efficiency of slack was from 
I pound to I J4 pounds of water less per pound of fuel, than with round coal. 
The loss of evaporative rapidity in burning slack on the coking system 
without smoke, as compared with the spreading system with smoke, has 
already been reported above; and the loss is shown to amount to 15.5 cubic 
feet of water evaporated per hour, or to 20 per cent, by coking as compared 
with spreading firing; whilst, on the contrary, the coking firing increased 
the evaporative efficiency of the slack .4 pound of water per pound of 
slack, or 4J^ per cent, as compared with spreading firing. 

To work out the problem of firing slack, without smoke, and without 
loss of rapidity of evaporation, trials were made at the boilers of sixteen 
mills, when the slack was fired on the alternate side systentL No alteration 
was made in the furnaces in preparation for these trials. In many instances, 
the fire-doors had no air-passages through them; the grates were from 
3 feet 7 inches to 7 feet long, the average length being 6 feet The following 
were the general results: — 

Number of boilers fired 65 boilers. 

Slack burned per boiler per week of 60 hours I7«35 tons. 

Slack per square foot of fire-grate per hour 19-25 pounds. 

Smoke per hour — Very light 11.5 minutes. 

Brown 2.3 

Black 0.3 

In twelve instances no black smoke whatever was made; and the 
average quantities of smoke per hour above recorded, show that the 

Vol.1. 9 
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nuisance of smoke was practically removed, while, it is said, the steam was 
as well kept up, and the speed of the engines as well maintained, as before 
the trials were made. 

Comparative Performance of the Stationary Boilers at Wigan. 

There were made altogether about two hundred and ninety trials with 
the three boilers, of which sixty may be regarded as comparative trials 
of the boilers. The results of these sixty trials are embodied in the table 
No. 32, pages 130, 131. The second part of the table gives the best results 
that had been obtained from each boiler, supplied with round coal, on the 
coking system ; and with air admitted through the doors for a few minutes 
after charging. Suffice it, meantime, to remark that the performance of the 
double-flue boilers amounted practically to the same as that of the water- 
tube boiler. Thus, the means of the double-flue boilers compare as follows 
with the results of the conical water-tube boiler: — 

Averages of Sixty Trials^ without Economizer — • 

Water at xoo* consumed Water at 2X3* 

per hotir. per lb. of coal. 

Double-flue boilers 79-65 cubic feet ...... 1 0.3 1 lbs. 

Conical water-tube boiler 78.95 ,> io-34 

Best Results obtained: — without Economizer — 

Double-flue boilers 81.92 „ 10.86 

Conical water-tube boiler 79-17 » 10.58 

With Economizer — 

Double-flue boilers 90.72 „ 11.56 

Conical water-tube boiler 86.31 „ 11.82 
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In doing the same work, it is to be noted that the water-tube boiler was 
2 feet shorter, and 6 inches less in diameter, than the double-flue ; and that 
it had 48 square feet, or 6 per cent less area of heating surface. 

Flash'flues. 

A trial was made with the object of testing the comparative merits of 
the plain double-flue and the water-tube flue, by shutting off* the draught 
from the external flues, and leading it direct from the internal flues to 
the chimney, with the following results (grates 6 feet long, coking firing, 
12 inches thick): — 

Without Economizer — 

Water at zoo* consumed Water at ax a* 

per hour. per lb. of coaL 

Iron double-flues 82.97 cubic feet 8.23 lbs. 

Water-tube flue 80.00 „ 8.50 „ 

With Economizer — 

Iron double-flues 98.85 „ 10.08 „ 

Water-tube flue 89.08 „ 10.16 „ 

showing that the double flues, having 33 square feet, or nearly 8 per ceiE-r? 
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heating surface than the water-tube flue, evaporated more water per 
', but with rather less efficiency than the water-tube flue. 
The evaporative power of the boilers was rather increased than diminished 
the closing of the external flues, though there was a sacrifice of evapor- 
efficiency. 

Water-tubes, 

To find what advantage is derived from the increasing practice of 
^'^^erting water-tubes in the flues of Lancashire boilers, four water-tubes 
re inserted in each flue of the iron flue-boiler, $yi inches in diameter 
ide, and 2 feet /j^ inches long. An addition of 30 square feet was thus 
*^^^^e to the flue-heating surface; and the following were the comparative 
*"^^ults: — 

Water at zoo* consumed Water at axa* 

per hour. per lb. of coaL 

Without water-tubes 91.15 cubic feet 10.43 lbs. 

With water-tubes 91.12 „ 10.77 » 

showing equal rapidity of evaporation, and a gain of 3 per cent in evapor- 
^-tive efficiency, by adding water-tube surface amounting to 6% per cent of 
iiiside flue surface, or to 4 per cent of the total heating surface. 

Greenes Fuel Economizer, 

The economical results of this economizer have been given in the course 
of the foregoing analyses. The following are the averages of various com- 
parative trials of the boilers with and without the economizer, burning 
round coal, and slack, and with coking firing, on 6-feet grates and 4-feet 
cerates. 

Without With 

Economizer. Economizer. 

Coal per square foot of grate per hour pounds, 21.6 21.4 

Water at I GO** evaporated per hour cubic feet, 72.55 79.32 

Water at 212* per pound of coal pounds, 9.60 10.56 

Smoke per hour — 

Very light minutes, 2.1 2.1 

Brown „ i.o 0.8 

Black „ 3.1 2.1 

showing that, in burning equal quantities of coal per hour, the rapidity 
of evaporation is increased 9.3 per cent, and the efficiency of evaporation 
10 per cent, by the addition of the economizer. 

Temperature of the Products of Combustion^ and of the Feed-water, 

In connection with the observations on the action of the economizer, 
the temperatures of the products of combustion in the chimney-flue, before 
and after passing through the economizer, were observed; and likewise 
those of ♦^^^ ^— ^-water. The following were the observed temperatures: — 
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With 6-feet Grate. 


mth4- 


feet Grate. 


Round Coal, 


Before. 


After. 


Before. 


After. 


Average temperature of gases 


630^ 

53 


385° 
157 


505- 
42 


313' 

140 


„ „ feed- water 


Slack, 










Average temDerature of gases 


668 
41 


295 

157 


498 
41 


312 
134 


„ „ feed-water 


Mean of the Round Coal and Slack, 










Average temDerature of gases 


649 
47 


340 
157 


501 
41 


312 
137 


„ „ feed- water 



showing that to raise the temperature of the feed -water iio° and 
96'' respectively with the 6-feet and 4-feet grates, the gases were cooled 
300° and 211° respectively; or, taking averages: — 

To raise the temperature of feed-water 1 00° 

The gases were cooled down 250° 

Temperature of the Products of Combustion, without the Economizer, 

The variations to which the temperature of the escaping gases is subject, 
are illustrated in the annexed statement, showing the temperature with 
different thicknesses of fire, burning round coal with coking firing, without 
the economizer. 



Round Coal. 



Thickness of fires, inches, 

Coal per foot of grate per hour, ....pounds, 
Water at 100** evaporated per hour, cu. feet. 
Water at 212" per pound of coal, ...pounds. 

Temperature in chimney-flue, 

Smoke per hour — Very light, minutes. 

Brown, „ 

Black, „ 



With 6-feet Grate. 


With 4-feet Grate. 


12 


9 6 


12 9 6 


19 


20 20 


23 24 24 


85.7 


85.5 81.2 


72.8 70.7 61.7 


10.12 


9.79 9.16 


10.90 9.95 9.21 


630" 


556° 539° 


BOS'* 45 1'* 445*' 


2.0 


0.0 0.5 


2.8 0.4 0.0 


0.4 


0.0 0.1 


0.1 0.0 0.0 


0.0 


0.0 0.0 


0.0 0.0 0.0 



It is shown that the temperature in the chimney flue is lower with the 4-feet 
grate, than with the 6-feet grate; it averages 107' lower, and correspond- 
ingly, the evaporative efficiency averages higher. But, with the same grate, 
both the evaporative efficiency and the temperature become less with the 
thinner fire, due, no doubt, as Mr. Fletcher points out, to the passage of a 
greater surplus of air through the thinner fire. 

Volume of Air Supply and Products of Combustion, 

The volume of air entering the ash-pit and passing through the grate, 
when the doors were closed, was found, by means of Biram*s anemometer, 
to be, for grates 4 feet long, with fires 9 inches thick, from 245 to 250 cubic 
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et per pound of coal burned; the average velocity of entrance into the 
I^-pit, which was 2 feet square, having- been observed to be 9.3 feet per 
crond. As the composition of the coals has not been given, it may only 
: assumed roughly, that the coal chemically consumed 140 cubic feet of 
*" for the combustion of one pound; and, if the above-noted quantities of 
*~ supplied be exact, it would follow that a surplus of air amounting to 
^m 75 to 80 per cent was present. 

From an analysis of the products of combustion in the chimney, it 
■I^peared that there was no appreciable quantity of carbonic oxide present- 

Trials under Steam of more tlian one Atmosphere of Pressure. 

As the experiments at Wigan were made under one atmosphere of 
*essurc, a few additional trials were made under an effective pressure of 
lbs. per square inch, with the following comparative results: — 

Water at 100° evaporated per hour, cubic feet, S3. 6 80.4 

Water at 212° per pound of coal, pounds, fo.76 9.53 

ihowing a reduction of i ;^ pounds of water in evaporative efficiency, at the 

ligher pressure, which is more or less accounted for. first, by the greater 

:otal heat of steam at the higher pressure, requiring more fuel-heat for its 

formation ; secondly, by the higher temperature of the water in the boiler 

,t the higher pressure, which would to some extent retard the absorption 

of the last portions of heat from the gases before they escaped into the 

limney-flue. Still, the difference is not thus sufficiently explained. 

Trials with D. K. Clark's Steam-induction Apparatus for the 
Prevention of Smoke. 
In Clark's smoke- pre venter, described and illustrated in pages 176, 177, 
the air was admitted through the door, regulated in quantity by a flap-valve, 
and deflected upwards upon an air-plate placed across the furnace above the 
dead-plate, and against the furnace-front. Steam from an auxiliary boiler 
■was conducted by a pipe above the air-plate, and was discharged in four 
jets over the fire, towards the bridge. In passing over and beyond the 
edge of the air-plate, the steam induced the air which passed forward from 
the door under the air-plate, and carried it onward above the fire — thus 
forcibly mingling it with the combustible gases, and at the same time 
increasing the draught. 

The trials were made in three ways — ist, with the jets and the air-valves 

constantly open; 2d, with the jets and the air-valves open for a minute or 

so only, after each charge; 3d. with the jets constantly open, white the 

ir-valves were closed. It was found that, when the jets were constantly 

pen, the quantity of steam consumed from the auxiliary boiler to supply 

lunted to ore-thirtieth of the quantity of water evapor.ited. 

'ii^ are the results of performance with grates 6 feet long, 
id air-valves were open for a minute or so only, after each 
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charge; and, taking the interval between the charges at fifteen minutes, it 
will be seen that the quantity of steam consumed by the nozzles was 
insignificant: — 



D. K. Clark's Stbam-induction Apparatus. 
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Round Coal; 6-fed Grate, 

Firing, 12 inches thick, 

Coal per square foot of grate per hour, pounds, 

Water at 100° evapo- { steam-inductor, cubic feet, 
rated per hour, ( ordinary door, „ 

Water at 2 12° per pound \ steam-inductor, pounds, 
of coal, \ ordinary door, „ 

Smoke per hour, steam-inductor — 

Very light, minutes. 

Brown, 

Black, 

Smoke per hour, ordinary door — 

Very light, minutes, 

Brown, „ 

Black, „ 

Slack; 6-feet Grate, 

Firing, 9 inches thick, 

Coal, per square foot of grate per hour, pounds, 

Water at 100° evapo- ( steam-inductor, cubic feet, 
rated per hour, ( ordinary door, „ 

Water at 2 1 2° per pound | steam-inductor, pounds, 
of coal, \ ordinary door, „ 

Smoke per hour, steam-inductor — 

Very light, minutes, 

Brown, 

Black, 

Smoke per hour, ordinary door — 

Very light, minutes. 

Brown, „ 

Black, „ 



99 



99 



Without Economizer. 



Coking. 
18.77 
87.70 
89.81 
10.38 
10.32 

0.9 
0.0 
0.0 



31 
0.8 

0.0 



Coking. 

18.77 
78.52 

67.55 
9.17 

8.88 

0.8 
0.4 

0-3 

0.2 
0.0 
0.0 



Sin«ading. 

23.86 

101.80 

86.77 

9.41 

9.76 

4-9 
1.6 

0.7 

5.3 
4.9 
3.3 



Widi 
Eooooniixer. 



Coking. 
18.20 
91.77 
99.88 

II.I5 



0.4 
0.0 
0.0 



Coking. 

20.7 

101.09 

71.58 
10.65 

9.23 

0.9 
0.4 
0.4 

0.0 
0.0 
0.0 



showing that with round coal and coking firing, there is no advantage by 
the steam-inductor, except in reducing the smoke ; and on the contrary, it 
appears to evaporate less water ; but that, with spreading firing, much more 
water, by 17 per cent, is evaporated with the steam-inductor than with the 
ordinary door. With slack the evaporation is decidedly superior, both in 
rapidity and eflSciency, with the steam-inductor. 

Trials with Self-feeding Fire-grates, 

In the self-feeding system of Messrs. T. & T. Vicars, of Liverpool, the 
fire-bars are in one length, say 6 feet or 4 feet, to which a longitudinal 
reciprocating movement is imparted automatically. The whole set of bars 
is pushed back a few inches, with the charge of coal on them, and then 
gently drawn forward towards the door, two or three at a time, leaving the 
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<^oal Stationary. Thus, the fresh coal being fed at the front of the fire, it is 
slowly and steadily moved to the back, so that the gas evolved from the 
fresh coal is dischai^ed in a steady stream, and consumed in passing over 
the bright fire at the back of the grate. 

The following are the results of performance with Vicars' grate, in con- 
suming different charges of coal and slack ; showing also the effect on the 
performance, of extending the length of the trial: — 



» 



» 



Round Coal; fires g inches^ Grate 4 feet 

Quantity of fuel consumed, pounds, 

Coal per square foot of fire-grate per hour, „ 

water at xoo» evaporated per hour,... { SS;^"'"!"' 

W^erat ^r.'per pound of coal. { S^gS^.-..^^-^^' 

Smoke per hour: — 

Very light, minutes. 

Brown, 

Black, 

Slack; fires p inches. 

X^ength of grate, 

Quantity of fuel consumed, pounds, 

Coal per square foot of fire-grate per hour, „ 

Water at 100** evano- J ^^^^^' ^rate, cubic feet, 

pouna 01 coal, | Spreading firing. 

Smoke per hour. Vicars' grate: — 

Very light, minutes, 

Brown, 

Black, 



1500 3000 

27 24 

83.62 73.29 

75-92 — 

lo.ii 10.27 

10.91 — 

0.6 

0.0 
0.0 



»9 



» 



4 feet. 
1500 3000 
22 23 

64.95 64.31 

60.72 

77.72 — 
9.82 

9.58 
8.94 



9.20 



2.0 
0.0 
0.0 



0.9 
0.0 
0.0 



6 feet. 
2000 3500 
19 17 
77.94 72.01 
67.56 — 



9-52 
8.88 



9.25 



3.8 

0.3 
0.0 



0.6 
0.4 
0.0 



3.6 

0.0 
0.0 

With 
Econo- 
mizer. 

2000 

78.97 
71.58 

10.56 
923 



0.0 
0.0 
0.0 



It is seen that, with slack, Vicars* grate had the advantage both in 
tapidity and efficiency of evaporation over hand-firing coking, and that it 
also evaporated more rapidly with round coal, but less efficiently ; though, 
if the rapidity had been the same, the efficiency would probably also have 
l>&en the same. Compared with spreading firing. Vicars' grate was superior 
m evaporative efficiency as well as in the prevention of smoke, though it 
did not evaporate so rapidly. 

With respect to the results of the extension of the trial to burn larger 
of coal continuously, the rapidity of evaporation fell off in the 
trials, and, to some extent also, the efficiency ; but it is remarkable 
grates were very little behind the 4-feet grates in efficiency.^ 

Stoker in its most recent development is noticed and illustrated in a subsequent 
al Firing." 
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Comparative Performance in Calm and in Windy Weather. 

It was found that the effect of a high wind was invariably to increase 
the quantity of water evaporated per hour, at the same time that the 
evaporative efficiency was also increased. The following are the average 
results of performance with round coal and slack, two sizes of grate, and 
various thicknesses of fire: — 

Calm. Windy. 

Coal per week of 60 hours, tons, 15.10 16.46 

Coal per hour, cwts., 5.03 5.49 

Coal per square foot of grate per hour, pounds, 19 21 

Water at 100° evaporated per hour, cubic feet, 78. 18 87.69 

Water at 212° per pound of coal, pounds, 9.64 10.06 

Smoke per hour — 

Very light, minutes, 1.5 1.6 

Brown, „ 0.2 0.4 

Black, „ 0.2 o.i 

Comparative Performance when the Natural Draught was increased by the 

aid of an Auxiliary Furnace. 

An auxiliary furnace was put in action at the bottom of the chimney, so 
as to increase the draught. The effect, taking the mean of a number of 
trials, was to raise the rapidity of evaporation from 72.96 to 84.09 cubic feet 
of water at 100°, per hour, whilst the water evaporated per pound of fuel 
was raised from 10.77 to 10.81 pounds. The mean efficiency, thus slightly 
raised, was in fact an average of two opposite effects ; for, with round coal,, 
the efficiency was reduced, whilst with slack it was increased, by the 
additional draught 

Mr. Fletcher's Conclusions. 

Mr. Fletcher draws the following conclusions from the experiments on 
stationary boilers at Wigan: — ist. That the coals of the South Lancashire 
and Cheshire district, though of a bituminous and free-burning character, 
can be economically burned in the ordinary class of mill-boiler, without 
smoke. 2d. That the double-flue Lancashire boiler, whether with steel or 
iron flues, and the Galloway, or water-tube boiler, are practically equal in 
performance; and that both of them develop, when suitably set and fired, 
high economic results. 3d. That external brickwork flues, though adding 
but little to the yield of steam, save fuel. 4th. That the addition of a feed- 
water heater or economizer is a decided advantage, not only in increasing^ 
the yield of steam, but also in diminishing the annual cost of boiler repairs 
and coal. 

The annexed table, No. 33, extracted from Mr. Fletcher's Report, is 
arranged to show comparatively the Rates of Evaporation in terms of the 
heating surfaces and grate areas of the marine boiler and the stationary 
mill-boilers when they developed the comparative economical results given 
in table No. 32, for coking firing and spreading firing. 
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Table No. 33. — Showing the Rate of Evaporation from the Heating Surface of 
the Boilers, as well as from the Fire-grate, when developing the Economical 
Results given in Table No. 32. 











Coal 

toot 
Grate 

Hour. 


Water 

at 

100' 

per lb. 
of 

CoaL 


Mean Rate of Evaporation per Hour 
from a temperature of loo*. 


CoMumoNS OP Trials. 


Heating Surface. 


Fire-grate. 


Water 

per ft. 

Surface 

Hour. 


Surface 

to 
evapo- 
rate I 
cubic (t 
Water. 


Depth 

of 
Water 
evapo- 
rated 
over the 
whole 
Surface 

Hour. 


Water per foot 

Grate per 

Hour. 


Multitubnlar 
Marine 
BoUer. 


Round 
Coal. 


Grate 
3 ft. 
long. 


Coking firing, 12" 
Spreading „ „ 


lbs. 
29 


lbs. 
II. 12 
10.06 


lbs. 

5.80 

6.18 


sq. feet. 

10.76 
10.10 


inches. 

I. II 
1. 19 


lbs. 
277.5 
295.6 


cu. ft. 
4.44 

4.73 


Mm 

Boilers, 
Ai'erages 

L ^^ 
Nos.2,3,4. 


Round 
Coal. 


Grate 
6 ft. 


Coking „ „ 
Spreading „ „ 


19 
20 


9.07 
8.67 


7.24 
7.66 


8.63 
8.75 


1.38 
1.37 


1730 
170.3 


2.76 
2.72 


Grate 

4ft. 


Coking „ „ 
Spreading „ „ 


23 

23 
29 


9.77 
9.52 


6.05 
6.07 


10.28 

IO-33 


1. 16 
1. 16 


216.5 
217.3 


3.46 
3.47 


Slack. 


Grate 
4ft. 


Coking firing, 9" 
Spreading „ „ 


8-37 
8.01 


5.41 
6.50 


12.22 
9.66 


0.98 
1.23 


183.0 
2315 


2.92 
3.69 


Round 
CoaL 


Grate 
6 ft. 


Coking firing, 12'' 

Without external 

flues. 


22 


7.49 


"34 


5.56 


2.16 


162.0 


2.59 



Chapter XVL— SYSTEMATIC TRIALS OF COALS AS FUEL 

{continued). 

TRIALS OF ANTHRACITES, WELSH COALS, NORTHUMBERLAND COAL, 
AND ARTIFICIAL FUELS, BY D. K. CLARK. 1 88 1 -82. 

The author, as testing engineer to the Smoke Abatement Committee, 
1 881-1882, conducted an extensive course of tests of fuels, and reported on 
them as follows:^ — 

Twenty-nine varieties of anthracites and Welsh coals, with three samples 
of Newcastle coals, and three samples of artificial, or so-called patent fuels,. 
were submitted to be tested. The tests were distributed as follows: — 



Fuels. 


Number of Fuels. 


Number of Tests. 


Anthracites 


16 
13 

3 
3 


18 
20 

4 

3 1 


Welsh steam coals 

Northumberland steam coals. . . . 
Aitificial fuels 




Totals 


35 


45 1 



* Reproduced from the "Official Report of the Smoke Abatement Committee," 1882. 



PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 

The steam-boiler, figs. 29, in daily operation at the printing worVs of 
Messrs. R. Clay, Sons, & Taylor {now Messrs. R. Clay & Sons), Bread Street 
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Hill, Queen Victoria Street, London, was, with the permission of the pro- 
prietors, selected to be the testing boiler. It was sUrtcd at work on 
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September I, 1879. It is of the Lancashire or double flue-tube type, as 
shown in figa 29. The shell is 7 feet in diameter and 18 feet in length; 
the two flues are 2 feet 9 inches in diameter at the furnace, and reduced 
conically to a diameter of 2 feet 4 inches at the far end. There are two 
characteristic features in the plan of this boiler — the invention of Mr. 
Fountain Livet, One feature is the form of the seating and the propor- 
tioning of the flues. The boiler is set, for a winding draught, upon Uvo 
cast-iron stools, extending between which a central partition wall is built, 
finished with a course of bull-nose bricks, which are in contact with the 
lower side of the boiler, though they do not take any of the load. The 
flues, right and left of the central partition, with a winding draught, are 
made successively larger in sectional area as they advance from the fire- 
tubes. That is to say, the first external flue, leading to the front, is larger 
in sectional area than the internal flue-tubes taken together; and the second 
external flue, leading from the front to the back, at the other side of the 
boiler, is larger than the first flue. The chimney likewise is formed with 
an expanding sectional area towards the top. Two capacious pits are 
constructed, one at each end of the boiler, for the collection of dust and 
soot. The second special feature was the fire-grate: tlie fire-bars are made 
of great depth — about 12 inches — and of a long wedge-formed section, so as 
to facilitate the in-draught of air into the fire, and to warm it as it ascends. 
■ That they may not be subject to breakage by unequal expansion, the fire- 
^^htiars are constructed in two parts, upper and lower, longitudinally fitting 
^Btogether to form one bar. Mr. Livet states that, by the adoption of such 
^f arrangements, the draught is improved, and a greater proportion of heat is 
absorbed by the boiler, in consequence of the diminishing velocity of the 
current, as compared with the velocity in a system of flues of uniform area 
<rf section. 

I The fire-grates were 22 inches in width, being 1 1 inches narrower than 
the fire-place. The dead-spaces at the sides were filled with cast-iron plates. 
The grates were 5 feet in length, and had together a working area of 
l8J^ square feet. The fire-bars were made in two lengths, and there were 
15 in the width. They were i J^ inches in thickness at the dead-plate, and 
IJ^ inches at the bridge, with air-spaces averaging s/i* ii^li wide. The 
fire-bars are from 10 inches deep at the front to 12 inches deep at the back; 
they are flat at the top, and grooved. 

The boiler is coated with Leroy's composition, 3 inches in thickness. 
The boiler was fed with New River water, which under ordinary condi- 
tions deposits a hard scale. But the formation of scale was here prevented 
by the use of plates of zinc suspended within the boiler. Mud and sand 
were deposited at the bottom. The boiler is, in ordinary practice, cleaned 
out every three months. As the tests were carried on over a long period 
of time — upwards of three months — samples of steam from the boiler were 
tested from time to time for priming water in mixture with the steam. 
The results of these tests proved that there was little or no priming in the 
steam. For instance, on tlie 22d and 23d December, 1881, just before the 
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boiler was washed out, the results of four tests showed an average of less 
than I J^ per cent of the whole water supplied as priming, thus: — 

Dec. 22, 1881 Priming 1.60 per cent 

» 22, „ „ 1*33 » 

,1 23, „ „ 0.00 „ 

I, 23, „ „ 2.00 „ 

Average 1.23 „ 

On another occasion — in March, 1882 — within a week after the boiler 
was cleaned out, the results of two tests were as follows: — 

March 31, 1882 Priming 1.39 per cent 

Mean 0.70 „ 

In view of these evidences of the general purity of the steam, it may be 
assumed that the tests of fuels were worked under uniform conditions of 
the boiler. 

Each test was completed in one day, lasting usually for periods of from 
7}^ hours to 8 hours. The feed-water was measured from a large rectangular 
tank, where the temperatures at the beginning and the end of the experi- 
ment were taken. The coal was weighed out i cwt or 2 cwts. at a time, 
and broken into manageable pieces which were usually charged into both 
fires, }i cwt to each, one after the other. Occasionally 2 cwts. was charged 
at a time, in the case of anthracites; and occasionally the firing was al- 
ternate. Before the trial was commenced, the fires were allowed to bum 
down until they were ready for fresh stoking. The levels and condition of 
the fires were noted, together with the level of the water in the boiler ; also 
the time; then the trial was held to commence, and a chaige of coal was 
delivered. Towards the end of the period of trial the fires were again let 
down until they were ready for fresh stoking, care being taken that they 
should be, as nearly as could be ascertained, in the same condition as at 
the commencement, also that the water-level in the boiler was the same as 
at the commencement. The trial was then held to have terminated. The 
time was noted ; the unconsumed coal that was weighed out, if any was left, 
was weii^hed back ; the clinker was cleared from the grate, and both it and 
the ash from the ash-pit were weighed. The level of the water in the tanks 
was aijain mcasureii. and the fall of level and the quantity consumed were 
dctorniinoii. The temperature of the burnt gases as they passed away to 
the chimney was i^ai^^od at short inter\als by means of a p>Tometer. The 
snioko-shadc at the chinincy-top was noted. The standard working pressure 
was that of (v lbs. per square inch at the safety-valve. 

Six of the tests were made with one of the steam boilers at the Brixton 
Tumpini^ Station of the l.amhoth Waterworks, titted with the fire-doors of 
\\\ .\. Martin 'S: I'o. Th.o ostensible purivse vM* these tests was the testing 
of the tire doors and i^ratcs; and. incidentally, the occasion was improved 
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for \he purpose of, at the same time, testing the steam coals consumed. The 
boiler is described in the notice of the tests of the Martin doors, page 184. 

One test was made in conjunction with the test of J. Wavish's upright 
fire-grates, in a Lancashire boiler, at the works of the Oil and Stearine 
Company, West Ham, noticed in the Report on Steam Boiler Appliances. 

The leading results of the tests of coals are stated in Table 34. The 
tests of anthracites and Welsh steam coals, Nos. i to 37, and tests Nos. 43 
and 44 of two artificial fuels, were made with the testing boiler at Clay & 
Co.'s printing works. The six tests Nos. 3S to 43 were made at Brixton 
Pumping Station, and the last test. No. 45, was made at West Ham. 

The anthracites of the Anthracite Coal Company were, in general, rough 
of fracture, and friable. The most efficient of them for the ratio of the 
evaporated water to the fuel, according to column 16 of the table, was 
No. 7, the Brass Vein anthracite, from Ystradgunlais, by which 14.23 lbs. 
of water was evaporated per lb. of fuel from and at 212° F. At the end of 
the eight hours' trial, there was but little clinker and ash, and the clinker 
did not adhere to the fire-bars. This anthracite proved, in fact, to be one 
of the best of all the samples that were tested, in combining evaporative 
efficiency with maintenance of pressure and ease of stoking. Nos. S and 
10, anthracites, from the 4-feet Vein of Evans and Bevan, proved to be tlie 
poorest of all the anthracites that were tested; the steam pressure could 
not be maintained, as the grate was encumbered with ash and clinker, 
which required to be frequently sliced, although it parted without difficulty 
from the bars. 

The Cawdor anthracite. No. 15, swelled to a small extent in the furnace 
— an indication probably of a slightly bituminous nature — though it was 
entirely smokeless. 

The Dynant anthracite. No. 16, was hard, and it broke with a clean 
fracture. It burned brightly and evenly, with a strong heat. The damper 
was fixed at " half-open," and it remained in this position during the test 
The clinker was easily sliced off. 

The Trimsaran samples, Nos. 17 and 18, from the 9-feet Vein and the 
4-feet Vein of tlie Gwendrcath Valley, behaved differently. No. 17 yielded 
more heat and evaporated more water than No. iS, but it burned less freely. 

Beginning with the first of the Welsh coals, No. 19, Graigola coal, was 
one of a series of five coals exhibited by Cory, Yeo & Co. It was a hot- 
burning coal, expanding quickly as it became heated, and burning off 
quickly. It was very friable — the only sample tliat was very friable, — and 
it would have better suited an easier draught. No. 20, Graig Merthyr, was 
a very hard coal, which lay as it opened, without any enlargement of volume. 
No. 21, Clydach Merthyr, burned much more freely than the two preceding 
samples. No. 22, Velindre Merthyr (Birch Rock), is a hard coal, and burns 
like anthracite, rather dark on the top. No. 23, Hill's Merthyr. was the 
last of this series. Nos. 20, 22, and 23 were the hardest, and were preferred 
to many other samples. 

No. 24, Mardy, 4-feet Seam, is a very hard coaL It burned solidly, and 
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Table No. 34. — Results of Tests or Anthraqtes and 






O 



1 
s 

3 



5 
6 

7 
8 

10 

14 

9 
II 

IS 

13 
IS 

16 



17 
18 



19^ 
so» 

SI 

ss* 

S3 

24 

25 
26 

27 
28 

29 

30 
31* 

32 

33 

34 

35 
36 

37 



38 

39 
40 

41 
42 



43 
44 
45 



Namb of Exhibitor. 



Date 

of 
Trial 



Time 
under 
Trial. 



Coal Consuiud. 



Exhibitors' Description. 



Total 
Con- 
sumed. 



Per 
Hour. 



PerSq. 

Foot of 

Grate 



Houi 



our. 

8 



ANTHRACITES (Clay & Co.'s Boiler). 



The Anthracite Coal Co. 
Do. do. 

Do. do. 



Do. 

Do. 
Do. 
Do. 
Do. 
Do. 
Do. 
Do. 
Do. 
Do. 
Do. 



do. 

do. 
do. 
do. 
do. 
do. 
do. 
do. 
do. 
do. 
do. 



The Cawdor Colliery Co 



The Dynant Colliery Co. ... 

The Trirasaran Colliery Co. 
Do. do. 



I88I. 


h. m. 


Sept. s8 


8 


., 29 


7 41 


.. 30 


7 IS 


Oct. 3 


8 5 


M 4 


7 30 


M 5 


7 40 


., 6 


7 30 


.. II 


7 20 


Nov. 10 


7 40 


Dec. 16 


7 50 


Oct. 37 


7 50 


Dec. 5 


8 


>. 12 


8 


,. 14 


7 50 


Oct. 17 


7 30 


Nov. 9 


7 55 


M 23 


7 55 


M 25 


8 



{ 



4-feet Vein, Ystradgunlais 

White Vein, Ystradgunlais... 
o-feet Vein (Evans & Bevan) 
Peacock Vein, Gwann-Cae- ^ 

Gurwen / 

Black Vein, Ystradgunlais.... 
Big Vein, Gwann-Cae-Gurwen 
Brass Vein, Ystradgiinlais .... 
4-feet Vein (Evans & Bevan) 
4-feet Vein (Evans & Bevan) 

Big Vein, Amman Valley 

Glvnmodi 

9-wet Vein, Maesymarchog... 
Timber Vein, Swansea Valley 
Red Vein, Amman Valley .... 
Cawdor Colliery 

Stanllyd Vein 



9-feet Vein, Gwendreath Valley 
4-feet Vein, Gwendreath Valley 



cwts. 


lbs. 


13 
15 


183 
S18.S 


II 


170 


IS 


168 


I2H 


187 


13 

II 


191 
164.3 


15 
14.68 


339 
214 


14 


300 


14 

IS 


300 
168 


125< 
13 


175 

186 


13 


194 


14 


198 


II 
13 


156 

168 



WELSH STEAM COALS (CLAY & Co.'s Boiler). 
fGraigola Merthyr (Com-' 



;} 



< pagnie Houill6re de) 
t Cory, Yeo & Co. 

Do. do 

Do. do 

Do. do 

Do. do 

f Locket's Merthyr Steam 1 

\ Coal Company / 

The Dunraven Colliery 

The Cwmaman Coal Co. ... 

Do. do 

( Aberdare Rhondda Steam \ 

\ Coal Company / 

/ Do. , special trial of Livet's 
\ system on same boiler 
Private trial 

Do 



} 



Do. 
Do. 

Do. 



Do 

Williams & Co. 

Do. 



Nov. 3 


5 IS 


Oct. 19 
., 20 


6 IS 
6 so 


.. 31 
,. x8 


6 IS 

7 IS 


Nov. 7 


8 


.. IS 
• • 
•• 


8 IS 

7 7 

8 


Dec. 6 


8 5 


Sept. 33 


6 13 


Nov. SI 


6 35 


,. 23 

„ 24 
Dec. 3 


7 50 

7 45 

8 5 


i88a. 
April 6 

1881. 
Nov. 28 
Dec. 21 

1883. 
Mar. 30 


7 45 

7 50 

7 50 

8 5 



Graigola 



Graig Merth)rr 

Clydach Merthyr 

Velindre Merthyr( Birch Rock) 

HiU's Merthyr 

/Mardy, 4-feet Seam, Little \ 
\ Rhondda / 

Joseph's Dunraven Merthyr.. 

L.lest, No. ^ Rhondda Vein... 

Cwmaman , U pper 4-feet Seam 

Aberdare Rhondda 

Do. do. 

EK). do. 

Do. do. 

I>o. do. 

Do. do. 

Do. do. 

Do. do. small & slack 



Duffryn Aberdare 



II 


235 


10 

IS. 87 

10 

13 


179 
238 
179 

SOX 


IS 


168 


10 

IS 

10 


137 

189 

140 


9 


136 


7-44 


134 


9 

9 
10 


160 

133 

130 
Z40 


13 


188 


IS 
IS 


17s 
173 


13 


183 



NIXON'S NAVIGATION AND 

Private 

North of Eng. Coal Trade. 

Do. do 

Do. do. 

Do. do. reduced grate.. 
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Lewis's Navigation 

NORTHUMBERI^^ND STEAM COALS 

Nixon's Navig? steam coal.. 
Northumberland steam coal 
Do. do. washed small coal. 

Do. do. rough small 

Northumberland steam coal 



19 
18 

s6Ji 


355 
502 

584 


23 
16 


495 
430 



lbs. 

9-93 
11.90 

9.37 

9.17 

10. ao 
10.40 

8.96 
X3.50 
11.69 
10.93 
10.93 

9.16 

9-55 
10.15 

IO-59 
10.80 

8.49 
9.16 



13.86 

9.78 

13.43 

9.78 

IO-95 

9.16 

7-45 
10.38 

7.64 
6.87 

7.31 

8.73 
6.63 

7.09 

7.64 

10. s6 

936 
9-36 

9.93 

(Brixton 

ii.8s 
16.73 
19.50 
16.50 
20.87 



ARTIFICIAL FUELS (Clay & Cos. Boiler. &c.) 

Corv. Yeo & Co Oct. 21 7 ^s 

Edford Colliery Co Nov. 8i8 ^o 

J. Hall, junr. & Co Oct. 12 ' 5 o 



Graigola Merthyr Patent fuel 

Patent Sanitary fuel 

Weardale Steam fuel 



14 

15 
8.19 



S06 
sio 
183 



11.36 
11.46 
17.90 



* Engine stopped for 20 minutes to cool hearings. • Engine stopped three times for x hour ao minutes. 



Welsh Steam Coals. — Smoke Abatement Exhibition, 
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PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 

it did not swell at all. It approaclied the strongest anthracite in hardness. 
Incandescent lumps broken in the fire showed black in the interior. 

No. 25, Joseph's Dunraven Merthyr, is a coal of good quality. It breaks 
softly, and it opens up in the fire like a cauiifiower. 

No. 26, Llest coal, is a free-burning coal. No, 27, Cwuiaman, burned 
like the Mardy sample, fiercely but slowly, showing black inside when 
broken in the fire. It delivered much flame and heat immediately after a 
firing. 

Several private tests, Nos. 28 to 35, of Aberdare Rhondda steam coal, 
the fuel usually consumed at Clay & Co.'s printing works, have been in- 
cluded in the table. They were made with a view to testing the comparative 
evaporative efficiency of the boiler in its varying conditions of cleanness or 
muddiness, The first sample. No. 28, was the sample supplied direct by 
the company for an official test. No. 29 test was made at an early date, 
for the special purpose of testing Mr. Livet's system, on which the boiler 
was set and fitted. In this instance, as in all the tests that followed — 
Nos. 30 to 35 — the samples were taken as required direct from the coal-heap 
in the boiler-shed. The maximum of evaporative efficiency, attained in 
No. 29 test, was achieved, no doubt, by special attention to the damper, 
keeping it nearly close during the time tlie doors were open for stoking. 
The last of the series, No. 35, was made with coal consisting in great portion 
of small coal and slack. The evaporative efliciency, in this instance, was 
decidedly less than that of the samples of round coal in the series. 

No. 28 sample, Aberdare Rhondda. though not hard, yet burned slowly 
and thoroughly, leaving a fine light-coloured ash. The flame was bright 
and white. 

No, 34 sample gave a moderately long white flame, with considerable 
heat, A .small proportion of small coal and slack was in mixture. 

No, 36, Duff'ryn Aberdare, was a friable sample. It burned freely, 
making a nhort white flame. It swelled in burning, and appeared to collapse 
when touched. 

No, 37, Lewis's Navigation, burned rather quickly, with a short yellowish- 
white flame. 

The tests, Nos. 38 to 42, of Northumberland steam coal and Nixon's 
Navl|j:ation coal, made with the Lancashire boiler at Brixton Pumping 
Station, were conducted on the same lines as those which were made with 
the tcatint; boiler at Bread Street Hill, with the exception that the testing 
boiler at Brixton was isolated from the others in the range, and the gene- 
rated iteam was blown off" direct into the atmosphere, at atmospheric 
prenNure, The temperatures in the flue (column 24 in the table) were proved 
approximately by the melting and the non-melting of pieces of metals. 
For the last test of Northumberland coal. No. 42, the fire-grate was shortened 
from 6 feet in length to $j{ feet; the area was correspondingly reduced. 

The fires were maintained at a uniform thickness of 6 inches with the 
longer grate, and 8 inches with the shorter grate; and they were stoked 
at intervals of from rs to 30 minutes for Nixon's coal, and 15 minutes for 
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le Northumberland coal. Each charge weighed about half a hundred- 

'eight 

Of the artificial fuels tested. Graigola Mertbyr fuel, No, 43, is of the 
usual composition of slack and pitch. The Sanitary fuel, No. 44, consists 
of 10 parts of slack to 1 part of slaked limo. The lime is the cement, as 
well as the purifying agent, in combining with and detaining sulphur and 
ammonia. The Sanitary fuel burns with a bright white flame, without 
great heat It takes fire readily, and lies quietly on the grate. The large 
proportion of lime disengaged as ash did not involve any unusual degree 
of attention to the fire to keep the bars clear of lime. The steam was kept 
up, and there was no clinker. The Weardale Steam fuel, No, 45, in blocks 
weighing !8j^ lbs. each, is composed of the finest North-country coal-dust 
and 8 per cent of pitch. It did not demand any special care in firing, and 
tiie steam was well maintained. 

Detfucdoiis. 

Touching the relative behaviour of the anthracites and Welsh coals 
Nos. I to 37 in the table, steam was kept up equally well and conveniently 
with the two classes of fael, for the periods of trial. But, for prolonged 
work, the labour of picking and cleaning the fire in burning the anthracites 
was in general greater than for the Welsh steam coals. The clinker of the 
anthracites was usually deposited on the fire-bars as a thin layer, like a 
pouring of melted metal, which the slicer could not touch. After some 
Jlours of continuous work, the fire-bars, especially about the mid-length of 
"the furnace, became red-hot, and the draught was weakened. In burning 
Welsh coals, on the contrary, the fire-bars remained black, indicating the 
maintenance of a free draught; and clinker, when formed, was easily 
separated. With Welsh coals, steam was got up on Monday mornings in 
tiiree-quarters of an hour, and on other mornings in half an hour. Twice 
these lengths of time were required for getting up steam with the anthracites. 
The greater length of time required by anthracite fuel is readily accounted 
for by its characteristically short and evanescent flame, by which but a 
small proportion of heat is carried. 

In conclusion, on the Clay-boiler tests, it may be remarked that the fuel 
which may give the greatest degree of satisfaction to the intelligent stoker 
is not necessarily the most efficient for evaporation. A stoker places a high 
value on handiness. free-burning, scarcity of clinker and ash, and on clinker, 
if there be clinker, that does not cling. For these reasons the Welsh steam 
coals, as a class, are preferred to the anthracites. 

Of steam coals, the Velindre Merthyr (Birch Rock), No. 22, the Mardy 
4-feet Seam, No. 24, and the Cwmaman Upper 4-feet Seam, No, 27, may 
be classed together as fuels which unite in a high degree the qualities which 
are sought for by stokers; and, of these, the Cwmaman coal exhibited the 
greatest evaporative efficiency. 

Of tile anthracites, the Brass Vein, Ystradgunlais, developed, as an 
ithracite, the highest efficiency. It was not exceeded by any Weigh coal 
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in efficiency, if the rather exceptional test, No. 29, be omitted from the 
comparison. The sample of Dynant anthracite, No. 16, ranked third in 
evaporative efficiency amongst the anthracites ; but it was probably, taken 
all round, the best sample of anthracite that was tested, combining a high 
rate of evaporative efficiency with easy manipulation. 

The four best samples of maximum efficiency, noticed above, are here 
placed together, with their respective evaporative efficiencies: — 

From and at az2* F. 

No. 24. Mardy, Welsh steam coal, ii'33 lbs. water per lb. of fuel. 

No. 27. Cwmaman, Welsh steam coal, 14.21 lbs. 

No. 7. Brass Vein, Ystradgunlais, anthracite, 14.23 lbs. 

No. 16. Dynant, anthracite, 11.84 lbs. 

To form a general comparison of the fuels on the whole body of 
evidence, the leading results of all the tests of steam coals and anthracites 
are embraced in Table 35. 

Table 35. — Summary Results of Tests of Welsh Steam Coals and 

Anthracites. 



99 



» 



9f 



>> 



»» 



9t 



Dau. 



Coal consumed per square foot of grate per hour, 

Refuse per cent of coal, 

Water evaporated per hour, 

Water evaporated per lb. of coal, from and at 212® F., 
Average pressure of steam, per square inch on the gauge. 

Average temperature in the departure flue, 

Maximum smoke-shade, 

Average smoke-shade, 

Duration of smoke per hour, 

Number of tests, 



Steam coals (not 
including No. 29}. 



8.68 lbs. 

4- 23 p. c. 
24.28 cu.ft 
10.95 ^^s. 
52-31 Ihs. 

335°.5 F. 
2.60 

1. 10 

1.5 min. 

18 



Anthracites. 



10.21 lbs. 
5.20 p. c 
23.61 cu.ft 
10.05 lbs. 
55.90 lbs. 

377^5 F. 
0.00 
0.00 
0.0 min. 

19 



The comparison shows that the steam coals evaporated a little more 
water per hour, and more water per pound of fuel in the ratio of 10.95 lbs. 
to 10.05 lbs., or nine per cent, than the anthracites. In order to supply 
the required quantity of steam, the anthracites were burned off more rapidly 
than the steam coals, and in consequence discharged more heat into the 
chimney than the steam coals, or the excess of 377°.5 F. of temperature of 
escaping gases over 335°.s F. This phenomenon is due to the paucity of 
flame-borne heat from the combustion of anthracite, in contrast with the 
greater volumes of bright flame emitted in the combustion of the steam 
coals. The same total quantity of heat may be generated in the two cases ; 
but more of it is launched by radiation against the plate-surface of the boiler 
from a largely-flaming fuel than from a non-flaming fuel as anthracite is, 
since flame is a radiator of heat, and there is a more prompt absorption of 
the heat that is generated. As the heat is more promptly absorbed, the 
absorption is eff*ected in a larger proportion also, and consequently the 
burnt gases pass away at a lower temperature. 

The summary results of the three leading tests of Northumberiand 



SYSTEMATIC TRIALS. — WELSH COALS AND NEWCASTLE COALS. I49 



Steam coal and Nixon's Navigation coal, are given in Table 36. From 
this table it appears that the Northumberland coal burned off more quickly, 
and evaporated water more rapidly, than the Nixon coal; but that the 
Nixon coal was the more efficient, as it evaporated more water per pound 
of coal than the Northumberland, and, correspondingly, that the tem- 
perature at which the burnt gases of the Nixon coal passed away was 
the lower. The smoke-shades for the Nixon coal are the lighter, and the 
smoke lasted a shorter time. But the shades were so light, and the duration 
of smoke was so short, that practically both of the fuels behaved as smoke- 
less fuels. That there was a smoke-making element in the Northumberland 
coal, was manifested by the result of a special firing. 

Table 36. — Summary Results of Tests of Nixon's Navigation Steam Coal 

AND Northumberland Steam Coal. 



Data. 



Coal consumed per square foot of 7 

grate per hour, ) 

Refuse per cent of coal, 

Water evaporated per hour, , 

Water evaporated per lb. of coal from ) 

and at 212° F., j 

Average pressure of steam per sq. in. \ 

on the gauge, J 

Approximate temperature (Fahr.) in ) 

the departure flue, J 

Maximum smoke-shade, 

Average smoke-shade, 

Duration of smoke per hour, 

Number of tests, 



Nixon's Navigation 
(large grate). 



11.82 lbs. 

5.97 per cent. 
66.70 cub. feet 

13.25 lbs. 
atmospheric 

500" -I- 

3 

1.2 

I miiL 
I 



Northumberland 
(large grate). 



16.73 lbs. 

3.77 per cent. 
82.10 cub. feet 

12.22 lbs. 
atmospheric 

612° -H 

4 
2.2 

2.2 min. 

I 



Northumberland 
(small grate). 



20.87 lbs. 

5.30 per cent 
77.00 cub. feet 

12.62 lbs 
atmosphenc 
612° + 



4 
1.8 

1.8 min. 

I 



Moreover, when the fire-gate was reduced in area, the evaporative 
efficiency of the Northumberland coal was augmented to 12.62 lbs. of water 
per lb. of coal, from and at 212° P., whilst it evaporated 10 cubic feet of 
water per hour more than the Nixon coal. But it is known that, the greater 
the rate of gross evaporation of water, the less is the evaporative efficiency; 
and had the Northumberland coal been limited in the rate of combustion, 
or in the rate of evaporation, to an equality with that of Nixon*s coal, the 
evaporative efficiencies would also have been equal. 

It may, therefore, warrantably be concluded from the evidence of these 
tests, that, when the coals are treated according to their respective natures, 
and under the circumstances of the tests, the Northumberland steam coal 
is substantially of equal evaporative power, efficiency, and smokelessness, 
with the Nixon's Navigation steam coal. 

The evaporative efficiencies of the three artificial fuels were as in Table 37. 

Taking the comparison — on but a very limited basis, it is true — it 
appears that the artificial fuels made with coal-dust or slack are inferior in 
evaporative efficiency to either Welsh or North-country steam coals. 
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Table 37. — Artificial Fuels. — Evaporative Efficiency. 



„. 








11.26 lbs. 
ir.46 lbs. 
17.90 lbs. 


8.41 lbs. 
S.88 lbs. 
8.77 lbs. 




Weardale 




erag , 


13-54 lbs. 


8.69 lbs. 





Chapter XVII.— CONTRIVANCES FOR THE PREVENTION OF 
SMOKE IN THE FURNACES OF STEAM BOILERS. 

In following the course of inventions for perfecting the combustion of 
coal, it is observable that the maintenance of temperature and the fitting 
supply of air, independently of that which passes through the grate, have 
been the chief objects of the ambition of earnest inventors. Thus, James 
Watt, in his patent of June 14, 1785, proposed to consume smoke "by 
causing the smoke and flame of the fresh fuel to pass through very hot 
funnels or pipes, or among, through, or near fuel which is intensely hot, and 
which has ceased to smoke, and by 
mixing it with fresh air when in these 
circumstancea" But J. & J. Roberton, 
of Glasgow, appear to have been the 
first who made special provision for 
supplying air by the doorway above 
the fuel. In their patent of August 
13, 1800, coal was supplied to the 
furnace by means of a hopper, fig. 3CV 
through which the coals slowly de- 
scended. The coals as they were 
consumed were pushed bacic over the 
grate, and a current or sheet of air 
was introduced by a passage over the 
doonvay, above the fuel, for the pur- 
pose of completing the combustion. 
This system did not finally succeed, 
because it required more care than 
ordinary stokers chose to bestow. Air, again, was introduced at the bridge, 
in reverberatory furnaces, above tlie hearth, by W. E, Sheffield, who, by his 
patent of October 31, 1X12, employed an "air-conductor," consisting of a 
pipe built into the bridge, from which the air was delivered through per- 
forations. It is stated by Mr. C. Hood* that, in 1S09 or 181Q M. De Prony 
^ Re/i'ti /rem tit S^.Wt r.wHi.-Ar .■« iiw.'fc- /V— ««3; page 93. 
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of the Royal Mint, in Paris, described the mode in which he consumed the 
smoke in the furnaces of that estabUsliment. Air was conducted by two 
iron pipes which were passed round the furnace from the door to the bridge, 
where it was delivered "hot" He stated that the plan had previously been 
proposed by some chemists at Paris, and had already answered perfectly. 

Here, then, were the elements — heating the smoke, and admission of 
air, either at ordinary temperatures or heated, above and beyond the fuel — 
upon the employment of which nearly all patents of subsequent date were 
based. Mr. John Wakefield, in or about the year 1810, constructed a hollow 
bridge at the back of the fire, forming an air-chamber connected with 
openings at each side of the furnace. The air entering and passing through 
the hollow bridge became heated in some degree, and was passed to an 
opening in the roof-plate over the furnace mouth, from which it was directed 
downwards upon the fire. With some degree of success, he abated the 
nuisance of smoke,' although he did not effect any economy of fuel. Sub- 
sequently he abandoned the circuitous passage to the front, and delivered 
the air direct from 
the bridge into the 
furnace, fig. 31, as 
shown in his patent 
of June 6, 1820, to 
meetand minglewith 
the smoke as it left 
the fire. He also con- 
structed a number of 
screens or bridges at 
intervals in the flue 
beneath the boiler, 
curved or deflected 
towards the fire, by which the current of smoke and air was retarded and 
intermixed, and combustion promoted. It is shown that the air, as 
delivered through a number of small slots, or one large but thin slot, was 
driven back upon the fire. There were, in addition, a few openings for air 
in the sides of the furnace, to enter above the fuel. On the concurrent 
testimony of several owners of boilers, in 1817-19, it was proved that a 
saving of 20 per cent of coal was effected by the use of Mr. Wakefield's 
system.' 

Mr. Josiah Parkes directed his attention, in the year 1814, to the reduc- 
tion of the nuisance of smoke at his factory at Warwick. He matured his 
system in 1820, in which year, May g, he patented it. He admitted a 
current of air at the back of the furnace, or the bridge, figs. 32, to mingle 
■with the smoke immediately after leaving the furnace. The air-way con- 




' Sir Wm. Fiiirbairn, "On the Consamptioii of Fuel and the Prevention of Smoke." 
of the British Association, 1844; page 117. 

' RtfBTt from the Sdcct CummitUt on SUaia Engines and fkrnata, 1E19, page 19; ai 
I 15, 16. 
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sisted of a narrow slot which extended across the flue. Tlie air-passage 
opened from the back of the ashpit, and was controlled by means of a valv& 
Mr. Parkes,' in 1838, published the results of experiments, made in 
1820-32, on his system appHed to the waggon -boilers at Warwick. By 
covering the boilers with brick arches to prevent loss of heat by radiation, 
in addition to the admission of air by the bridge, the evaporation rose from 
an average of i^^i to i8j^ cubic feet of water per cwt. of coals; showing i 
gain of 37 per cent A kettle filled with water, suspended just within the 
orifice of tlie chimney, which was 65 feet high, was kept boiling on the old 
system; whilst, on the new system, the temperature in the kettle rarely 




exceeded 180" F. Similarly striking results were obtained by Mr. Parlc^^ 
with boilers belonging to other proprietors, as recorded in his paper. 

" It may therefore fairly be asked why such a plan fell into disuse," s^'. 
Mr. Parkes (page 167 of his paper); and he gives tlie answer of t^ 
Humphry Davy: — "It is too simple, and depends on the fireman, and i» 
on the master, who won't care to understand it, and who won't conce^^^ 
himself much about saving a few coals." " His prediction was fulfillet^'i 
adds Mr. Parkes. Mr. Henry Houldsworth, who had had many yeai 
experience of Mr. Parkes' system on his own boilers, at Manchesti 
develops the reasons for the disuse of the system. " It was left to 
fireman to regulate it; and Mr, Parkes constructed his valves so targe th; 
they admitted, when fully open, an excess of air; the effect was injur 
both as to the production of steant and the creation of smoke, and 
principle not being well understood at that time, practical men adopted 
view that it was a bad system, and it gradually fell into disuse."^ 

Mr. Cutler, January 6, 1815, patented a system of "gas-stove," in whi 

' "On the Evaporation of Water from Steam Boilers," in the ' -lisit, 

Civil Eriginan, vol. ii. 1S3E; page 161. 

» Rtperl/ram Ike Sdat Commillet an Smoke Pre-jaition, 
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W the fuel was bumed from above. The mass of coal was raised from below, 
r so a.s to maintain the surface at one level, in proportion as it was bumed 
away. 

"W, Losh, April 8, 1816, patented a mode of dealing with the smoke, by 

dividing the furnace longitudinally into two parts with distinct doorways. 

Tix^ furnaces were stoked alternately, and the smoky products "sublimed " 
froi-n one furnace were conducted into the ashpit of the other furnace, 
whence they passed through the incandescent fuel on the grate, by which 
tfi^3^ were " converted into gaseous products." 

J. Gregson patented on November i, 1816, a furnace constructed with 
t'wc:> outlets, by one of which the smoke from the fresh coal at the fore-end 
w^a-^ conducted through a flue to the back, where it met and mingled with 
th^ hot gases from 
th^ (tameless fuel. 
**■"- Gregson, subse- 
quently, materially 
mc:»<dified this de- 
s*e"ri, according to 
**gr- 33, in which 

"*'<^^ exits were pro- 

^<^ed for the ga- 

®^'^>»is products, — 

**^*&rthebridge,and 

'lis-^augh the bridge 

^'^ the level of the 

^'"^te, where it met 

^"^ upward current f"'e- 3J— Grag""'' Syiicm of V^nta rot Smokc Pievetmon 

, air through the 

■^dge. The currents were here confined by a second bridge, and in 
^Scending were well mingled, when they passed off under the second 
'"idge into the flues and the chimney. The air supply was brought from 
^^e parallel conduit below the furnace. The object of bringing in the air 
^^Pply in this way was not stated. 

About the year 1818, according to the late Professor Rankine,' smoke 
Ts'as successfully prevented in furnaces at Govan, near Glasgow, by the 
introduction of air through tubes perforated with small holes, near and 
behind the bridge, the contrivance of Mr. Morris Pollock. 

J. Gilbertson, on the isth January, 1828, patented a system of furnace, 
in which a supply of heated air was delivered through a grating at the 
bridge, for the purpose of consuming smoke. The air was admitted from 
the front through two hollow plates, one at each side of the grate, within 
which it was heated as it advanced, and from which it was delivered into a 
chamber in front of the bridge, whence it issued through the grating referred 
to, above the fuel, to meet and mingle with the gases. Mr. Gilbertson 

' Addnsi of the President of the Institution of Engineer in Scotland, October 27, 1S58. 
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stated that this system was successful in preventing smoke, and wai 
economical of fuel, when slow combustion was practised.^ 

R. Witty. June lo, 182S, patented a mode of generating coal-gas fa 
heating purposes. In its application to steam-boilers, fig. 34, a horizonta 
carbonizing shelf holds the fresh coal delivered from a hopper above it 
from which the semi-carbon izee 
coal descends over a fire-claj 
hearth, and falls upon a steeply 
inclined grate, in an incandesceni 
state. The grate is overarchec 
in brick, under which the fuel n 
by reverberation maintained a) 
a high temperature. Thence th( 
gaseous products are sent bad 
over the fresher portions of fue( 
which are distilled by the heal 
of the products, and are burned 
with the hot air from the cok6 
The burned gases then proceed 
under the boiler. The fatal de- 
fect in this system is the absence 
of a supply of fresh air above the fire, for the combustion of the partially 
converted gases delivered from the close mass of fuel. 

Mr. Witty, in his second patent of September 25. 1S34, abandoned th( 
inclined grate, and employed a means of heating the gaseous products bj 
fire-clay tubes — flue-tubes, they might have been called, — which he piled uj 
over the bridge at the back of the furnace, in order that the gaseom 
products from the fire should pass through them and between them. Thej 
became red hot, and so maintained the temperature of the gases, with thl 
object of promoting their combustion. Tubes of from 9 inches to 24 incha 
long, and from J^ inch to 3 inches in diameter inside, were said to answq 
the purpose. 

Mr. John Chanter purchased the interest in Witty's first patent, the yea 
after the patent was obtained. Reconsidered that " it was very good fa 
certain purposes, but when it was applied to steam engines, it failed because 
it wanted power." He covered the patent by a new one, September ^ 
1834, in which he abandoned the steep grate; the coal was fed by I 
"retort" improvised on the dead-plate, upon an ordinarily inclined gratSj 
from which the incandescent fuel fell on a second grate, which was hori 
zontal. Air. for consuming the smoke, was heated in passing through thl 
lower fire. Having found, no doubt, that this mode of introducing air waj 
defective, he, according to his evidence in 1843,^ substituted a cinder-platl 
for the second grate, fig. 35. and introduced a supply of air from the froiK 
which was distributed through apertures in a mass of brickwork behind tin 

"^ Jmirnal of Ihi Socirly of Arts, 1853-54; psge 83. 

^HiforlfrBm the Stlat CommiltH en Smokt Prevention, 1843; ps^e l' 
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Iige; the air was conveyed through two pipes from the front, the 
ope;nings of which were regulated by valves. The gaseous products were 
deflected, as they passed over the bridge, by an inverted arch of brick. 
M r. Chanter attached great importance to brickworic, which was of advantage 
to steam boilers, when saturated with 
heat. Here was embodied the prin- 
ciple of the peculiar fire-clay pipes of 
'^^itty. By means of his latest com- 
t>ina.tion, Mr. Chanter effected, he 
saici. an economy of from lo to 
20 per cent of fuel. 

C Cheetham, August 14, 1838, 
patented a mode of preventing smoke, 
by mixing the smoke, after it had 
left the furnace, with fresh air, and 
driving it again through the furnace Fig. js.-chnnwrSrCo.'iSynemofSmokcPrcvmiion. 
from the ashpit by means of a fan or 

other propeller. This system had, in 1853, been in operation at the factory 
of Wessrs. Walker & Co., Bradford, for 14 years. It was stated by that 
finrx that "the regularity of heat, and the non-admission of cold air, materi- 
ally preserved the boiler and grate-bars; and that a saving of at least 
20 per cent in coals was effected."' 

R. Rodda, in his patent of August 7, 1838, revived Watt's idea, of 
forcing the smoke over red-hot fuel by inserting an inverted bridge, fig. 36, 
at>o\jt the middle of the furnace, built 
close to the bottom of the boiler, and 
Overhanging the grate. The smoke 
^^'^^ forced to pass under the bridge, 
and through the hot fuel. A supply 
*-*' '"'■esh air was also admitted through 
** opening above the fire-door, con- 
''■'^•Jledbyavalve. 

Similarly, T. Hall, in the following 
in his patent of February 2i, 
■3 ^, revived Losh's alternate furnaces. Fig. j6.-Rodda's syncm of smokc iTcwmi™. 
divided the usual furnace into 

ciistinct parts by a longitudinal partition. The two halves were stoked 
_ ^'"nateiy, and the smoke from the fresh fire was passed through the 

^""tition, over the hot fuel of the other fire. 
^ Messrs. Gray and Chanter, November 2, 1835, patented a system of two 
-»,^^es, the first inclined, and the second level, a little lower than the first. 
c ^^ coal, when the gaseous elements were distilled off, was pushed from the 
'^^t on to the second grate, when tlie gases from '' ""■xt charge of coal 
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passed over the incandescent fuel on the second grate. The system, it is 
said, was to some extent successful 

Messrs. Howard & Co., Manchester, patented in 1840 a system of 
combined retort and fire-grate, similar in arrangement to Chanter's system. 
The coal was carbonized on a shelf constructed of fire-clay slabs at the 
front of the furnace, overarched by fire-bricks, and was thence, when coked, 
pushed over on an ordinary grate placed at a lower level. The combus- 
tible gases distilled at the front passed over the fire of coke, and were 
consumed with air admitted at the back of the bridge. Air was also 
admitted from below the coking shelf above and through the fuel on the 
grate. The economy effected by the adoption of this system was said to be 
considerable. 

N. F. B. de Chodsko patented, March 13, 1862, a system of double 
grates figs 37, with a deflecting bnck arch over the second grate. This 
system was tried by M. Bumat,' 
on the experimental boiler of 
1859, at the works of M. Dollfus, 
Mieg, & Co., at Dornach, Mul- 
house. The management of the 
fire was very troublesome. With 
Ronchamp coal they could not 
maintain the pressure, and they 
substituted the coal of Creusot. 
It was very difficult to keep the 
second grate properly covered, 
and to clear it of clinkers. No 
economy of fuel was effected. 
With the double grates 7.30 lbs. of water was evaporated per lb, of coal; 
with the ordinary grate, 7.52 lbs. The state of the smoke was not recorded. 
The combustion of coal was for many years diligently investigated and 
practised by Mr. C. Wye Williams. In 1839, June 22, he patented his 
argand furnace, in which air was introduced amongst the combustible gases 

as they passed over the 
bridge. The air was 
introduced through per- 
forated tubes of fire-clay 
or of cast iron behind 
the bridge, and was thus 
delivered in numerous 
finely divided streams 
amongst the hot gases 
for the purpose of ex- 
This system — a revival of 
first applied to the boiler of 
The inconvenience arising 
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citing immediate and active combustion. 
Mr, Pollocks plan, noticed at page 153 — w; 
the Liverpool Waterworks, as shown in fig. 

^ BulU-tin di la S.yi.'l.' iHJiiilridU de MulhoHSt, 1863 ; page 253. 




from the lodgment of ash and cinder, and the stoppage of the apertures, 
led to the substitution of diffusion-boxes and vertical perforated plates 
behind the bridge, which were not liable to be stopped up. as in fig. 39; 
and to the introduc- 
tion of air in addition, 
through perforations 
made in the door 
and the surrounding 
door-frame. 

In some instances 
air was introduced 
above the fuel, by the 
doorway only. Mr. 
John Dewrance tes- 
tified to the efficiency 

of Mr. Williams' sys- j^._ ^^. ^^..^ ^ ^ ^ .,,,,.■ 

tern applied to the 

stationary boiler of the Liverpool and Manchester Railway at Liverpool.* 
The ash-pit door, he said, was closed, and the furnace-door was perforated 
and fitted with r^ulating valves. By this combination, it was said, a 
saving of 25 per cent of fuel was effected, 

The marked advantage of the introduction of air above the fuel waa 
strikingly put in evidence by Mr. Williams in one instance, when the central 
fire-bar of a marine boiler furnace, 4 feet long, was taken out, and replaced 
by a bent iron plate, figs. 40, perforated at its upper part with 56 half- 
inch holes, in five roivs. 
The fuel lay 6 inches 
deep, and the plate 
rose 3 inches above it. 
Adequate mixture of 
the air with the gas- 

. eous products was in- 

Istantly effected, as in 

I the argand burner ; 

tstreams of flame in- 

tstead of streams of air appeared to issue from the orifices. As a result of 

(this successful application of the argand principle, Mr. Williams was led 
> introduce air at the doorway of the furnace. Previously, he adds, the 

Igeneral impression had been that some interval of time was required to 
■aise the temperature of the gas to that of ignition,* 

Sir William Fairbairn tested the economy effected by Mr. Williams' 
^tem. The results of the trials, referred to and reported in 1842,' showed 

1 T>an3aetioni of the InsHtiUhn 0/ Engiiiters in Sfolland, 1858-59; page 96. 
' "On the Management of Engine Furnaces, with a view to the Prevention of Ihc Waste and 
tKaaeSxamSmoVe" inihePrnciedinsio/ae InslitjitiBHo/Crvil EnginKTS, 1853-54; P»8*3M»_ 
* Proettd'mgi ef Iht Briluh AsstdaiieH for tki Advancemial ef Science, 1843; p»ge I07. 
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that an economy of about lO per cent of fuel could be effected by the 
adoption of the system. 

Mr. Williams proportioned the opening for air-supply above the grate 
at the rate of from 4 to 6 square inches per square foot of grate; whilst Sir 
William Fairbairn,^ in 1844, averaged from the results of numerous experi- 
ments the following proportions of permanent air-openings at the bridge as 
affording the nearest approach to perfect combustion : — 

Waggon boilers, per square foot of grate 1.64 square inches. 

Double-flue and double-furnace boilers (inside 

fires), per square foot of grate, 46 „ „ 

The double-flue boiler, and other double-furnace boilers generally, may be 
fired alternately, so that the fresh gaseous products from one may be 
mingled with the hot half-burnt gases from the other. The completion 

of their combustion is thus facilitated, and as 
the resulting mixture is more nearly uniform 
in composition than the gaseous products from 
the single fires of waggon boilers, it may be 
burned so as to prevent smoke with a smaller 
constant aperture for air at the bridge than the 
products from a waggon boiler. The " double- 
furnace" boiler, so called, fig. 41, is constructed 

Fifl;. 41.— Double-furnace Boiler with •^i_- ••i/- i . n i.i 

Perforated Bridge. Scale 1/96. With two inside firc-places or tubes, which are 

united immediately behind the bridges, merging 
in a single combustion-chamber, and one thorough tubular flue. 

Sir William Fairbairn then recommended for cylindrical, waggon-shaped, 
and other ordinary boilers, taken generally as under-fired boilers, it is pre- 
sumed, a permanent opening of i ^ square inches per square foot of grate; 
and for double-furnace double-flue inside-fired boilers,^ square inch. But, in 
1854, ten years later, he recommended for the double-flue inside-fire boilers 
I square inch of opening " as a fair and effective area," with alternate firing, 
though he acknowledged that this proportion was too much when the coal 
*' approached an incandescent state:" — evidently so, if compared with his 
earlier proportion of j4 square inch. " The admission of large quantities of 
cold air immediately behind the bridge," he adds, '*had been found to be 
prejudicial, and most of those who had paid attention to the subject pre- 
ferred closing the whole of the air-apertures, and regulating the quantity 
of air through the fire-doors, which were left open for that purpose, about 
three-quarters of an inch, for a few minutes after the furnace was charged."^ 

Mr. Henry Houldsworth, of Manchester,^ an authority of great experi- 
ence — the results of whose labours for the prevention of smoke are after- 
wards to be noticed in detail — referred, in 1855, to the advantages of the 

^ Sec his paper *' On the Consumption of Fuel and the Prevention of Smoke," in the Proceedings 
of the liritish Association for t/ie Advancement of Science^ 1844. 

'^ Proceeding's of the Institution of Cii'il Engineers, 1853-54; page 412. 

* Letter of the Board of Trade, with Evidence on the Consumption of Smoke. Parliamentary 
Report, 1855; page 15. 



double-furnace inside-fired boiler, with a single flue, for the prevention of 
smoke. By means of the mixture of the gases from the two furnaces, close 
behind the bridges, he says, "so high a temperature is maintained that, 
when a due supply of air is admitted at the point of Junction, smoke is 
almost wholly prevented." 

Mr. W. S. Young proposed a method of dealing with double-furnace 
boilers, patented May 26, 1855, by passing air from the front to the back 
through small tubes which passed through the water within the boiler. Mr. 
Young preferred the use of double-furnace inside-flue boilers; the furnaces 
being fired alternately, and united at the bridges into one inside combustion 
chamber with a single flue, where the gaseous products commingled, and 
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received the supply of heated air conveyed from the front. A boiler on this 
system, figs. 43, was in operation at Leith Engine-works in 1S60. It was 
7 feet in diameter and 28 feet long. The furnaces were three feet in diameter, 
and were connected to a central flue 3 feet 3 inches in diameter. The grates 
were 3 feet wide and 6j^ feet in length, making 39 square feet of grate. 
Eight air-tubes. 2^ inches in diameter inside, having regulating valves, 
were passed through the boiler, in tlie space between the furnaces, giving a 
combined section of 28.4 square inches. Five ^-inch holes, in addition, 
■were made through each door, giving 4.4 square Inches, and making a total 
air-way of 33 square inches, being at the rate of less than i inch per square 
foot of grate. In burning Charleston dr.is-^, .it the- rate of 15 Ihv pcrv..;iiare 
foot of grate per hour, 
smoke was easily prevented 
by opening the air- pass 
ages: when they were closed 
smoke was discharged. 

M. Combes, in 1845 ' 
tested the comparative efli 
ciency of a distributed and 
a concentrated supply of air 
behind the bridge for the prevention of smoke, under 3 French boiler, fig. 43. 
The fire-grate was nearly square, liavmg 7 square feet of area, and 2 J^ square 
feet of air-space. The chimney was of brick, 65;^ feet high, 195^ inches 




i in diameter at the top, ( 



square feet in area. The boiler with two 



* Annala lies Afina, vol. xi. 1847; page 149. 
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heaters had a heating surface of i6i square feet An air-chamber was 
formed behind the bridge, covered by a horizontal perforated plate, through 
which air, which entered by a 6j^-inch pipe, was distributed amongst the 
gases in the flue. The sectional area, 30.67 square inches, was at the rate 
of 4^ square inches per square foot of grate. Alternatively, two air- 
passages were formed in the brickwork, one at each side of the grate, 
5 inches by 4.4 inches; leading air from the front of the furnace to tlie 
back of the bridge, by an orifice at each side, 2>^ inches wide, and 75^ inches 
high, through which the air-currents were projected across the flue at right 
angles to the gaseous currents. The combined area of the orifice was 
39.4 square inches, or at the rate of 5.62 square inches per square foot of 
grate. The maximum rate of combustion of coal amounted to 28.4 lbs. 
per square foot of grate per hour; the lowest rate was 13.2 lbs. Each 
charge of coal weighed 14 lbs. 

The prevention of smoke was effected by means of the side-currents, at 
least as well as by the perforated plates; and the side-currents alone were, 
used in the formal experiments. 



Side Passages. 


Active Combustion :— State of the Smoke 
in ICO Minutes. 


Slow Combustton >— Sute of the Smoke 
in xoo Minutes. 


Black. 


Light 
Yellow. 


None. 


Black 


Light 
Yellow. 


None. 


Closed, 


min. 
30-4 

1.2 


min. 

24.8 
383 

35 


min. 

44.8 
60 

63.8 


min. 
4.0 

1.6 


min. 
17.4 

42 


min. 
78.6 

56.4 


Half open. 


Fully open 





When, for trial, the air-passages were opened when the smoke was thickest, 
it could be seen that the opaque black current was immediately inflamed, 
and transformed into a long and brilliant flame, making but a light smoke 
at the chimney. When the passages were open " the smoke was never thick; 
immediately after each charge the smoke was yellow and transparent." 

The volume of air passed through the grate varied from 188 cubic feet 
immediately after a charge to 612 cubic feet per minute immediately 
preceding a charge ; whilst, through the side passages, wide open, 400 cubic 
feet per minute was passed, for which the velocity of flow from the inner 
orifices was equal to 26 feet per second, across the fkie. The proportions of 
carbonic acid and oxygen in the smoke were as follows: — 



Side Passage. 


State of Smoke. 


Volume of Carbonic Acid. 


Volume of Oxygen. 


Closed. 


Black. 
Light. 
None. 


per cent. 
10 to 12^ 

7 to 9 

6 


per cent. 

6.4 to 8 

10 

12 to 13 


Equivalent Free Air, 
per cent. 

30 to 38 

47.6 

57 to 62 


Open. 


Yellow. 
None. 


6j4 to S}( 
5^ at least. 


9 to 9.8 
13.57 at most. 


43 to 47 

58 
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The quantity of water evaporated per pound of coal: — 
Active combustion, 5 lbs. (passages open) to 5.30 lbs, (passages dosed). 
Slow „ 4.87 lbs. „ to 5.37 lbs. „ 

Means, 4.93 5.34 

showing very little difference of results for active and slow combustion ; but 
a striking economy by stopping the supply of air beyond the grate, though 
much smoke tliereby escaped. Obviously, the air entering at the bridge 
was excessive in quantity and was delivered injuriously in bulk. 

Here is evidence that, regardless of the quantity of air admitted, smoke 
may be prevented by simply admitting air in mass. The same effect may 
be accomplished by keeping the door a little way open, Mr, C. W. 
Williams,^ referring to the practice of stokers on the Mersey, says that 
" when the furnace-door is partially opened, that is ' kept ajar,' the air 
|. enters in a restricted quantity, and in a thin film, thus presenting an 
extended sheet or surface for contact with the newly formed gas, and 
effecting its combustion." Thus, even tlie apostle himself unbends, agreeing 
that a sufficient extent of diffusion may result when the air is admitted in 
the form of a thin sheet at the doorway, though not necessarily subdivided 
into jets. 

Mr, Noton, of Salford, in 1843, employed a pyrometer in the chimney 
of his boiler, by means of which, with the aid of registering apparatus, he 
produced continuous diagrams of the temperature in the chimney. The 
boiler was cylindrical, the ends slightly convex; 16 feet long, 5 feet in 
diameter, with two 18-inch circular flues through the boiler; all of J^-inch 
plates. The fire-grate was 4 feet by 3 feet, bc!o\v the boiler, having an 
iBiea of 12 square feet. The fire passed under the boiler, returned through 
one flue; passed again through the other flue; then round the boiler, up 
one side, and down the other ; thence to the chimney by a flue 8 feet in 
length. The damper was like a throttle- valve, and was 21 inches in 
diameter; on a vertical spindle, and made air-tight by means of dry sand. 
The rod of the pyrometer was 104 feet in length, and was suspended down 
the centre of the chimney, from the top. At the lower end, it was connected 
by multiplying levers with the registering apparatus. The diagram, fig. 44, 
was taken continuously for upwards of two days and nights ; and it puts 
in evidence, in a marked manner, the fluctuations of temperature of the 
current of spent gases in the chimney, arising from the continual variation 
of intensity of the combustion of the fuel in the furnace, and also the 
gradual diminution of heat, after the day's work is over, and the fire is 
raked for the night The sheet is divided into 12 parts, representing hours, 
and the diagram is numbered consecutively from 1 to 51, making 51 hours. 
The registration was commenced about J.i past 6 in the evening of the 7th 
December, at the point g, and was continued till 9 at night on the gtli. 
The first II or 12 hours show a fall of temperature till % to6 next morning, 
at a, when the temperature fell to about [42°. The boiler was fired up for 
IjOXet on the Operation of Ihe Smoke Mni«»nce Act," 1856, piee?. 
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the day, and the temperature quickly rose, fluctuating at about 4SO^ till 
noon, when the engine was stopped, and during dinner hour the fire was 

banked up. The temperature fell till 
I o'clock, when the fire was spread, and 
the temperature rose. At 4 o'clock, 
No. 22f an extra supply of steam was 
required to drive the foundry team. 
At 7 h. 20 m. (25-26), the greater part 
of the load was thrown off, and the 
engine continued in motion till y^ past 
8 (^), when it was stopped, and the 
fire was raked for the night At 
J^ past 5 next morning {d\ the fire 
was again spread, and the temperature 
rose. At j^ past 2 p.m. (44-45), the 
large fan was started, and the engine 
was stopped at 4.30 p.m., for the week, 
when the temperature had reached 
500°. The damper was nearly closed, 
and the little fire that remained was 
allowed to burn out At 9 p.m. the 
temperature had fallen to 220^ 

Dr. J. C. March, of Barnstaple, in 
his patent of June 8, 1841, revived 
Cutler's idea of the elevating move- 
ment for raising the body of coal so 
as to maintain it at a constant level as 
it was burned off at the surface. He 
employed a coal -box, fig. 45, about 
3 feet square and 4 feet deep, filled 
with coal in small pieces. A blast of 
air, in several jets, was delivered from 
the crown of the furnace vertically 
upon the fuel. Each jet burned out 
a hollow in the surface of the coal, 
which was occasionally levelled, and, 
in general, no smoke was produced. 
He found that rapid and vivid com- 
bustion was the most advantageous, 
and ascertained that about 975 cubic 
feet of air was required for the evapo- 
ration of I cubic foot of water. As a 
general rule, 16 nozzles, having I -inch orifices, placed at 9-1""*' 
were employed in the evaporation of 21 cubic feet of w 
Mr. J. G. Lavvrie^ testifies to the excellence of the perfo 

^ Transactions of the Institution of Engineers in Scotland, ll 
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"an absolutely perfect combustion of the fuel" is effected. "There is 
not in the fire itself, nor in any part of the flues, nor at the top of the 
chimney, the slightest indication of smoke." His explanation is simple — 
"All the air is brought into 
atomic contact with incan- 
descent fuel, and therefore 
consumed." But the eco 
nomy of fuel realized, in 
comparison with the per- 
formance of a carefully 
tended common lire, ac- 
cording to the results of his 
experiments in 1843, only 
amounted to 1 1 or 1 3 per 
cenL From the data given 
by Dr. March, it appears 
that the air-blasts entered 
the furnace at a velocity of 64 feet per second, for which the required 
pressure would be about I'/i inches of water. 

The impinging action of a forced draught on the fire, in intensifying the 
heat and preventing smoke, is finely exemplified in the ventilating furnaces 
of the coal mines in the North of England, mentioned by Mr. Nicholas 
Wood.' In the earlier days of mining, combustion was produced by the 
upward passage of a great proportion of the current of air through the 
coals; and much smoke was produced. Subsequently, the current of air 
in passing over the top of the fire was diverted and directed with great force 
upon the upper surface of the fire. By this means the body of fire on the 
grate-bars was always kept at an intense heat, the combustible gases wer.- 
rapidly evolved and ignited, the surface of the fuel was covered with 
flaming jets of gas, smoke was entirely prevented, and the fuel was con- 
verted into a vivid mass of incandescent carbon. When fresh fuel wa.'^ 
added, the loose particles of coal which would otherwise have produced 
smoke were immediately and completely distilled into gas, igniting in 
flashes of flame 

Mr. J. W. Clare* experimented, in 1856, with good results on a close 
furnace of brick, 3 feet long, 18 inches wide, and 2 feet high from the grate 
to the middle of the arched roof. It was lined with fire-bricks on edge, 
and was employed for the purpose of testing the quantity of air required to 
produce llie complete combustion of fuel. The draught was produced by 
exhaustion; — the products of combustion being extracted by means of 
two exhausting pumps, 16 inches in diameter, having a stroke of 24 inches, 
-nuking 100 turns per minute, and calculated to exhaust 30,000 cubic feet 
The supply of air to the furnace was introduced at three places: 
grati^ the sides, and the top above the bridge. At each side 

■(e/dni.j 0! Ihc Institiilhit of CivU ER^Hifrs, 1853-54; page 413. 
^hi L»:iinia; vol. v. 1858, pages aog, aSo. 
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the air was introduced in streams through three hollow cast-iron bricks, 
12 inches above the level of the grate, perforated so as to direct the currents 
downwards at an angle of 45° upon the fuel. Each entrance was con- 
trolled by means of a valve. Trials were made with 2, 3, and 4 air-bricks 
at each side; of these, the three on each side gave the best action. The 
areas for the passage of air into the furnace were as follows: 72 square 
inches through the grate, 18 square inches through the sides, and 6 square 
inches at the bridge. The combined area for air above the fuel, 24 square 
inches, was at the rate of 5^ square inches per square foot of grate, the 
area of which was 431^ square feet. After the fire was made up, and the 
pumps started, a white heat was attained in the course of twenty minutes, 
and maintained throughout the trial. In the first experiments a level bed 
of good coal, 6 inches thick, was maintained, consumed at the rate of 
70 lbs. per hour, or 15J4 lbs. per square foot of grate. The force of the 
draught varied from 7 inches to 21 inches of water; the best results were 
obtained with a draught of 14 inches, with a steady fire, although a higher 
pressure was frequently required when fresh fuel was added — in charges of 
10 lbs. — to effect complete combustion. Mr. Clare states that 600 cubic 
feet of air was required per lb. of coal ; but he does not explain whether 
this was the measure of the volume of hot gases extracted by the pump 
or of cold air. 

Mr. Clare also experimented with fires 12 inches thick, and less in 
length and width than the 6-inch fires. The heat was very intense, and 
the quantity of air required to prevent smoke was less than for the 6-inch 
fires — from 480 to 620 cubic feet per lb. of coal. 

The addition of water to the fuel, to the extent of 5 cubic inches per 
pound of coal, proved to be effective in increasing the intensity of the heat, 
whether the water was sprinkled through a rose over the fire or evaporated 
from the ashpit. 

A mixed fuel was tried, consisting of 64 per cent of small coal, 32 per 
cent of clay, and 16 per cent of water. It lasted longer in the furnace than 
an equal weight of coal alone, and generated intense heat Mr. Clare 
draws the conclusion, amongst others, that combustion should be completed 
in the furnace or in a chamber behind it, so as to obtain the nearest 
approach to " red-hot " air before using the products for the generation of 
steam. 

A typical instance of the advantage of mixing the air and the com- 
bustible gases for completing combustion, is supplied in the boiler of 
Mr. H. F. Baker, patented December 22, 1847^ — ^ revival of Wake- 
field's system. The peculiarity of this boiler, fig. 46, consists in the 
substitution of a curling flue beneath the boiler instead of the ordinary 
straight flue; air is introduced through openings at two of the crests behind 
the bridge, in a reverse direction, so as to meet the gaseous products 
passing from the bridge. Intimate mixture is thus promoted ; and the air 

^ Improvements in Steam-boiler Furnaces^ patented 1847. See Tracts, 8vo, No. 84, in the library 
of the Institution of Civil Engineers. 
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and gas, as they advance under the boiler, are rolled over and over in 
eddies in the hollow spaces between the crests, so as to complete their 
mixture and consequently their combustion. Mr. Thomas Wick.steed ex- 
perimented with this system applied to three Cornish boilers, 6yi feet in 
diameter and 34 feet long, with a 4-feet tube, within which the curling flue 




Pig. 46 ■— Bakcr'i SyMism of Fumuc for Smoke Pnvei 



■was constructed. The grate of each boiler appears to have been 6>^ feet 
long, making an area of 25 square feet The same fuel — small Newcastle 
coal of inferior quality — was burned, first, with the three boilers in their 
ordinary setting, and then as reset with the curling flue, at the rate of about 
4 lbs. per square foot of grate per hour. 

Plain Selling. New Setting. 

Water evaporated per hour 2170 lbs. 2256 lbs. 

Temperature of feed-water 9S°.S F- 9°° F- 

Water evaporated per lb. of coal from 1 ,. o - il 

and at /i2°F.... | ^7" "^^ ^-^-^ '*>=■ 

Clinker, per cent of coal 4 % 4)4 % 

Ash 2% iViX 

Nearly equal quantities of water were evaporated per hour, and about 
12 per cent more water was evaporated per pound of coal with the curling 
6ue than with the plain flue; but it was necessary that the damper should 
be opened wide for the new setting. The most efficient area of opening for 
air at the bridges amounted to 27 square Inches, or i.io square inches per 
square foot of grate; whilst the smoke "was undoubtedly diminished." 
When the area was increased by one-tliird, the evaporative efficiency was 
reduced S % pc cent; when reduced by one-third, the efficiency was reduced 
by 2j^ per cent. 

For under-fired flash-flue boilers, as shown in the figure, tried in 
America, an average saving of fuel amounting to n per cent Is said by 
Mr. Baker to have been efl'ected. Mr. Wicksteed believed that such a 
proportion of saving might have been effected. 

A means of regulating the supply of air at the bridge by self-acting 
mechanism was patented by W. Prichard, July 7, 1842. Air was admitted 
through long narrow .spaces formed in brickwork behind the bridge. 

The systems of Rodda, Hall, and Prichard, already noticed, were applied 
to some extent in Bradford, in 1843. There was also a system designed 
and applied in the same year by Mr. E. Billingsley of Bradford to upwards 
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of 200 furnaces in Bradford, including his own furnaces. He admitted air 
above the grate, at the front, and regulated the supply by hand by means 
of a "rack;'* he employed "a radiating or focal bridge," in combination, 
the object of which was to heat the combustible gases by radiation of heat 
He found that he effected a saving of 20 per cent of fuel in his own boilers. 
Messrs. Benjamin Gott & Sons of Leeds, after having examined many 
systems of smoke prevention, matured a plan of their own, in 1842-43, 
which they, speaking in 1845, considered the most complete.^ The boilers, 
figs. 47, were of the ordinary waggon form. A brick arch was built over 
the ordinary bridge, under which the gaseous products passed; whence they 
were deflected downwards by a check bridge behind the principal bridge. 




Figs. 47.— Prevention of Smoke. B. Gott & Sons, Leeds. Scale 1/144. 

At the lower end of the bridge the gases were met by a current of air intro- 
duced through an opening from the ash-pit, and regulated by a valve. 
The currents of air and gases mingled in the ** oven," and also in ascending 
and passing over the third bridge to the flue beyond. The air-valve was 
opened by the stoker each time that the door was opened for a charge, and 
was gradually closed after each charge by means of self-acting mechanism. 
It was said that nine- tenths of the smoke was consumed, with an economy 
of 14 per cent of fuel. This apparatus was continued in use for a period of 
26 years, until, in 1868, the boilers having been worn out, were replaced by 
Cornish boilers, now in the hands of Messrs. Kinnear, Holt & Co., successors 
to Messrs. Gott & Sons. These boilers, y}4 feet in diameter, were fitted 
on a different system, a supply of air being admitted between two bridges 
at the back of the furnace, placed 12 inches apart, and contracted at the 
upper or delivery orifice to a width of 6 inches. The opening for the 
entrance of air between the bridges is 13 inches by 8 inches, fitted with a 
valve, by means of which the supply of air is regulated ; the opening of the 
valve being adjusted by hand, by a rod from the front of the furnace. This 
apparatus has been employed since 1868 till the present time. It is as 
effective for the prevention of smoke as the older apparatus was. There is 
no apparent saving of fuel by its use. It has not caused any injury to the 
boilers. 

Mr. T. Symes Prideaux, so early as in 1853, insisted that '*the cardinal 

^ Report of the Select Committee on Smoke Prevention y 1845; pac* * 
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point in economy of furnace management is the adjustment of the air-supply 
to the varying wants of the fuel."' In December of 1853 he patented his 
apparatus in its earliest form for regulating the admission of air automati- 
cally through the fire-door after each charge of fuel. In the front v 
number of Venetian or swing valves, which were opened wide by means of a 1 
hand lever at the upper part, so as to admit a full proportion of air imme- j 
diately after a charge of coal. The free end of the lever was connected to J 
the piston-rod of a cataract or 
water- cylinder fixed to the 
door; and, by the force of gra- 
vitation, the system of valves 
and levers gradually fell and 
closed the apertures, and so 
diminished and shut off the 
air-supply. Inside the front of 
thedoor there were three series 
of parallel plates, the first and 
second of which were slightly 
inclined, reversely. By these 
plates radiant heat was inter- 
cepted, and it was taken up 
by the entering air. 

The perfected apparatus of 
Mr. Prideaux, the result of 
many years of experience, em- 
bodied in three patents taken 
in 1870, 1872, and 1874, is 
shown in figs. 48. The supply 
of air is admitted at a single 
opening above the doorway, 
opened and closed by one valve 
hinged to the frame. When 
the door is opened for stoking, 
the valve is at the same time 
lifted by means of a helical 
inclined plane on the hinge of 
the door, which raises a vertical bolt resting on the plane. The bolt lifts 
the valve, and the valve simultaneously lifts the piston of the cataract, 
which is placed centrally above the valve. When the door is closed, the 
vertical bolt drops out of contact with the valve, the opening of the valve 
is gradually reduced as tlie piston falls, and the supply of air is reduced 
at the same time, until it is finally cut off, when the valve is closed. The 
period of time for closing the valve for which tlie apparatus is regulated is 
usually about five minutes for 15-minute intervals of stoking, or one-third 
whole interval. It is shown, figs. 48, that there are two openings on 
' Economy ej Fud, 1S53. 
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the inner face of the front, closely grated by the employment of thin plates 
to subdivide and heat the entering air. The central grating is, of course, 
fixed to the door, and Inside, between the grating and the outer door-plate, 
there are three screen plates placed parallel to the grating, perforated by 
vertical slots, of which the slots of one are opposed to the bands of another, 
in order that heat radiated from the furnace may be fully intercepted. 

Mr. Prideaux's apparatus works efficiently in preventing smoke, and 
economically in saving fuel, so long as it remains in good order. The 
economy effected by it, according to the results of well-attested practice, is 
from 1 6 per cent to 22 per cent of coal bituminous in character, and from 
ID per cent to i6 per cent of Welsh coal. The supply of steam is improved, 
and the temperature of the stoke-hole is lowered. 

J. Exley and J. Ogden, June 24, 1 857, patented an inclined dead-plate, 
fig. 49, perforated so as to deliver air above the fuel, in combination with 

a perforated sector, the 
supply of air passing 
through which was regu- 
lated in a self- acting 
manner by a " self-clos- 
ing r^ulator." 

A year or two later 
the system of M. Pala- 
zot was introduced in 
France. It is similar in 
principle to that of Ex- 
ley & Ogden just noticed, in introducing a regulated supply of air through 
a grid at the fore end of the grate, next the door; but it contains, in addi- 
tion, an inverted bridge at the throat of the furnace, against which the gases 
are driven and mixed, and under which they are deflected and compelled 
to pass closely over the surface of the hot fuel. M. Burnat made trials of 

the Palazot furnace ap- 
phed to the experimen- 
tal boiler of 1859, in the 
weaving department at 
the works of MM. DoJl- 
fus-Mieg & Co., Mul- 
house, having the next 
boiler connected as a 
feed-heater, and to two 
other boilers in the spin- 
ning department The 
trials lasted 42 days^ and 
were made with Ronchamp coal. The pressure of steam was a little over 
4 atmospheres.^ 

The first boiler with the next boiler as a feed-heater was 
^ BulUtin dt la SocUU IndttstrUUt di Mulhaiiii, 1863; page 34' 
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"week with the apparatus complete, and the next week with the air shut off 
and the arch removed. The coal consumed per hour per square foot of 
g^te was about 20 lbs. in each case, and the water evaporated per lb. of 
coal was respectively 6.90 lbs. and 6.91 lbs. 

The first boiler and its neighbour were next worked independently. 
The coal consumed was 12 lbs. and 10 J^ lbs. per square foot of grate per 
hour; and the water evaporated was 6.08 lbs. and 6.40 lbs. per lb. of coal, 
"With and without the apparatus. 

The second boiler evaporated 7.28 lbs. and 7.18 lbs. per lb. of coal, with 
and without the apparatus. 

The state of the smoke for 100 minutes was as follows: — 

Black. Medium. Light. Colourless. 

ist boiler, with apparatus 2.4 m. 6.0 m. 11.3 m. 80.2 m. 

Do. without do 16.2 6.3 8.2 69.3 

ist boiler and its neighbour, with apparatus 41 6.0 15.8 74.0 

Do. do. without do. 17.2 8.4 17.4 57.0 

Two other boilers, with apparatus 18.8 145 38.2 28.3 

Do. do. without do 37.0 8.0 37.3 17.6 

It was found that neither the air supply at the front nor the inverted 
arch, singly, were sufficient for the prevention of smoke; together their 
action was more effective. Applied to the ist boiler and its neighbour 
independently it caused a loss of from 4^ to 6}4 per cent of fuel. But, 
when applied to the 2nd boiler, with a feed-heater, a small gain of from 
2 to 3.8 per cent was effected. 



Chapter XVIII. 

CONTRIVANCES FOR THE PREVENTION OF SMOKE 

IN THE FURNACES OF STEAM BOILERS (continued), 

J. Lee Stevens patented, October i, 1852, and May 17, 1853, systems 
of furnace, in the first of which, fig. 52, a smaller subsidiary grate was 
placed below the principal grate at the bridge. Incandescent fuel fell from 
the end of the upper grate upon the lower grate, whilst a current of air 
passed between the grates and through a narrow passage formed by an 
iron plate in front of the bridge, and mingled with the gaseous products 
from both grates passing over the bridge. In his second patent the supple- 
mentary grate is not applied ; but the air supplied at the bridge is other- 
wise heated in passing through a deep and narrow chamber, fig. 53, formed 
by two iron plates, called " caloric plates," at the back of the furnace against 
the bridge. It was assumed that in virtue of the great depth of these 
plates the temperature of the air would be considerably raised. To this, 
the second form of Mr. Lee Stevens* furnace, many fire-places have been 
From the reports published in 1855,^ it appears that, on this 

•* Board of TracU, ivith Evidence on the Consumption of Smoke: Parliamentary 
19, &c. 
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system, the smoke was to a great extent prevented, whilst economies of 
fuel, varying from 8 per cent to 20 per cent, were effected. From the 
works of Messrs. Miller, Ravenhill, & Salkeld, Stepney, it was reported 
that, for the purpose of trial, with respect to the prevention of smoke, 
" the two caloric plates were stopped 
with clay, by which means the furnace 
was restored to the ordinary old plan. 
The result was the production of a lai^ 
volume of black smoke, and this was 
nearly continuous. On the removal of 
the clay the black smoke immediately 
subsided, and the vapour exuding from 
the chimney was scarcely perceptible." 
Mr. Lee Stevens, describing his appar- 
Fi(i.5a.-L«SMY™'Sysi™orFi.m«cefor atus,^ maintained that the heating of 
the air for the combustion of the gases 
was very beneficial, and he was convinced by the results of his experience 
that the best effect was produced when the air had attained a temperature 
nearly as high as that of the combustible gases; for, exactly in proportion 
as the oxygen was heated, so was the smoke destroyed and tie consumption 

of fuel diminished. 
Theutmost regularity, 
he remarked, was ob- 
servable in all natural 
action, and he could 
not understand why 
the carbon and the 
gasesshould be heated 
and theoxygen should 
be admitted cold. 

Mr. W. Woodcock," 
in his patents of Aug- 
ust 12 and 25, 1854, 
. introduced his system 
of admitting currents 
of heated air at the 
bridge for the prevention of smoke — a partial revival of Gilbertson's system, 
page 153 — combined with a double-screen below the grate, for the purpose 
of supplying air in a cool state to the grate. He maintained that the cool 
air entering the grate thus fitted, cannot so readily overheat the fire-bars as 
air entering from an open ash-pit, where it becomes heated before entering; 
and that it excites more intense and more rapid combustion of the solid fuel 
after passing through the grate. For the combustion of the gaseous products 

' Proatdiitgs oj fhi Iiuliliilioa ef Civi! Eiti^inttrs, 1S54-55; pv^ 

' See his paper " On the Means of Avoiding Visible Sr v" m tiie 

ProcaJinss of the InsllUitUm ef Civil Engititers, l8S4-5S- 
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of distillation, on the contrary, he maintained that heated air was preferable 
to cold air, since the temperature of the mixture of air and gases would be 
higher than with cold air in mixture, and that the mixture itself and the 
combustion would be more readily effected. A double set of Venetian 
blinds, figs. 54, was placed in the ashpit immediately below the grate, the 
blades of which were inclined reversely, each at 45°. By this means 
radiation of heat into the ash-pit was prevented, the temperature of the air 
below the blinds had been proved to be the same as that in tlie boiler-house, 
and it was only 3" F. higher above the blinds. The air was supplied above 
the fuel tlirauj^h two tubes or square passages, one at each side of the 
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ite, from the front into two hollow bridges at the back, one reversely to 
le other and in advance of it, perforated with numerous small holes on 
their hinder faces. The air thus became heated in its course, and was 
discharged amongst the gaseous products leaving the furnace, which were 
deflected by the inverted bridge in a manner conducive to intimate mixture. 
Combustion was consequently immediately effected. The temperature of 
the heated air, at a distance of 9 feet from the front, was found by means 
of a thermometer protected from the action of radiant heat, to be 140° F. ; 
and 300° at a distance of 3 feet from the bridge. These observations of 
temperature obviously relate to a furnace other than tliat of the steam 
boiler illustrated. By the concurrent testimony of competent observers, it 
was proved that the prevention of smoke was completely effected, Mr. 
Woodcock had proved an economy of 15 per cent of fuel by the use of his 
apparatus. 

Mr. S. E. Rosser,^ in the discussion of Mr. Woodcock's paper, described 

the results of his experiments on the use of heated air. When he, in the 

first instance, constructed a split-bridge of brick, admitting air from the 

ihpit to the gases, he obtained only a red opaque flame mingled with 

loke. He substituted a deep cast-iron split-bridge, by which the air was 

' The same, p^e 31. 
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heated to some extent, and made an improvement, though there remained 
a slight discoloration of the gaseous products. He next employed a deep 
iron plate, having vertical fins or flanges 3 inches wide cast on one side; 
it was placed against the brick bridge, and through the vertical channels 
thus formed, when the metal became very hot, the air rushed upwards, becom- 
ing in its passage so much heated as to mix rapidly and intimately with the 
gases, and to effect complete combustion. This contrivance had lasted 
and worked well for six months. 

Mr. J. B. Burney, in March, 1852, commenced a series of experiments 
upon the boiler of Citizen Steamboat E, on the river Thames, with the 
object of preventing smoke. The boiler was 6}^ feet long, y}4 feet wide, 
and 7}4 feet high. Each of the two furnaces was 2 feet wide and 4 feet long, 
giving together 16 square feet of grate-area. There were 82 flue-tubes, 
2j4 inches in diameter and 4 feet 10 inches long. On the "old principle," 
2 cwts. of coal was consumed per hour, or 14 lbs. per square foot of grate, 
the fires being 6 inches deep. Air was introduced through a pipe in the 
side of the boiler, to meet the gases at the back of each furnace ; but with 
no useful effect, for the smoke passed away to the flue- tubes without 
mixing with the air. Mr. Burney next substituted one wide hollow fire-bar 
for three ordinary bars. It was made of ^-inch plate, having a flat bottom 
fitted with an air valve, two upright sides 6 inches deep, and an apex taper 
in section, perforated with slots. The effect was very good : the air passing 
from the slots burning amongst the gases with "a beautiful white flame." 
But the bar was melted into the ashpit in three hours. This experiment 
is similar to one recorded by Mr. C. W. Williams (see page 157). A hollow 
cast-iron bridge was then employed, into which air was admitted by a 3-inch 
tube through the water-space, and from which the air passed through small 
holes in the top and the back, having a combined area of 24 square inches, 
or 3 square inches per square foot of grate. This was found insufficient to 
keep the bridge cool ; but when the steam blast of the chimney was trans- 
ferred and directed through the side opening, combustion was much im- 
proved and smoke reduced, though the increased draught rapidly wore out 
the back fire-bars. This combination formed the subject of an application 
for a patent by Mr. Burney, dated October 20, 1853. The fire-door was then 
altered. It had been formed with si.x slots 3 inches wide by I inch, and a 
regulating slide. Inside were two plates, each of them perforated with 
small holes, through which air was delivered into the furnace. But the air 
appeared to pass along the crown of the furnace, not mingling with the 
gases, and doiui:;^ harm. The middle plate was removed, and twelve sheets 
of wire-i^auzc were substituted for it, of No. 4, No. 5, and No. 8 gauze — the 
finest gau/.e next the door. The combination of the perforated bridge and 
the niodiricd tioor had been in successful operation for nine months. The 
draui^ht throui^h the fire-bars was equalized, the air entering through the 
door was heated, the door was kept c^x>l at the outside, and the chimney, 
which had previously required to be blackened every three or four days, 
could go unpaintcd for a month at a time, in consequence of the reduction 
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of the waste heat passing through it When the boat was at rest, the black 
smoke from Hartley coal was cut off at once. When under weigh, and 
requiring a laige supply of steam, the smoke was cut off in a minute and 
a half. The consumption of fuel was, by means of this apparatus, reduced 
trom 22 cwts. to 18 cwts. in eleven hours, the saving amounting to 18 per 
cent 

Mr. W. B. Johnson, in 1857,' described his system of admitting air as a 
downward current passed through the boiler, so as to meet and be mixed 
with the current of gaseous products from the fire as they passed over the 
bridge of an inside-fire boiler; so obviating the objection of impingement of 
upward currents on the boiler surface. In the example described the fire- 
tube was I foot 10}4 inches in diameter, and the grate was 7 feet long; the 
air-conduit through the boiler was 7 inches in diameter, and the bridge was 
9 inches below the crown of the tube. The supply of air was regulated by 
a self-acting valve at the entrance of the conduit, which was opened and 
was gradually closed after each firing. By the use of this system smoke 
was effectually prevented; dense smoke being converted into bright flame by 
its use. By means of a pyrometer it was ascertained that the temperature 
was considerably raised by the proper admixture of cold air, particularly 
just after firing. 

That an intimate mixture of the elements for combustion is of great 
practical importance for completing combustion is easily proved, experi- 




mentally, by delivering one or more jets of steam of considerable pressure 
into the fire-place above the fuel. The steam acts as a "steam-poker" to 
stir about and intermix the air and the gases, and so to complete the inter- 
mixture wanted for effecting entire combustion. On this principle the 
system of Mr, M. W. Ivison, patented February 24, 1838, was based. A 
steam-pipe, fig. 55, was led from the boiler into the interior of the furnace, 
where it terminated above the grate. "Streams of steam." or jets, were 
delivered from a fan-like termination of the pipe amongst the gases rising 
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from the fuel, in order by mixing therewith " to consume the smoke," and 
perfect the combustion. It was assumed, of course, that air in sufficient 
quantity was present in the furnace. Mr. W. BelP describes the formation 
of a " very brilliant corona of flame just in front of the steam-distributor." 
He states that " there is not such a thing as smoke in the furnace, nor is 
soot ever found ; the flues are as clean as when they were put up." From 
the report of Dr. Fyfe, of Edinburgh, it appears that a great saving of fuel 
was effected. But Mr. Bell, on the contrary, acknowledges that in some 
cases there was not any saving, but that, as an equivalent, the draught was 
much increased. Most probably Mr. Bell spoke more nearly to the facts. 
The result in the prevention of smoke was good. At the Castle Silk-mills, 
Edinburgh, where five waggon boilers were in constant use, the chimney 
was watched for seven consecutive days, during 2130 minutes, when the 
patent was in operation; and for four days, during 1230 minutes, when the 
patent was not in action. The results as to formation of smoke were as 
follows : — 

With Apparatus. Without Apparatus. 

Dense smoke, 4 minutes. 507 minutes. 

Half dense smoke, 30 „ 540 „ 

Smoke scarcely visible, 70 „ 183 „ 

No smoke whatever, 2026 ,, nil. 



2130 » "30 » 

Mr. T. Lloyd, chief engineer at Woolwich Dockyard, in 1843, stated in 
evidence that, having tested Mr. Ivison's system, he found that whilst it was 
a means of preventing smoke, no economy of fuel was effected by it* 

M. Emile Burnat,^ about the year 1858, tested the action of jets of steam 
from a perforated tube, discharged over the fire of a French boiler. The 
jets were turned on when a fresh charge of coal was made, and until smoke 
ceased to be disengaged. The fumivority was complete, but the evapo- 
rative efficiency of the fuel was not augmented. On the contrary, it was 
reduced 8 per cent, irrespective of the steam consumed by injection. When 
the steam was first turned on, the draught was increased. The average 
results of twelve trials, lasting four days, showed that 242 cubic feet of air 
was supplied per pound of coal consumed when the apparatus was used, and 
210 cubic feet when it was not used. 

Messrs. C. Wand & Co., Bradford,* who had tried many plans for the 
prevention of smoke in the furnace of their boiler, adopted finally, in 1855, 
or earlier, a combination of the split bridge, fitted with a regulating valve, 
to admit air at the back of the furnace, and a discharge of steam in very 
fine jets over the fire. ** The steam mingling with the smoke, the latter 
becomes ignited when it comes in contact with the air admitted between 

^ Revert of the Select Cottwuttce on Snwke Pmention^ 1843; page 175. • Ibid, page 123. 
* Bulletin de la Society Industrielle de Mul house, 1S5S. 

■* Letter of the Board of Trade, with Evidence on the Consumption of Smoke, Parliamentary 
Report, 1855; page 24. 
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the two bridges. The consumption of steam [of a pressure of 35 lbs. per 
square inch in the boiler] is very insignificant." They had not found any 
other system so simple and effective, and they estimated a saving of from 
5 to io per cent 

M. Thierry, January 22, 1S56, patented a system of smoke prevention) 
fig- 56. by delivering "surcharged or superheated steam in the midst of 
the burning materials," from a spiral tube or worm carried round the fur- 
nace, through which the steam was passed and 
highly heated, and delivered through a series of 
small apertures amongst the gaseous matters 
evolved by the fuel. These matters were to com- 
bine with the superheated steam in order to be 
rendered combustible, so as to prevent the emission 
of smoke by flashing the combustible gases into 
flame. 

MM. Molinos and Pronnier patented, July 10, 
1857, a system of supplying a blast of air to the 
furnace, through openings in the sides just above 
the level of the fuel, so that the combustible gases '" 
rising from the fuel may be sufficiently hot to 
Ignite spontaneously on the introduction of the air. PreyeniioB. Scaic i/.™. 
A thick layer of fuel is laid on the grate. The 

operation of this furnace will be described in the account of M. Eurnat's 
experiments at Mulhouse in 1859. 

Mr. D. K. Clark, having early studied the works of Mr. C. W. Williams, 
was strongly convinced of the practical value of a thorough intermixture of 
the hot gases with air, and he devised and patented, November 30, 1857, a 
system, the object of which was to drive atmospheric air into furnaces, over 
the fuel, and to mix it with the combustible gases by means of jets of ordi- 
nary steam; tubular openings being made into the furnace, in free com- 
munication with the atmospheric air, which was by induction impelled or 
blown into the furnace, by a jet of steam directed from the outside through 
each tube. In December, 1857. Mr. Clark applied this system to one side 
of a small stationary locomotive boiler at the Railway Foundry. New Cross. 
The fire-box was 2 feet long, and 2 feet 6 inches wide, giving a grate of 
5 square feet of area. Two air-tubes, rj.^ inches in diameter inside, were 
inserted through one side of the fire-box and shell, at is inches apart 
between centres, and about 2 inches above the ordinary level of the coal- 
fire. A jet of steam was delivered from '/, 6-inch nozzles outside, through 
each tube, increasing the quantity and velocity of the air introduced. The 
united sectional area of the air-tubes amounted to 2.44 square inches, equi- 
valent to ',4 square inch per square foot of grate. The pressure in the boiler 
was 50 lbs. per square inch ; it was reduced by means of a cock to the pres- 
sure necessary for supplying the nozzles. Using Hartley coal, dark smoke 
was made, when the jets were not in action; but when the steam was turned 
L oa a crisp, active, bustling flame was produced, and the smoke was com- 
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pletely prevented, even when the fire was stirred up, or in stoking lumps of 
coal. When the engine was standing, and the draught of the exhaust 
steam, which was discharged into the chimney, was off the fire, a lazy, long, 
smoky flame rose from the fuel, and dark smoke issued from the chimney; 

but after the induction jets were turned on, the 
smoke was perfectly and entirely prevented by their 
action alone, without the aid of the blast in the 
chimney. This simple apparatus was in operation 
for several months. It was observed that 8}^ cwts. 
of coal was consumed per day as against 7 cwts. of 
coke for similar work.^ 

Mr. Clark's system of steam-inducted air-currents 
was applied to the furnaces of ordinary stationary 
boilers. Mr. George Salt^ gives the results of its 
application to two boilers at Saltaire, near Bradford, 
as in fig. 57, in 1862. There were six steam-jets, 
3/32 inch in diameter, to each furnace, directed 
through six 3-inch tubes, slightly conical, inserted 
in the furnace front, above the doorway. The steam 
was of from 30 lbs. to 35 lbs. pressure per square 
inch. Burning Rothwell Haigh slack, the following were the relative 
performances of the two boilers, when the jets were off, and when they 
were in action. 

Jets Off. 

Coal consumed 65,520 lbs 




Fig. 57-— D. K. Clark's System of 
Smoke Prevention, at Saltaire. 
Plan. Scale 1/24. 



Jets On. 

85,680 lbs. 

Water evaporated 465,400155. 629,700 lbs. 

Water per pound of coal 7. 10 lbs 7.35 lbs. 



Allowing for the steam consumed to supply the jets, Mr. Salt concluded, 
from the results of many careful observations, that there was, in this 
instance, a net saving of 3 per cent of coal, by the use of the apparatus ; 
and that generally there was a saving of from 3 to 5 per cent 

Mr. Clark, May 16, 1861, patented another combination, figs. 58, 
specially suitable for stationary furnaces, in which the jets of steam are 
brought well inside the furnace, at the upper part, over the door. They 
are directed towards the bridge. The steam issues in jets from a cross pipe 
placed over a horizontal plate or partition, called the air-plate, under which 
air is admitted through a door of suitable form, and is conducted, and taken 
up and drawn forward by the steam-jets, to mix with the gases over the fuel. 
The door is formed with a wide and deep valve, suspended on a pin at the 
upper edge. The valve is opened to the required degree, and is held open 
by means of a detent. The air entering under the valve, slides upwards 

^ Mr. D. K. Clark's smoke-prevention apparatus, on this system, has been applied to many 

locomotives. See, on this subject, Raihvay Locomotives^ i860, page 30*, 36*; The Exhibited Mil- 

chin cry of 1862, pages 4, 8; Proceedings of the Institution of Civil Engineers, vol. xix. l859-6(V 

pages 558, 560. 

* See Report of the Sanitary and Burial Committee of the Borough of Bradford on Smoke Nuit^ 
July 1862. 
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and strikes the air-plate, under which it travels forward, when it is seized 
by the steam. The draught over the bridge is accelerated by the action of 
the steam, as was experienced in Ivison's system. This system was efficient 
in preventing smoke in stationaiy boilers, horizontal or vertical, when the 
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Figi. jS.-D. K. CUrk'i S^itsm oT Smoke PnTendoa. Sc«Jc 1/39. 

fuel was of sufficient depth on the grate, and in a state of ignition. The 
best action was obtained over a deep fire. The results of Mr. Lavington E. 
Fletcher's trials of this system have been noticed, page 135, 

M. Thierry, in his patent of July 22, 1858, improved upon his earlier 
patent It "consisted in mixing atmospheric air with the superheated 
steam before it passed into the furnace. For this purpose each jet of super- 
heated steam was admitted into a tube, one end of which was open to the 
air, and in the other end were a number of small holes through which the 
superheated steam, together with atmospheric air, passed into the furnace." 
He subsequently, in his patent of May 7, 1 863, modified the arrangement, "by 
blowimr in aijalnst the bridge of the furnace, by preference from the front 
through one or several jets, superheated steam;" and he 
atmospheric air to be blown in, in combination with the 
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Steam, which is best practised by placing an open pipe at the side of the 
steam jet" Not much discernment is needed to perceive that M. Thierry, 
in his second and third patents, followed in the lines of Mr. Clark's patents 
already noticed. 

Thierry's system, according to his second patent, was tried by Messrs. 
Tresca and Silbermann.^ They found by analysis that the carbon and 
hydrogen were thoroughly burned ; they also found that smoke was com- 
pletely prevented. The degree of economy appears to have been a matter 
of uncertainty. Thierry's system was tested, according to the third 
patent, in 1865, by a committee, of whom M. Bumat was reporter,* on 
two French boilers, at the works of MM. DoUfus-Mieg & Co., Domach, 
Mulhouse.^ 

For the first boiler, steam from the dome was conducted to the injec- 
tion-pipe, 2]^ inches in diameter, over the doorway inside the furnace, 
pierced with 10 jet-holes .11 inch in diameter; the grate had 12. 11 square 
feet of area, with 4.91 square feet of air-spaced. There was 506 square feet 
of heating surface. The boiler next to the first boiler, having an equal 
area of heating surface, was employed as a feed-heater to the first The 
second experimental boiler had 18.83 square feet of grate, with 5.61 square 
feet of air-space, and 204.6 square feet of heating surface; making, with 
225.3 square feet of pipe feed-heater surface, a total heating surface of 
430 square feet. The trials lasted for 6 weeks of 5 days each. The 
pressure was maintained at 4 atmospheres, Ronchamp coal was used. 
There was no special provision for superheating the steam for the apparatus. 
The steam was, nevertheless, superheated 184° F. during its passage along 
the injection-pipes in the first boiler, and 34** F. in the second boiler. 

zst Boiler, ad Boiler, 

With Steam, Without With Steam. Without. 

Coal per sq. foot of grate per hour, 22. 75 lbs. 20.90 lbs. 12.50 lbs. 1 1.68 lbs. 

Coal per charge, 12.43153. 9.61 lbs. 12.28 lbs. 11.29 lbs. 

Water evaporated per lb. coal, .... 6.60 lbs. 6.62 lbs. 6.37 lbs. 6.34 lbs. 

Air admitted per lb. of coal, 121 cu. ft. 126 cu. ft. — — 

Smoke in 100 minutes when the door was closed: — 

Black, 7.0 min. 17.0 min. — — 

Light, 20.0 36.0 — — 

Colourless, 73.0 47.0 — — 

loi.o 100.0 

In another series of trials, with the first boiler, ordinary saturated steam 
was used. For this purpose, the injection-pipe was placed outside the door- 
plate, and the steam was conducted by nozzles through apertures into the 
furnace, burning Ronchamp coal. 

'^Bulletin de la Sociit^ d^ Encouragement ^ vol. xi. 1864; page 65. 

' Bulletin de la SocUtS Industrielle de Afulhouse^ 1 866; page 48. 

3 The first of these boilers is nearly identical with the boiler illustrated and described, further 
on, in the account of Experiments at Mulhouse, in 1859, at page 221. The second is the boiler 
of M. Fliihr, described in the Report of 1863, noticed at page 280. 
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Smoke in loo minutes, when the door was closed ; — 



Black, lo 11 

Light, 15 

Colourless, 65 



It appears that, practically, the superheated steam was a little more 
efficient than ordinary steam for diminishing smoke; and that there was no 
net saving of fuel by the employment of the apparatus. There is produced 
a sensible rise of temperature of the gaseous products leaving the foed- 
heater; but the steam acts by mixing the gases in the furnace, rather than 
by augmenting the indraught of air. It was calculated from experimental 
tests that 7 per cent of the steam generated was consumed by the apparatus 
when in action ; and, as the evaporative efficiency of the fuel was practically 
unaltered, there was a loss of 7 per cent of fuel by tiie use of the apparatus, 
for work. 

Mr. William Gorman patented, November 23, 1858, a system of separate 
and alternate supplies of air above and below the grate in ordinary furnaces, 
"consuming the gas and the coke of the coal at different intervals of time."* 
After a fresh charge of coal the ash-pit was nearly closed, and the air- 
apertures in the doorway were opened for the admission of air above the 
fuel to consume the gases which were raised from the fresh fuel by the heat 
of the incandescent coke. When the gases were burned off, the air-openings 
at the doorway were closed, and the ashpit valve was opened for air to 
pass through the grate and burn off the coke. The fire-box of the ex- 
perimental boiler, lig. 59, was 15 inches wide by 18 inches long; but the 
grate was shortened to a length of 
'3/^ inches by a bridge of brick, 
making an area of I }i square feet. 
The flue was 5-j^ inches in dia- 
meter inside, and was 2 feet 
8 inches long. The door was 
double, having an air-space 
3J.4 inches wide, to which air was 
admitted through a grating at the 
lower side, and from which the 
air was admitted into the furnace 
in jets by inclined apertures. A 
double valve was adopted so as to 
close the entrance to the ash-pit and the chamber of the furnace alternately. 
The furnace was tried when the door was permanently closed, air being 
admitted only through the grate; then with an alternate area of 3 square 
inches of opening through the door above the fuel, in the manner already 
described; and again with a reduced alternate area of 2 square inches 

' See Mr. Gorman's paper "On the Combuslion of ConI," in Tie TraitiactiBni sflkt /nuilulivH 
ScaUand, 1858-59; page 78. 
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through the door. Under these three conditions the results of trials were 
as follows : — 

ist Trial. ad Trial. 3d Trial 

Coal consumed per hour per square )^^^ jljg 17.10 lbs. 20.20 lbs. 

foot of grate I ' 

Waterevaporataiperlb.ofcoalftomJ jj,^ ^^ ,^^ 

45 F. at 212 j '^ '^ ^ 

Comparing the ist and 3d trials, it was found that an augmentation of 33 per 
cent of evaporation was effected by the system of alternate combustion of 
the coke and the gases. Mr. Gorman ascribes the increased performance 
to the better combustion of the fuel, by presenting the combustible gases 
undiluted by carbonic acid and atmospheric nitrogen, to the air introduced 
above for their combustion. He observed that, after the gases of a charge 
had burned off, a copious flame was produced from the coke when the 
air supply was continued from the door only, and that it disappeared when 
air was freely supplied from the ash-pit The production of flame was no 
doubt the result of the combustion of carbonic oxide rising from the coke 
when the draught from the ash-pit was a minimum. 

The system here propounded, of " consuming the gas and the coke of 
coal at different intervals of time," had been largely developed at the 
chemical works of Messrs. Charles Tennant & Co., Glasgow. Professor 
Rankine describes the system as applied to reverberatory furnaces.^ In 
common reverberatory furnaces there is a horizontal hearth of brick on 
which the substances to be heated are placed, and this is roofed over by an 
arch, against which the flame is driven before it reaches the chimney. This 
description of furnace produces a great deal of smoke. A system was 
adopted of blowing air into the furnace by means of fans.* Each furnace 
was blown through two rows of holes, one above and one below the grate. 
The regulation of the blast was left to the discretion of the workman in 
charge ; by whom the blast was admitted alternately above and below the 
grate, — above, after throwing on fresh coal, so as to consume the gas; and 
below, after the expulsion of the gas, so as to consume the coke. If the 
blast was cut off above, when fresh coal was on the grate, a great deal of 
thick black smoke was produced ; but the instant the blast above the fuel 
was restored the smoke disappeared, and was succeeded by bright flame. 
A saving of 17 per cent of fuel previously used was effected by the use of 
the alternate system with forced air. Of course, an allowance should be 
made for the power consumed in driving the fan. 

About 1858-59, or before that period, Messrs. Charles Tennant & Co. 
employed an oven of brickwork for the purpose of effecting the combustion 
of coal in their steam-boilers. Professor Rankine describing the system, in 
the paper just noted, states that the furnace, figs. 60, is divided longitudinally 
by a brick wall, about as high as the grates. The grates are fired alter- 
nately, so that the fresh gases from one may mingle and be heated by the 

^ Tnifisactions of the Instituiion of Engineers in Scotland^ 1858-59; page 88. 
* A system which had long previously been recommended by Mr. T, Symes Prideaux. See 
his treatise on Economy of Fuel y 1853. 
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matured gases from the other. The walls and the arched roof of the 
furitace are formed with air-spaces, to reduce the loss of heat through 
them. At the back of the grates the furuace is contracted to the size of 
tlie flue in the boiler, where the gaseous products are diicharycd. The 

boiler is 7 feet in diameter, and the flue is 3 feet. The 

furnace is 5J^ feet wide; and the middle wall is 
18 inches wide, leaving the grate on each side 2 feet 
in width, with a length of 6 feet The furnace-mouths 
are of cast iron, with arched inclined tops perforated 
with 17 half-inch holes for the admission of air; 
12 inches high at the front, 9 inches at the back. The 
area of these openings amounted to 3Ji square inches, 
at the rate of y^ square inch per square foot of grate. 
The effect of the brick ovens was the production of a 
very high temperature, causing the complete combus- 
tion of the fuel and the prevention of smoke. It is said 
that some furnaces had ovens without the mouth-pieces, 
and mouth-pieces without ovens. In these cases, re- 
spectively, the water was evaporated at the rate of 
6.13 lbs. and 5.97 lbs, per lb. of Scotch dross, showing 'Tumicc'soiei/^'" 
a difference of about 3 per cent in favour of the oven, 

Mr. Isherwood,' in 1S63 and 1865. reported the results of trials to 
determine the comparative advantage of admitting air above the fuel in the 
furnaces of marine boilers. The first trial was made with the vertical water- 
tube boiler of the U.S. steamer Wyandc/U; fig. 61, which was fitted with the 
Amory air-bridge, fig. 62, formed with a hollow-crested chamber like Baker's 
bridges, page 165, made of two 
5/,6-inch iron plates laid on 
the grate next the bridge, and 
open to the ash-pit for a supply 
of air. The air passing into 
the chamber was delivered 
through a long slit opening, 
^ inch wide, at the crest over 
the grate, to meet the current pig. 6,._ai 
of gaseous products and mingle ^'^'' 

with it. The grates were 2j^ 
feet wide, 6^ feet long, 2 feet 
below the crown at the door- 
way, with a fall of 5 inches. 

The bridge stood 1 5 inches above the grate, and occupied 9 inches in length 
of the grate. It was perforated with fourteen 3/,6-inch holes in the con- 
: surface, towards the fire. The doorway was 18 inches wide and 
16 inches high; the door was double, of a box form, and was pierced with 

' Exptnmcnlal Rtsearthts in SUam EtigiaetHng, 
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ten I -inch holes through the outer plate^ but half of these were closed for 
the trial 

Eighty-three ^-inch holes, equally distributed, were made in the inner 
plate. The fire-bars were i inch thick, with ^-inch spaces. The opening 
into the ash-pit was reduced to 6 inches deep, and the damper In the 
chimney was partially closed. The area of openings for air above the fuel 
amounted to 10 square inches at the bridge and 3.93 square inches at the 
door, making together 1 3.93 square inches, or .88 square inch per square 
foot of g^ate. The g^ate-area of each furnace, as reduced, was 15.81 square 
feet; for three furnaces it was 4743 square feet The heating surface was 
1993 square feet, or 42 times the working grate-area. The chimney was 
3}^ feet in diameter, and 50^ feet above the level of the grate. The fires, 
of Blackheath anthracite, were 5 inches thick on the grates. 

The boiler was next tried in its ordinary condition with the whole extent 
of grat^ having an area of 17.9 square feet, or for three grates, 53.7 square 
feet, one- thirty-seventh of the heating surface. The whole of the air-openings 
in the door were open, making together 7.85 square inches, or 44 square inch 
per square foot of grate. Thd ashpit opening was reduced to 2^ inches 
in depth, so that the same total rate of combustion was obtained, with the 
same thickness of fire, as with the Amory bridge. The air-holes next 
were closed, and the ashpit opening reduced to 2 inches deep, so that still 
the same total rate of combustion was secured, with the same thickness of 
fire, whilst the whole supply of air for combustion entered through the grates. 

The boiler was then tested in its ordinary condition, for maximum 
combustion, with fires 8^ inches thick, and the ash-pit fully open, 20 inches 
deep ; with the air-holes in the door open, and next closed. The fuels were 
Blackheath anthracite and Broad Top semi-bituminous -coaL 

The boiler was new, and was covered with felt; it was tried in a tem- 
porary shed. Steam of atmospheric pressure was generated. 

Table No. 38. — Marine Boiler, U.S.S. "Wyandotte." 
Evaporative Performance with Amory's Air-bridge, and with Air-holes at Doorway. 



Particulars. 



Coal per square foot grate ) 
per hour ) 

Ash, per cent 

Water at 212° F. evaporated ) 
per hour j 

Do. per lb. of coal 

Do. per lb. of combustible... 

Temperature in uptake 



Comparative Trials, 
Anthracite. 



Amory 

Bridge, and 

Air-holes 

in doors 

open. 



8.96 lbs. 

10.9% 

4244 lbs. 

11.46 lbs. 

12.87 lbs. 

237° F. 



Aii^holes 

in doors 

fullyopen; 

Grate in 

ordinary 

condition. 



8.16 

I3.I 
4610 

12.04 
13.86 
250° 



Air-holes 

closed; 

Grate in 

ordinary 

condition. 



7.92 

1 1.9 

4256 

11.55 
13.10 

247" 



MaXIUUM COMBOBnCM. 



Anthracite. 



Air-holes 
open. 



11.64 
10.9 

5983 

11.06 
12.41 

254** 



Air-holes 
dosed. 



Senu-hitumiiious 



Air>holes 



10.36 

I3.I 

4654 

10.41 
11.98 
241** 



11.62 

1 1.6 

5473 

ia32 
11.68 

243' 



Air-holes 



+ 



11.69 

8.6 

5577 

1048 

1 147 
285* 
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The results of the trials are abstracted in table No. 38. They show 
that with the Amory bridge, col. i, the efficiency was 7% per cent less than 
with the ordinary furnace, col. 2; that the efficiency, at the lower rate of 
combustion, was increased 5 ^ per cent by opening the air-holes in the door; 
and, at the maximum rates, 3>^ per cent for anthracite, and about 2 per 
cent for bituminous coal ; also that the anthracite was more efficient than 
the bituminous coal. 

The second series of trials referred to were made with a boiler, fig. 63, of 
ordinary construction for the U.S. steamer Miami, using Pennsylvania 
anthracite. The grates were 3 feet wide 
and 5 J4 feet long. Air-openings by numer- 
ous apertures were made in the furnace 
fronts and the doors for the admission of 
air above the fuel, having a united area of 
42.8 square inches, at the rate of 2.6 square 
inches per square foot of grate. Trials were 
also made with reduced areas of 36.0, 30.2, 
and 8.5 square inches of air-opening, being 
at the rate of 2.1, 1.7, and J^ square inch 
per square foot of grate. The flue-tubes, 
300 in number, were 2 J^ inches in diameter, 
and 5 feet 8 inches long. The heating 
surface amounted to 1198)^ square feet, 
24.2 times the grate-area. The chimney 
was 3 feet in diameter, and 50 feet high 
above the level of the grate. The boiler 
was felted and placed in an open shed. The 
water was evaporated at atmospheric pressure. The fires were maintained 
at a depth of 7 inches, and the rate of combustion was maintained at the 
maximum available by natural draught 

From the table, No. 39, it appears that the best results for efficiency, 
and the lowest for rapidity of evaporation, were obtained with the maximum 
opening for air at the door. As the air-opening was reduced the draught 
through the grate obviously was augmented, as a greater quantity of fuel 
was consumed per hour. 

Table No. 39. — Marine Boiler, U.S.S. " Miami." 
Evaporative Performance with various Air-openings above the Grate, using 

Pennsylvania Anthracite. 




Fig. 63.— Bofler of U.S. Steamer Miami. 
Scale z/64. 






Area of air-opening above grate, 

Coal per square feet of grate per hour. 

Ash per cent, 

Water at aia"* evaporated per hour,.. 
Do. do., per lb. of coal, 
Do. do., per lb. of com- 
dUe, 



42.8 sq.in. 
17.5 lbs. 


36 sq. in. 
17.7 lbs. 


30.2 sq.in. 
18.0 lbs. 


8.5 sq. in. 
19.0 lbs. 


19-4% 
6297 lbs. 

9.05 lbs. 


19.9 % 

6727 lbs. 
8.88 lbs. 


18.3 % 
6871 lbs. 

8.90 lbs. 


17-7 % 
7221 lbs. 

8.85 lbs. 


11.22 lbs. 


1 1. 10 lbs. 


10.90 lbs. 


10.75 lbs. 
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Two more trials were made to test the effect of lower rates of combus- 
tion with the air-openings at the doorway fully open. In the first the fire 
was left very much to itself; in the second the ashpit doors were closed to 
within 3 inches of the grate-bars, making an air-opening of io8 square 
inches. Whilst the consumptions of coal per square foot of grate per hour 
were respectively 15.3 lbs. and 11.8 lbs., the evaporations of water from 
212° R, were 8.85 lbs. and 9. 11 lbs. per pound of coal, or 11.30 lbs. and 
10.90 lbs. per pound of combustible. 

Mr. W. A. Martin, January 22^ 1867, patented a system of swing door, 
or valve, figs. 64, suspended in bearings at the upper part of the door frame. 







Figs. 64.— Martin's System of Furnace Door and Fire-bars. 



It is balanced by counterweights fastened to the swivel-pins, so that the 
door remains in any position to which it may be adjusted for the admission 
of air above the fuel ; or for stoking when it is set up wide open. When 
pushed inwards the area of opening for air over the dead-plate may easily 
be regulated; and the air-current naturally passes over the fuel and mixes 
with the combustible gases. The fire may be damped or cooled by pulling 
the door outwards, when the door, by its form, induces the air to pass 
upwards upon its inner surface, and along the crown of the furnace, direct 
to the bridge. An opening at the door having an area of 3 square inches 
per square foot of grate admits sufficient air for the prevention of smoke 
from bituminous coal; and smoke is equally well prevented by setting open 
the door outwards with the same area of opening. Though effective for 
preventing smoke, Mr. Martin's door does not sensibly cause economy of 
fuel. 

Ten years later, July 23, 1877, Mr. Martin patented the system of grate 
shown in figs. 64, in which the fire-bars, formed plain, without the usual T 
ends, are supported freely on cross-bearing bars, notched to receive and 
support the fire-bars. The bearing-bars, by their double-inclined section, 
throw off* ash or cinder, and thus keep the way clear for entering air; and 
they are rounded at their upper bearing surfaces, so as to present only a line 
of contact with each fire-bar, providing free way for air, and so maintaining 
the fire-bars comparatively cool. The fire-bars are free to expand and con- 
tract. Under these circumstances the duration of the fire-bars is much 
increased in comparison with ordinary bars. Each fire-bar is formed with 
a notch near the end, by which it may be drawn out when clinkers are to 
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be dropped out, or when the bars are required to be replaced, without 
deranging the fire. That the bar may be so withdrawn the dead-plate is 
placed in a position above the bars, so that these may pass underneath it 
The dead-plate is purposely inclined that the fire near the door may be less 
exposed to be disturbed by the stoker in firing. At the same time a flat 
stoking iron or poker can be introduced between the fire-bars under the 
dead-plate into the body of the fire, whilst the door may remain closed, for 
the purpose of rousing or stirring the fire and clearing the air-spaces. 

Mr. Martin also employs square iron fire-bars, usually made i % inches 
square, with J^-inch air-spaces. These bars are alternately longer and 
shorter, so that the ends of the alternate projecting bars may be seized by a 
double-handled lever, and turned round in their places, to loosen and throw 
off ash or clinker. The bars rest freely on angular bearers, and provide 
a free passage for air through the grate. 

Mr. Martin's furnaces have been adapted to many marine boilers with 
beneficial results. The results of comparative experiments on board H.M.S. 
Grinder, tug-boat, at Portsmouth Dockyard,^ place in a clear light the 
advantages effected by judicious arrangements of furnaces in connection 
with Mr. Martin's fire-door and his grate. On board this vessel there were 
two boilers exactly alike, one of which was fitted with the ordinary long 
grate 7 feet in length, at a considerable angle, in which three sets of fire- 
bars reach to the combustion chamber. In the other boiler the grate was 
made considerably shorter, about S feet 3 inches, and the bars were in one 

Table No. 40. — Results of Trials of Furnaces, Half-boiler Power, 

H.M.S. "Grinder," 1877. 



Systbm of Furnacb,, 



Date of trial, 1877 

Pressure in boiler per sq. inch... lbs. 

Revolutions per minute 

Indicator horse-power I.H.P. 



Coal used. 



Coal per square foot of grate per 
hour. lbs. 

Coal per I.H.P. per hour lbs. 

Air through grate per square foot 
per minute cu. ft. 

Air through grate, per lb. coal . . . cu. ft. 

Thickness of fire inches 

Maximum temperature in funnel 

Do. do. at 2 feet from 
boiler, in front of door 

Smoke 



Martin's Furnace versus Ordinary Furnace. 



Martin. 



} 
} 



} 



Oct I 
19.9 
21.5 

156.5 

Nixon^s 
Nav. 

21.8 

5.73 
90.9 

251 
8 

539' F. 
80° F. 



Ordinary. 



Oct 2 
21.4 
22.2 

176.7 

Nixon's 

Nav. 

20.9 
6.44 

30-7 

88 

8 

730° F. 

150° F. 



Martin. 



Oct. 4 
16.9 
17.8 
101.5 
Welsh and 

North 
Country. 

13.6 

5-51 
70.4 

3" 
8 



None. 



Ordinary. 



Oct. 5 

19-5 
16.1 

82.6 

Welsh and 

North 

Country. 

II. o 

7-23 

307 

167 
8 



Continuou: 



* Published in The Engineer ^ January 1 1, 1878; page 23. 
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same angle, surrounded by water. The fuel is charged by means of a 
hopper at the upper end, and descends gradually to the lower end, where 
the ash and other refuse are deposited. Dry coal is the most suitable fuel 
for the furnace; bituminous coal clings, and must be broken small. A 
furnace of this kind, applied by M. Ten Brink to a small boiler at his works 
at Arlen, is shown in figs. 66.' It consists of an elliptical shell containing 
two 26-inch tubes, 5 feet in length, with grates 3 feet long, and dead-plates 
2 feet long. The lower end is closed by a cast-iron plate, and by the ash 
and clinker which accumulate below. The circulation of water and steam is 
provided for by two pipes which connect the upper and the lower ends of 
the shell with the boiler. Air is admitted through the grate, and the supply 




is supplemented, when the combustion is considerable, to prevent smoke, 
by a current admitted above the fuel at the doorway. The ga.seous pro- 
ducts leave by a short flue near the upper part, and pass into a large 
chamber where the combustion is completed, whence they pass both through 
the inside flue of the boiler, as well as on the outside of the boiler, to the 
feed-heater. The boiler Is cylindrical, 3 >^ feet in diameter, and i$}4 feet 
long; with an 18-inch flue-tube. The feed-heater consists of three 20-inch 
tubes, arranged one above the other at one side of the boiler. The heating 
surface of the furnace is 78.7 square feet; of the boiler, 156.2 square feet; 
of the feed-heaters, 222.5 square feet; total, 457.4 square feet, ^6^ times 
the grate-area, which is I2j^ square feet. In a trial, conducted by MM. 
C. Meunier-Dollfus and O, Hallauer, lasting 36 hours, 10^ lbs. of coal, 
Itzenplitz, 2d quality, was consumed per square foot of grate per hour, 
making 17^^ per cent of ash. The water was evaporated at the rate of 
6.93 lbs. per lb. of coal, or 8.42 lbs. per pound of pure coal. Smoke was 
'^ Bullilin de la SecUU Induitri^U de Mulhsuse, 1873; page 240, 
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completely prevented. The temperatures of the gaseous products averaged 
439° F, on leaving the boiler, and 252° on leaving the feed-heaters; making 
a difference of 1 87°. The temperature of the feed-water, correspondingly, 
rose from /ij^" F. on entering the heater, to I94j^'' on leaving it; making 
a rise of 123°, 

An adaptation, of more recent date, of the Ten Brink furnace to a French 
boiler of the elephant type, with heaters, is shown in fig. 67, in vertical sec- 
tion. There are two large inclined tubular fire-boxes, slightly taper, 30 inches 
in diameter at the upper end, and 25 inches at the lower end, inserted 
into and traversing a horizontal cylinder, 
$2 inches in diameter, placed in the ash- 
pit This cylinder is connected to the 
body of the boiler by two pipes, one at 
each end, and to the central heater by one 
pipe. From the fire-box casing, surrounded 
by water, hot water and steam ascend by 
circulation into the boiler. The grates are 
nearly 4 feet long, and of the width of 
the fire-boxes. An opening is provided 
in tlie upper part of the doorway for in- 
spection. The engineer of the Alsatian 
Steam Boiler Association^ made compara- 
tive trials of two French boilers at M. 
Ten Brink's works, Arlen, constructed pre- 
cisely alike, working together, having two 
short heaters and three feed-heaters placed 
laterally. The boilers were fired simul- 
taneously with the same quantity of coal 
(Itzenplitz, 2d quality) during five con- 
secutive days. The first boiler was fitted with Ten Brink's furnace, as 
already described ; the second was worked with the ordinary furnace. The 
heating surfaces of the second boiler, including the feed-heaters, amounted 
to 5853^ square feet That of the first boiler was the same, plus 48j4 
square feet of surface for the Ten Brink furnace; together, 634 square feet 

Fint BoUer. Second Boiler. 

Total quantity of coal consumed iiiSzs lbs. 11.319 Ibs- 

Water evaporated per lb. of coal 9.23155. 6.8 a lbs. 

Ash 9.2 % 10.9 % 

Temperature of gases leaving feed-heaters .... 320° F. 390° F. 

These results show an augmentation of evaporative efficiency of 35 per 
cent M. Bumat remarks that he has never before obtained so great an 
efficiency with a coal like that of ItzenpHtz. 

^ BvUeUndt la SecUU Indastridk dt Midhaai, 1875; page 597. 
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Chapter XIX. 

CONTRIVANCES FOR THE PREVENTION OF SMOKE IN 
THE FURNACES OF STEAM BOILERS {continued). 

A series of tests of steam-boiler appliances for the better combustion of 
fuel and the prevention of smoke, was conducted in 1881-82 by the author, 
in the capacity of Testing Engineer to the Smoke Abatement Committee. 
The results of these tests, made in connection with the South Kensington 
and the Manchester Exhibitions respectively, are subjoined. A special scale 
of smoke shades was adopted by the author for defining the degrees of 
apparent density of the smoke discharged by the chimney — ^graduated in 
twelve shades from No. i, just visible, to No. 12, a dense black smoke.^ 

The appliances which were the subjects of trial were divided into two 
general classes — fixed appliances, and mechanical stokers. The results of 
the tests of fixed appliances are arranged in the table chronologically. 

Fixed Appliances at South Kensington. 

Chubb & Co. — The " atmospheric blast '* of Chubb & Co. comes first in 
order. It consists of a hollow cast-iron bridge, applied at the back of the 
furnaces of internally-fired boilers, semicircular in outline, and leaving a 
semi-annular flueway between the bridge and the upper part of the boiler. 
The bridge is faced with a thick fire-tile next the fire, and it is formed with 
three transverse slits about an inch wide, through which streams of air are 
delivered successively into the currents of gases from the furnace as they 
pass over the bridge. Intermixture is thus effected, and the combustion of 
unconsumed gases is promoted. A separate current of air is admitted into 
the front part of the bridge, and is delivered obliquely downwards, through 
apertures above the fire. Air is admitted from the ash-pit into the bridge, 
and the supplies are regulated by means of two valves. This apparatus 
was tested while in action at the East London Waterworks, Old Ford; at 
the Candle Works of Messrs. Field, Lambeth; and at Mr. M*Murray*s 
Royal Paper Mills, Wandsworth. In each case the system was effective to 
a material degree in preventing smoke. The results of observations on the 
smoke at the last-named place are recorded in the table, showing that 
smoke was visible for a very limited proportional period — namely, 1.60 per 
cent of the whole time. But the rate of combustion in the boilers at that 
establishment was moderate, and the consequent quantity of smoke to be 
prevented was also moderate. 

E. L. Gowthorpe. — "West's Smoke Consumer," fig. 68, comprises a hollow 
cast-iron bridge, in the backward face of which a wide horizontal slot is 
formed close to the upper part, through which a stream of air, admitted 
from the ash-pit, is delivered horizontally, falling in with, and gradually 

* See Official Report of the Smoke Abatement Committee^ 1882, with Reports of the Jurors of the 
Exhibition at South Kensington, and Reports of the Testing Engineer; to which are added the Official 
Reports on the Manchester Exhibition. 
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commingling with and consuming the combustible gases passed over the 
bridge. An additional supply of air is Ji;livered from a long slot in a tube 
carried across tlie flue, a little bdiind the bridge, to which the air is led 
througti a pipe from the front of the boiler. This system, as employed at 
and tested at the works of Messrs. Sylvester & Co., Nottingham, was 
remarkably effective in preventing smoke, smoke being apparent for only 
2 per cent of the time, and there not being any smoke for 98 per cent of 
the whole time. The boiler was 6j4 feet in diameter and 20 feet long, 
having two Hue-tubes 2}i feet in diameter. For comparison, the same 




:r, by E. L. GuwthurpE. 

furnace was tested in ordinary condition, when the apparatus was put out 
of work. The results, givL-n in the table, show that smoke averaging No. 5 
on the scale lasted all the time. But the evaporative efficiency, taken 
together, with and without the apparatus, was low, — only 3.05 lbs. of water 

' evaporated per lb. of mixed coal, large and small. 

G. Hunter & Co. — -This apparatus consists of a hollow cast-iron bridge, 

' having a slot across the top of it for the emission of warmed air upwards to 
meet the gases from the fire; and, in addition, a hollow brick arch turned 
in the flue a short distance beyond the bridge, from which streams of 
warmed air were dischai^ed into the flue above the combustible gases pro- 
ceeding from the bridge. The combustible current was thus encountered 
by air from above as well as air from below. The preventive action in this 
system, in operation at the works of Messrs. Hebbert & Co., Leeds, was 
very considerable, in comparison with the work of the same furnace 
when the apparatus was put out of operation, as is indicated in the second 
line of No. 3 in the table. The boiler was 7 feet in diameter, having a 
3-feet fire-tube. 

Ireland & Lownds. — This apparatus consists of a number of cast-iron 
pipes of T-form, one limb of each of which is laid upon the bridge, the 
limbs hanging down in front of the bridge. The pipes are closely 
as to form a bridge of cast iron. Air from the ash-pit is admitted into 




le oth«ta^^^^| 
laidfl^^H 
intotl^^^H 
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Table 41. — Results of Tests of Steam-Boiler Appuances, 

I. Fixat 



H 



o 



I 

2 



3 

4 

5 
6 



8 

9 
10 

II 



12 



n 



14 



15 
16 

17 
18 

>9 

21 



Name of Exhibitor. 



Chubb & Co 

E. L. Gowthorpe 

Do. apparatus not at work 

G. Hunter & Co.. 

Do. apparatus not at work 
Ireland & Lownds 

Do. apparatus not at work 
W. Pickering. 



J. Comforth. 



Duncan Bros. (Welt on), with grid 

Do. without grid 

Do. with grid 

Do. without grid 

Do. without grid 

B. W. H. Schmidt 

L. Juillard 

EUiott 

Do. out of action 

The Great Britain Smoke Con- ) 
suming Company \ 

Do. out of action 

Do. inaction 

Do. inaction 

Do. out of action 

W. A. Martin & Co 

Do 

Do 

Do 

Do. (reduced grate) 

A. C. Engert, horizontal boiler.. 

Do. do. 

Do. do. 

A. C. Engert, vertical boiler 



Do. do. 

J. Collinge (Blocksage) 

J. Farrar & Co 

J. Wavish 

Do 

Livet's Boiler and Furnace Co. * 
G. Haller & Co., in operation ... 

Do. common grate 

J. M. Stanley 



Date of Trial. 



Sept.19, 1881 
Nov. 9 II 

9 



II 

II 
II 
II 
II 

II 



II 
II 

24 
24 
14 



II 

II 
II 
II 
II 
II 



Feb. II, 1882 

Jan. 20 II 

II 23 II 

II 26 II 

II 28 II 

?>b. I II 

Nov. 15, 1 88 1 

M 19 II 

Dec. 24 II 
II 24 II 

28 



II 



II 



II 29 II 

II 30 II 

Mar. 8, 1882 

II 9 II 

Jan. 18 II 

II 19 II 

M 20 II 

II 21 II 

Feb. 17 II 

Sept. 20, 1 88 1 

II 28 II 

Nov. I II 

17 M 



II 



II 



•I 



21 

Oct. 19 
Nov. 25 
Sept. 9 
Oct. 12 
Sept. 22 
Oct. 31 

n 14 II 

April 3, 1882 



II 



II 



II 
II 



II 



Time 
under 
Trial. 



m. 



43 

I 3n 
50/ 

I 21 

3 15 
2 40 

6 10 
5 o 



5 

5 

5 

5 

4 

4 

4 
6 



15 
15 
15 

5 
o 

o 
15 



6 2 



6 

5 
5 

\ 

4 
5 
5 
4 



15 

55 
o 

o 

o 

18 

5 
10 

10 



2 19 

2 50 

2 53 
4 49 



Coal Consumbd. 



Description. 



Slack.. 
Mixed 

Slack.. 

Do... 
Mixed, 

Do... 
Slack.. 



Do. 



Hard steam. 

Do 

Do. 

Do 

Do 

Slack 

Do 

Do 



Slack. 



ToUl. 



lbs. 



594 



2 

4 
3 

5 

5 
6 

6 

3 
3 



o 

47 
48 

17 
o 

54 

50 
21 



Welsh coaL , 

Do. 

Do 

Do 

Nixon 

Northumberland 
Do. washed small 
Do. rough small 
Northumberland 

I Hard steam j 
and slack.... { 

Hard steam. 

Do 

Do 

Do 

Slack 

Do 

Hard steam 

Wear fuel 

AberdareRhondda 
Welsh. 

Do 

Slack 



580 
613 

672 

784 

930 
678 

840 

672 

640 

560 

1064 

1260 

1232 

896 

704 

672 

2128 

2016 

2968 

2576 

1792 

342 

429 

504 
104 

loi 
1400 
972 
918 
917 

833 
i960 

1241 

276 



Per 
Hour. 



lbs. 
210 



PcrSq. 

Foot of 

Grate 

Hour. 
8 



lbs. 
7.63 



133 
217 

99 

134 

149 

«77 
129 

160 

165 

160 

140 

170 

210 

197 

151 
141 

168 

355 
502 

584 

495 

430 

147 
152 

174 
21.6 

50.6 

293 
256 

>73 
183 

284 

324 
82.4 



21.3 
34.8 
4.73 

6.4 

25.1 
30.0 
21.72 
27.0 
27.8 
7.62 
6.70 
8.10 



lo.o 

9-39 
7.20 

6.71 

8.00 

11.82 

16.73 
19.50 

16.50 

20.87 

8.42 

8.66 
10.00 

7-34 

17.21 
28.60 

16.90 
17.90 

7.31 
10.84 

12.15 

27.46 



II. Mechanical 



23 

24 
25 

26 
27 



The Patent Steam Boiler Co. 

G. Sinclair 

Knowles and Halstead 

S/'rfiiding Fires. 
J. Proctor 

Do. hand-firing 

J. Newton & Son 

Do. hand-firing 



Oct. 26,1881 



Dec. 15 
Nov. 18 



II 



II 10 rt 

w 10 u 

Oct. 20 II 

ti 2Q n 



7 3 
5 o 

4 43 

2 50 

3 o 



Slack. 
Do.. 



Slack. 
Do.. 
Do.. 
Do.. 







— 


r65o 
903 


232 
180.6 


19.4 
11.78 


2912 


613 


20.4 


1400 
1568 


494 
522 


16.8 
17.4 



1 See also results of tests of various Welsh coals and anthracites in this boiler. 
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b 


3-6 


0.70 


1.6 ■ 


'^t 


60 


Cast-iron air-bridge. 




a 


S4' 


8a 


19.0 


3.05 


\% 


2-5 

5'0 


Con- 


10^ 


^i 


60 


Cast -iron air-bridge. 




3 


_ 


_ 


_ 


— 


6 


3-0 


3-00 


20 


80 


38 1 


Cast-iron bridge and fire-clay 














9 


5-3 


4.50 






-( 


arch perforated. 




4 


43 


42.6 


1 3.1 


6.15 


4 




4-25 


^^ 


57 


% 


Cast-iron air-pipes at bridge. 






43 


47.0 


17.6 


5.05 




6J5 


9.50 


84 


16 






5 




90-5 


14-7 


9.20 


9 


4.33 


7.50 


27 


73 


23 


Hollow fire-bars passing air 
to bridge. 




6 


— 


101.6 


ao.33 


9.44 


8 


3-20 


Con- 


— 


100 


4S 


Hollow fire-bars passing air 
to bridge. 




7 


_ 


60. a* 


11.47 


4.78 


, 


0.33 


inuous 


_ 


_ 


20-^ 








55-74 


10.62 


3-73 


4 


2.70 


Cont. 


100 






Asbestos grid in flue to inter- 
cept an J burn smoke. 
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42,1 
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8 


3.0 
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40 


60 


48 


Jet of steam above the door. 




9 




7'-3 


liS 


8.00 


8 


3-4 


2-5 


IS 


1 


48 


Steani and air above door. 




lO 




1140 


6.70 






2.25 




40 


Steam and air at sides of 
















3-5° 


16.0 












II 


_ 


'37-5 


22.8 


6.S1 


— 


_ 


— 


_ 


_ 


42 


Steam and air ihrough tubes 






12 


161.3 


26.0 


g.20 


_ 


_ 


_ 


_ 


__ 


,= 


at front of (nrnaee. 






i3i.6 


2a.4 


9.32 






0.5a 


4 


96 


42 














8.S4 


4 


i.S3 


Com. 






40 








48 


72.23 


is!o6 




5 




6.00 


40 


60 


41 








83 


400 


66.7 


n.69 


3 






6 


94] 










^i 


353 


82.1 


10.87 


4 






'3 


&7 


Atmo- 
spheric 








S9 


409 


80.S 


8.56 




0.75 




3 


97 


Balanced fire-door. 






li 


369 


71.0 


8.90 




0.90 




9 


9' 








3*1 


77.0 


11.14 


4 


1.80 


6.50 


43 


S7 








13 




48.3 




8.76 


4 


1.50 


5-0 


45 


55 


3°) 








lOO 


61 


21.54 


S.gi 










8S 


A 


Swivel shutter, internal. 






So 


61 


21.40 


7.6a 


4 




i!6o 






30 1 






14 


59 


6.16 


1.30 


3-75 




1.00 


Nearly 


° 


100 


30 


Side firing. 






59 


7.06 


3.53 


4-34 






do.' 






30 i 






15 




147 


30.72 


6.SS 













.\lmo. 


Inclined brick fiiroace. 




16 


63 


105 


27-7 


6.76 












33 


Stage-furnace of brick. 




• 7 


«JO 


ii%.% 


22.7 
23.4 


8,06 
7.87 


4 


1.3 


2.25 


18 


82 


Si 


Vertical grates within fur- 




iS 


60 


'63.7 


26.i 


12.25 












61 


Deep fire-bats; enlaming flues. 
Short fire-bars 9 inches long. 




19 


47 


287.3 


4.-6 


?:y 






2,50 




88 


40 








.58.5 
19.8 














40 


Common giale. 




ai 


52 


5-91 


is 


10 


3-22 


1.67 


1% 


92>4 


27 


Vcnical retort -furnace. 
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16.7 


9.12 


10 


4-4 
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16 


84 


70 


Holroyd-Smilh's under-feed. 
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89.25 


8.99 


5 
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95 


Shovel-sprea<iinE stoker. 
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Hand-firing. 

Spreading fire; hot-air bta»L 
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toiler was 4 feet in diameter and 14^^ feet long, having a. 21^-feet fire-tubfc \ 
rte evaporative efficiency (column 12) was materially augmented by the J 




Fig. 69.-Wi:lii,i 



by Duncan Gralhni 



ployment of this asbestos grid. The proportion of visible smoke wasl 
diminished by its use. 

B. W, H. Schmidt. — In this apparatus steam is led by a pipe from the 1 
boiler into a small, chamber placed inside the furnace, just above the door- 
vay, from which the steam is discharged in streams over the fire, in the 
ilirection of tlie bridge. The fire-door is at the same time kept open twc 
pr three inches, so that air entering there is drawn in and dispersed by the J 
streams of steam amongst the gases in the furnace. This apparatus was I 
tested on one of the boilers at the Royal Albert Hall. 

L. Juillard. — Jets of steam are discharged from a hollow globe through 
perforations from above the doorway. Over the fire, air is also permitted 
to flow with the steam into the furnace. This apparatus was tested on one 
of the boilers at the Royal Albert Hall. 

/. Elliott.— \\\ this apparatus, air is introduced from the ash-pit, through 
passages constructed in the sides, into horizontal tubes placed just above 
the level of the fire, and directed obliquely towards the bridge. A jet of J 
steam is delivered through each tube, and draws or induces the air with it, j 
so as to be mixed with the combustible gases rising from the fire. There 
ss also a means of intercepting a portion of the escaping gases from the 
back of the bridge, with the object of burning them over again. This 
system was successful to some extent in diminishing the smoke, as may be 
gathered from a comparison of the smoke-scale when it was not in action, 
with the smoke-scale when it was in action. It was tested on one of the | 
■boilers at the Royal Albert Hall. 

The Great Britain Snioke'Comutning Company. — O. D. Orvis's system, 
in which air is introduced into the furnace above the fuel, through three I 
tubes at the front, over the doorway. The outer ends of these tubes are 
directed downwards. A jet of steam at the bend of each tube is discharged 
through the horizontal limb into the furnace over the fire, so as to draw and 
ive currents of air into the fire amongst the smoke, with the object, at the 
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same time, of accelerating the draught over the bridge. In burning slack, 
there was no evidence of efficiency for preventing smoke; in burning Welsh 
coal, it appeared that the evaporative efficiency was increased by the employ- 
ment of the apparatus. But as it did not appear to exercise any distinct 
influence for the promotion or the diminution of smoke, the favourable 
result can only be attributed to the mixing action of the steam-currents, 
effecting the combustion of carbonic oxide, and augmenting the draught; 
and, in consequence, the more active combustion of fuel and the evaporation 
of more water. The apparatus was applied to a Cornish boiler constructed 
by Fraser & Fraser. 

W, A, Martin & Co, — This apparatus consists of a balanced fire-door 
already described, page 184. The grate-bars consist of plain wrought-iron 
bars I ]^ inches square, which reach forward under the dead-plate, below 
which they are laid at a clear distance of i % inches. By this arrangement 
an additional current of air is admitted below the dead-plate into the burn- 
ing fuel. 

The Martin door is fitted to the boilers at the Pumping Station, Brixton, 
of the Lambeth Waterworks. The trial boiler is 7 feet in diameter, and 
28^ feet long, having two flues 33 inches in diameter. The g^tes were 
S% feet in clear length, having an area of 15 square feet each — together 
30 square feet — for the ist, 2d, 3d, and 4th trials, and were reduced to a 
length of 3 feet 9 inches, with a united area of 20.6 square feet, for the 5th 
trial. The steam was generated under atmospheric pressure. 

These trials were made with a twofold object — to test the efficiency of 
the Martin door and grate, and to test the comparative values of Nixon's 
Navigation coal and Northumberland steam coals. The combustion of the 
Northumberland coal is shown to have been accompanied by little more 
smoke than that of the Nixon's. The smoke-making quality of the North 
Country coal was tested in the course of the trial on January 19, when it 

was found that, keeping 
the doors closed, the smoke 
produced after firing lasted 
9 minutes,against 2.20 min- 
utes when the door was 
adjusted with a suitable 
extent of opening. The 
maximum smoke - shade 
was No. 9>^ against No. 4, 
and the average shade was 
N0.7 against No. 2. 20. This 
was evidence also of the 
efficiency of the Martin door 
for preventing smoke. 
A. C. Engert.—T\\\s apparatus, fig. 70, designed for a horizontal, under- 
fired, cylindrical boiler, consists of a shutter of two leaves in one casting 
pivoted at the bend to the upper part of the furnace mouth. When the 




Fig. 70.— Engert's Pivoted Shutter for the Furnace Mouth. 
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door is opened for charging, the incandescent fuel is pushed back upon the 
^rate; after which the inner end of the shutter is lowered upon the fire, in 
order to prevent a rush of cold air into the furnace, whilst the fuel is charged 
partly on the dead-plate and partly on the fore part of the grate. When 
the door is closed, the shutter is raised a few inches off the fire, so that the 
gases distilled from the fresh coal, together with a stream of air admitted 
under the door, are passed close over the fire and burned together. The 
results of the 2d and 3d trials show almost entire prevention of smoke. 
The trials were made on the boiler at Mr. Engert's Compo Works, Three 
Mills Lane, Bromley-by-Bow, in which the grate was 7 feet long and 
2j4 feet wide. 

A. C. Engerl. — This apparatus consists of two coking boxes, applied 
one to each side of a vertical boiler, for gradually coking and feeding the 
fuel into the furnace, by pushing it into the furnace. A small boiler of this 
description was tested at the Exhibition. The smoke was very slight, 
averaging No. i and No. 3 on the scale, 

J. Collinge. — Blocksage's apparatus, exhibited by Mr. Collinge, consists 
of an inclined grate and rectangular fire-brick furnace for the combustion of 
the fuel, erected outside an internal-flue boiler, at the front. The products 
of combustion pass direct into the flue. This apparatus was tested as 
applied to a Cornish boiler, 5^ feet in diameter and 14 feet long, at Brick 
Lane Brickworks, Dukinfield. The grate was 2 ft. l in. wide and i\i feet 
long, with a supplementary grate at the lower end, making up a total length 
of 4 ft. 1 1 in. and an area of loj^ square feet The door was kept close, 
but air was admitted to the fire through an opening under the dead-plate, 
Ij4 inches deep, for the whole width of the grate. The brickwork was 
maintained at a white heat, and the result was an absolutely smokeless 
chimney. 

/. Farrar &■ Co, — Barber's stage furnace, fig. 71, is, like Blocksage's 
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I apparatus, constructed outside the boiler, at the front It was tested 
I two Cornish boilers at the works of Mr. Farrar^ Bamsley, 7 feet in diameter 



ed on I 

meter J 

^1 



193 PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 

and 25 feet long, with 3>^-feet flues. The furnace consists of three shelves 
3^ feet wide, arranged one above another, 9 inches clear of each other. 
The uppermost shelf is the shortest, the one below it is longer than it, and 
the third is the longest The three shelves thus form a sloping bearing for 
coal, like the step grate already noticed, page 187. They are supplemented 
by short grates reaching down from each shelf to within a few inches from 
the one below. At the lower end, a short grate is provided for the recep- 
tion and removal of clinker and ash. The fuel used was hard smudge, a 
very fine slack; and, when the fire was made up, it became a sloping fire. 
The fuel was stoked on each shelf independently, and gently pressed inwards 
and under the incandescent fuel without breaking up the fire. The system 
of stoking was, in fact, underfeeding. The furnace was worked absolutely 
without any escape of smoke from the chimney. 

/. Wavish. — This system is applied to two Cornish boilers, 5 feet in 
diameter, 16 feet long, with a 33 J^ -inch furnace-tube, at the Oil and Stearine 
Works, West Ham. It consists of a central longitudinal water-tube in the 
upper part of the furnace-tube, two longitudinal dead-plates, one at each 
side of the furnace-tube, below the level of the water-tube, extending the 
whole length of the furnace, and two upright grates, 9 inches high, 3 feet 
5 inches long, one at each side of the water-tube kept several inches apart 
transversely, and resting one on each dead-plate. The fuel is charged upon 
the dead-plates, piled half-way up the horizontal tube, and thus the vertical 
grates are covered by fuel. The in-draught from the central interspace 
sweeps through the grates across the fire, to the right and the left. The re- 
sult of the test was apparently complete combustion, with an entirely smoke- 
less chimney, in burning hard steam coal. Hall's patent fuel was also tested, 
and the result, as indicated in the table, was a nearly smokeless chimney. 

Evaporative trials had been made on the boilers under notice by Mr. 
Felton, the manager, before the application of the Wavish system to them, 
and immediately after the application, in June, 1879. The same coal was 
used in both these trials; it was of the same description as was used in the 
official tests. Each trial lasted 24 hours : — 

Coal. Water. 

Ordinary grate 65^^ cwts. 4,643]^ gallons. 

Wavish furnace 53^ „ S>o39/^ »> 

showing that about 20 per cent less coal was consumed with the Wavish 
grate than with the ordinary grate, while 8 per cent more water was evapo- 
rated. 

Livtfs Patent Improved Boiler and Furnace Company. — The system of 
steam boiler and furnace exhibited by this company is described in the 
account of the boiler on the premises of Messrs. R. Clay & Sons, which 
was employed for the testing of Welsh coals and anthracites. This system, 
though not professedly a smoke preventer, is to some extent efficient 
for preventing smoke. It is stated by Messrs. Tate & Sons, sugar refiners, 
Silvertown, that, according to their experience, the evaporative efficiency of 
their boilers, burning 6 cwt. of coal per hour per boiler, was mcreased 
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from 6.39 lbs. of water supplied at 66° F.'per pound of coal, to 7.40 lbs., by 
tiie substitution of Mr. Livet's system of setting boilers. The results of 
performance of the testing boiler at Messrs. Clay & Co.'s, which has been 
at work on Mr, Livet's system for three years, are given in the Report on 
Results of Tests of Fuels. 

G. Halkr & Co. exhibit Kohlhofer's fire-bars, which are constructed in 
short lengths of g inches. The bars are formed triangularly, in side eleva- 
tion, with an opening in the middle for lightness. They are easily removed 
when required, and are not liable to suffer from excessive expansion. The 
results of the test which were made at the works of Messrs. Stafford Allen 
& Co., Cowper Street, City Road, London, show that more water was eva- 
porated per pound of coal burned on these bars than on the previous grate 
of common bars. The old grate bars had been much worn away, and 
allowed perhaps an excess of air to pass into the fire, a circumstance which 
might account for the difference. 

J. M. Stanley.— h. furnace external to the boiler, in front of it, being an 
upright rectangular chamber or hopper of brickwork, filled with slack. The 
lower part is the furnace, in direct communication, by a short brick flue, 
with the lluc of the boiler, into which all the products of combustion are 
discharged. It is perforated at the front wall for the admission of air in 
horizontal currents, which traverse the incandescent fuel horizontally, burn 
it. and pass through to the boiler-flue. This system was tested as appUed 
to the Cornish boiler at the works of George Fletcher & Co., Poplar Iron 
Works. The boiler is 4 feet 7 inches in diameter, by 12 feet 4 inches long, 
with a flue 2 feet 6j^ inches in diameter. The hopper is 3 feet wide by 
10J3 inches deep horizontally, and is 6 feet 7 inches high, inside the brick- 
work. There are two rows of openings ^% inches square, four in each row, 
in tlie front face, through which air for combustion is admitted, subject to 
regulation by a slide. Air is also supplied, when required, through an 
opening, controlled by a valve, in the lower side of the flue communicating 
to the boiler, to meet and consume the combustible gases which pass from 
the furnace. Whilst the furnace continued in steady action, it was perfectly 
smokeless; but, in consequence, as it appeared, of the unsuitable form of 
the hopper, the fuel did not descend freely, and it was necessary to probe 
and drive it downwards from time to tinne, to supply the place of consumed 
fuel. On these occasions dense smoke was emitted; but this was quickly 
reduced when the air-valve at the back was opened. 

J. Stnethirst. — An apparatus for purifying smoke from steam boilers. 
Shutting off the connection with the chimney, he diverts the products of 
combustion, by means of an exhausting rotary pump driven by the engine, 
through a cistern of water, where the black particles are precipitated, and 
also, it is said, the sulphurous acid; and whence the current is exhausted 
and is discharged through a pipe into the atmosphere. The smoke thus 
purified is of a light blue tint as it is discharged, and is free from deposit- 
able matter. Mr, Smethurst's apparatus comprised a small vertical boiler, 

inches in diameter externally, lined with fire-brick at the grate to form a 
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furnace y% inches in diameter, in which the coal — hard steam — ^was burned. 
The vapours were discharged through a 6-inch pipe. By the result of a 
test, conducted for twenty minutes, it appears that coal was consumed at 
the rate of 23 lbs. per hour, and water was evaporated at the rate of 90 lbs., 
or about 1% cubic feet, per hour; and that precipitating water was con- 
sumed at the rate of 27 cubic feet per hour, having been raised in tempera- 
ture from 60° Fahr. to 130° Fahr. 

Remarks on the Fixed Appliances at South Kensington, 

The admission of air above and beyond the fire for the prevention of 
smoke is a well-known expedient, which has been adopted in various forms 
ever since the modern steam engine was invented. It has, too, long been 
recognized that the heating of such extra supply of air prior to its emission 
into the furnace and flues, for the maintenance of a sufficiently high tem- 
perature during combustion, in conjunction with intimate intermixture, is 
of the first importance for the completion of the combustion of the gases 
discharged from the fire. The employment of means in various forms for 
effecting this object — the maintenance of a sufficiently high temperature — 
constitutes, accordingly, the chief speciality of the systems of smoke-pre- 
vention furnaces that were exhibited. 

Messrs. Chubb & Co. employ for this purpose a massive cast-iron bridge, 
exposed to the heat of the furnace, into the interior of which the supply of 
air is admitted, and from which the air is delivered in three thin sheets. 
The considerable area of heating surface thus developed must operate 
beneficially in warming the air preparatory to its delivery above the bridge, 
further augmented as it is by the semicircular projection of the bridge 
upwards, contracting the thoroughfare over the bridge to a semi-annular 
form; and not only augmenting the surface, but also ensuring more im- 
mediate intermixture of the gases and the air. This upward semicircular 
extension of the bridge is a notable feature of Chubb*s system. 

Mr. Gowthorpe has nevertheless succeeded in preventing smoke to at 
least as great a degree as Mr. Chubb, by projecting a single sheet of air 
horizontally from his cast-iron bridge. But it appears to have been wanting 
in economy of fuel when the quantity of water evaporated per pound of coal 
did not exceed 3 lbs. Mr. Gowthorpe's system is also at least as effective 
for smoke prevention as that of Mr. Hunter, who has elaborated a double 
supply of air, the combustible gases passing between the under-current of 
air from the bridge, and the upper subdivided current from the arch beyond 
the bridge. 

But Messrs. Ireland and Lownds effected a better contrast by their system 
.of close-set iron pipes at the bridge, in which the air-supply was heated as 
it passed to the far end of the pipes, and was delivered in thin streams 
through grids. Comparing the action of this air-bridge with that of the 
ordinary bridge, it is seen that it reduced the maximum density of smoke 
from No. 10 on the smoke-scale to No. 4, and the average density from 
6.75 to 2.0. 
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Mr. Pickering and Mr. Cornforth employ hollow fire-bars, through which 
air in passing to the bridge is heated. They did not make much reduction 
of the normal quantity of smoke. It is likely that in consequence of the 
frictional resistance to the passage of the air through the tubes, the supply 
of air was deficient; though, no doubt, the air that passed became highly 
heated. 

Mr. Pickering's system, in its entirety, has, since the tests were made, 
been inspected in operation applied to inside fire-tube steam boilers at the 
Nubian Blacking Manufactory, Snow Hill, and at the Hackney Wick Con- 
fectionery Works; where it operated efficiently in preventing smoke, and in 
keeping up steam. 

The results of the performances of Mr. Welton's asbestos grid, behind 
the ordinary bridge, arc interesting, but they are not conclusive. Un- 
doubtedly, the efficiency of the fuel was augmented by the agency of the 
grid, under the special conditions of the boiler, which was not set in brick, 
and from the flue-tubes of which the gaseous products flashed direct to the 
chimney. But steam boilers arc not usually worked in this condition. 

The systems of Schmidt, Juillard, Elliott, and The Great Britain Com- 
pany are all based on the long-known action of jets of steam in inducing 
currents of air to follow and accompany them. The air is thus blown over 
the surface of the fire, and its intermixture with the combustible gases and 
the consequent combustion are accelerated. None of these systems proved 
specially successful as a smoke preventer; though M. Juillard's appeared 
upon the whole to be the most effective. 

Messrs. Martin & Co.'s fire-door is successful as a smoke preventer, of 
the simplest construction ; adapted not only for stationary boilers, but also, 
being perfectly balanced, for marine boilers. 

Mr. Engert's swing-shutter inside the furnace was, when carefully 
managed, entirely successful in preventing smoke for low rates of combustion. 
The average tints of smoke recorded in the table are very light; and smoke 
■ was only emitted when the far end of the grate became uncovered and cold 
air was passed into the fire-place. It is apparent that the shutter interferes 
to some extent with the free play of the stoking implements. 

Mr. Engert's system of coking-firing, by a gradual feed of fuel, was very 
successful in preventing smoke. But it acted in this respect most efficiently 
when the rate of combustion was lowest, as indicated in the table: a rather 
inconvenient characteristic, since it tends to impose a limit on the gross 
evaporative performance of any given boiler. 

The Blocksagc system, of an external furnace in fire-brick, and Farrar's 
system, also external, and in fire-brick, were both worked with facility and 
with success in exhibiting absolutely smokeless chimneys. They both 
depend upon the highly heated reverberatory surface of fire-brick inclosing 
the burning fuel, for completely burning the fuel and preventing smoke; in 
heating the air and the gases that flow under the roof of the furnace, and 
maintaining the high temperature which, is so conducive to completeness of 
combustion. 
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Mr. Wavish's system is another of those in which the combustion of coal 
was complete, and the chimney was absolutely smokeless. It is distinct 
from the others which have just been referred to. The incoming air, sweep- 
ing horizontally the incandescent fuel, is highly heated, and carries with it 
highly heated gaseous products, all of which are mixed with, and so heat, 
the smoke-gases discharged from the comparatively fresh coal at the surface 
of the fire. In consequence, the mixture, having been detained at the 
surface of the fire by the horizontal sweep of the draught, is raised to a 
high temperature, which is maintained till combustion is completed. In 
testing the Wavish system with Weardale Steam Fuel, a light smoke was 
occasionally visible for a minute or two. The stoking of this furnace did 
not demand any special care on the part of the stoker. The means of 
actively circulating the water about the furnace have been found by the 
manager of the Oil and Stearine Works to be beneficial in the prevention 
of scale. 

Mr. Stanley's hopper-system of external furnace is an exemplification 
of the system of gradual preparatory distillation of fuel as a means of 
preventing smoke. Obviously, for the proper practical development of the 
system, an action more nearly automatic is required for feeding down the 
fuel than that which now exists. 

Mr. Smethurst's smoke purifier was effective in cleaning the smoke; but 
it is open to the objection that as much as eighteen times the quantity of 
water converted into steam was consumed in the operation. On a larger 
scale, no doubt, it would work more economically. 

The results of tests of mechanical stokers, given in table No. 41, page 
192, will be considered with those of the mechanical stokers that were 
tested in connection with the Manchester Smoke Abatement Exhibition. 

Fixed Appliances at Manchester, 

A few systems of furnace, exhibited at Manchester, were tested in the 
same manner as has already been detailed for the South Kensington 
exhibits. 

/. Hampton, — Fire-proof Smoke-consuming Bridge: a hollow bridge 
of cast-iron, sloping backwards towards the flue. The lower part of the 
flue at the bridge, or back of the furnace, is closed by a cast-iron plate. 
To this plate is bolted the bearing-plate, which carries the upper or hollow 
part of the bridge forming the back of the furnace. This upper part is 
made in two pieces, for easy erection and easy removal. The front portion 
is made with numerous perforations, through which a supply of air from the 
interior — heated to a greater or less extent — is delivered in streams into 
the fire-place, to mingle with the gaseous products of combustion, for the 
purpose of consuming them. 

This bridge was examined and tested at the works of Messrs. Chidley, 
Phillips & Co., distillers, Stratford, on July 1 1, 1882, where it was at work 
on the steam boilers. The boiler to which attention was direct 
Cornish boiler, 71^ feet in diameter and 30 feet long, with i 
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9 inches in diameter. The fire-grate was 6 feet in length. The smoke was 
considerably reduced by the employment of the bridge, in consequence of 
the admission of air from the brid^'e through the perforations, which were 
twenty-one in number and iyi inch in diameter. Nevertheless, it was neces- 
I sary to keep open the fire-doors occasionally, in order to reduce the smoke, 
the small coal used being of a very smoky character. New bridges were in 
course of being substituted by Mr. Hampton, having fewer and smaller 
apertures; and it has been stated that the performance of the boiler was 
improved by the substitution; evidence apparently that too much air had 
been admitted through the earlier bridges, so as to affect the supply of steam. 
The Hampton bridges have proved to be very durable wherever they have 
been erected. 

James Moore. — T. Nutt's " Patent Economizing and Smoke-consuming" 
Furnace. As applied to a Cornish boiler, there are four fire-brick dia- 
phragms built across the flue-tubes, dividing it into four compartments. 
The first diaphragm is built just behind the ordinary bridge at the back of 
the furnace, and is constructed with openings between the bricks at the 
upper part, for the draught. The second diaphragm consists of a small 
steam boiler or tank, occupying the lower half of the flue, surmounted by a 
solid brick wall occupying the upper half The small boiler is formed with 
an arcli over the lower part of the flue, through which the draught passes. 
It is supplied automatically with water from a cistern at the front. The 
third diaphragm is solid for the lower half, and is made with numerous 
openings through the upper half for the draught. The fourth diaphragm, 
placed at the far end of the flue-tube, is made with openings through the 
lower half, for draught. By such a disposition of diaphragms, the undula- 
tions of draught produced are conducive to intermixture and combustion. 
In addition, the steam from the small boiler in the second diaphragm is 
discharged in numerous small jets from a perforated pipe at the back of the 
small boiler, thus forcibly intermixing the elements, 

This system was tested for smoke prevention on the Cornish boiler at 
Betts's saw-mill, Homerton. The boiler was 4,^^ feet in diameter and 18 feet 
long, having a flue-tube 2 feet 8 inches in diameter. The fire-grate was 
5J4 feet long. The door was formed with six air-slots 4 inches by ^^ inch 
wide. Fired three times with common slack in the course of half an hour, 
the smoke, taken together, was visible for only 2yi minutes, The deepest 
shade was No. 3 smoke-shade, except once, whilst a very heavy fire was 
charged, when smoke of No. 5 shade passed from the chimney, and entirely 
disappeared within i % minutes. 

Thomas Henderson. — Furnace-front and Fire-door. The door is 

balanced, and turns on a horizontal axis at the lower side. It is made with 

two leaves directed towards the furnace, by one of which the doorway 

is closed, whilst the other leaf is in a horizontal position, forming a con- 

I^K tinuation of the dead-plate. The door-leaf is hollow, air being admittedj 

^H'fmm below into the cavity, where it is partially warmed, and whence it^T 

^H ""hrough perforations in the inner plate into the furnace. 
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door can be adjusted on its axis to admit air into the furnace through the 
doorway, and, at the same time, at the dead-plate. When the door is turned 
downwards — a movement which can be effected by a stroke of the shovel — 
the door-leaf may be lowered into a horizontal position level with the dead- 
plate, when the furnace can be stoked, after which the door is restored to 
its usual position. When it is required to clean the fire, the door is turned 
down still further — below the horizontal position — so as to present a sloping 
surface, upon which clinker and ash are received, and from which they are 
discharged into the ash-pit, whilst the dead-plate leaf hangs as a screen, ver- 
tically downwards, and protects the stoker. The furnace-front is double, 
and is so constructed that currents of air pass through it, and are delivered 
warm into the furnace. 

This apparatus was tested for smoke, June 23, 1882, at the works of 
Messrs. Wright & Co., Wharf Foundry, Bolton, where it was applied to one 
of the steam boilers. The boiler was 6}i feet in diameter, having two flue- 
tubes 2]4 feet in diameter. The grates were 6 feet long. The steam pres- 
sure was 45 lbs. per square inch. The fuel used was slack, consumed usually 
at the rate of 6 cwt per hour. Smoke, usually of from No. 6 to No. 7 
smoke-shade, was discharged after every levelling and firing, although the 
door was set open as much as i inch on each occasion. The smoke 
cleared off in from i to 3 minutes after firing. As firing took place ten or 
eleven times per hour, the total duration of smoke was at least 20 minutes 
in the hour. 

R, W, Crosthwaite exhibited an application of C. B. Gregory's " Smoke- 
burning Furnace" to a vertical boiler constructed by Cochran & Co. 
Mr. Gregory's furnace is inclosed in a cubical casing of cast-iron, lined 
with fire-brick. The fresh fuel is charged into a steeply inclined hopper of 
fire-brick, and falls upon a horizontal grate. Air is admitted to the fuel at 
the lower part of the hopper, and through the grate. Air is also admitted 
at the front: it passes along the sides in contact with and heated by the 
hopper, and is discharged at the throat of the furnace at the back, in two 
streams, from opposite sides, meeting and mingling with the combustible 
gases from the fire. Complete combustion is thus effected. 

Cochran & Co.'s boiler is constructed with a semispherical fire-box, 
3 feet in diameter at the fire-grate, from which, at one side, the products of 
combustion pass into a combustion chamber above, thence through a num- 
ber of horizontal flue-tubes into the smoke-box and the chimney. The 
ash-pit was thoroughly closed for the purpose of the trial; and the flue from 
Gregory's furnace was conducted into the fire-box of the boiler, through the 
doorway, which was curtailed by fire-brick to form a passage-way 9 inches 
wide by 2 inches high. The fire-grate of the Gregory furnace was \y% inches 
by 8^ inches, and the throat, or way out, was 17)^ inches by i% inches. 
Two streams of heated air entered the throat at opposite sides, through 
openings ly}^ inches by i inch high. 

Two days' tests were made. On the first day, the apparatus and the 
boiler were tested together; the second day, Gregory's furnace was difloon- 
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nected, and the boiler was tested in its ordinary condition. The fuel con--l 
Sumed was Silkstone coal. The following were the leading results, table 1 
No. 42: — 

Table No. 47. — Gregory's Furnace for Steam Boilers versus 
THE Ordinary Boiler. 



Date of test. 

Duration of test 

Coal consumed 

Do. do. per hour... 

Clinker 

Ash 

Feed-water, temperature . . 



Do. consumed ... 



Do. consumed per hour 

Do. per pound of coal 

Period during which smoke was visible 

Maximum smoke-shade 

Average smoke-shade for the whole period of trial. . 



May I, 1882 

8 hours 

1 88)^ lbs. 

23.56 lbs. 

^Ib. 

25 J^ lbs. 

67.5° Fahr. 
( 19 cu. ft. 
I 1185.6 lbs. 

2.375 cu. ft. 

6.29 lbs. 



0.04 



May 2, 1882 
8hrs. 21 min. 

22q% lbs, 

27.50 lbs. 
3}^ lbs. 

5 lbs. 
62' Falir. 
19 cu. ft 

1 185.6 lbs. 
2.28 cu. fi. 
5- 1 7 lbs. 

6 hrs. 40 min. 
No. 8 



These results show practically an entire freedom from smoke for th( 
Gregory furnace, and for the boiler with the ordinary furnace an average 
smoke-shade nearly No. 3, whilst the maximum was No. 8. The quantity 
of water evaporated per pound of coal with the Gregory furnace was upwards 
of 20 per cent more than without it. 

Benjamin GDOclfdhw. — Johnson's Smoke and Fume Washer was ex-' 
hibtted in model. The object of the invention is chiefly to intercept the 
sulphurous gas from smoke, and to prevent poisonous impurity escaping 
into the atmosphere. It was tested, June 2S, 1882, at the works of the 
exhibitor, Hyde, for smoke prevention only. The apparatus consists of an 
enlarged flue through which the products of combustion pass on their way 
to the chimney. It is made of strong timber, put together air-tight The 
lower part of the flue is a water-tank divided into compartments, each of 
which contains a dash-wheel, like a paddle-wheel, having a number of spikes 
or prongs fixed on each block at the circumference. As the wheels revolve, 
the prongs are dipped into the water in such a manner as to raise a con- 
tinual spray, which is traversed by the current of smoke, and by which the 
smoke is washed. Each wheel is succeeded by a screen composed of coke, 
laths, or other suitable material, through which the current passes, and by 
which every solid particle is arrested. By means of a fan placed beyond 
the screens, the draught is maintained undiminished. 

By the operation of the smoke washer, the smoke current was cleans! 
,of all solid particles, and was lightened in shade to a material extent, i! 
from the chimney of the apparatus, of a bluish colour. 

It was ascertained by Mr. Estcourt, the city analyst, Manchester, 
■water alone is used in the apparatus, a proportion of from 
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80 per cent of the sulphurous acid gas is intercepted; and that, by dissolving 
soda or lime in the water, the whole of the acid can be taken up. 

Remarks on Fixed Appliances at Manchester. 

J. Hampton's Fireproof Bridge is distinguished chiefly for its durability. 
James Moore's Perforated Fire-brick Partitions have no doubt proved instru- 
mental in not only diminishing smoke but also in economizing fuel by 
increasing the evaporative efficiency. These results clearly follow from the 
means provided for mixing the currents of combustible gases and air, and 
the partial detention of the hot gases between the partitions. Thomas 
Henderson's Furnace Front and Fire-door are conveniently worked, and are 
especially serviceable on board steamships, where the balanced door remains 
in one position irrespective of the movements of the vessel. R. W. Cros- 
thwaite's exhibit of Mr. Gregory's application of his furnace to a steam boiler 
supplied powerful evidence, if such had been necessary, after the evidence 
previously accumulated, of the soundness of Mr. Gregory's system of smoke- 
burning furnace, in the absolute freedom from smoke after the fire was got 
into working condition; the very slight appearance of smoke even at the 
commencement; and the complete combustion with a very limited surplus 
of air. 



Chapter XX.— SYSTEMATIC TRIALS OF FURNACES 

AND BOILERS. 

TRIALS OF THE SYSTEMS OF MR. J. PARKES AND MR. C. W. WILLIAMS, 

BY MR. HENRY HOULDSWORTH, MANCHESTER. 

Mr. Henry Houldsworth conducted an extended series of trials of the 
systems of Mr. Josiah Parkes and Mr. C. W. Williams for burning coal under 
the steam boilers at his factory in Manchester. He had four waggon 
boilers at work. Speaking in July, 1843,^ he had had the system of Mr. 
Parkes applied to his boilers, for twenty years; but it fell into disuse, "in 
consequence of air being frequently admitted in excess, which was found 
to produce rather than to prevent smoke in some cases, and to diminish 
the heat of the furnace." It was left to the fireman to regulate the supply 
of air at the bridge, and as Mr. Parkes had proportioned his passages so 
large that, when fully opened, they admitted too much air, the effect was 
detrimental both as to the production of steam and as to the formation of 
smoke. The principle was not well understood at the time, and practical 
men appear to have adopted the view that the system of Mr. Parkes was 
bad ; whence it gradually fell into disuse. 

In the beginning of 1842, Mr. Houldsworth had applied Mr. C. W. 
Williams' system to several of his furnaces; and in June of the same year, 
after having had six months' experience of it, "he could say confidently 
that, without any particular trouble or care of management, it would 

^ Report from the Select Committee on Smoke Prevention^ ^843; page 96, &c. 
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prevent, at the very least, three-fourths of the smoke which was now made." ' 
liy means of a self-roistering pyrometer, he obtained important information 
as to the temperature in the flues of a boiler fitted on Mr, Williams' system; 
and the d^ree to which the temperature could be influenced by the state 
of the fire and the quantity of air admitted above the fuel. The boiler, of 
the waggon form, was constructed without any internal flue; the gaseous 
products passed underneath from the grate to the far end, and returned by 
a wheel -draught, along one side-flue, across the front, and by the other side- 
flue^ to the chimney. The pyrometer, as at first constructed, consisted of a 
copper wire, which was passed through the first side-flue, from end to end, 
and was kept in a state of tension by means of a weight; acting upon a 
lever by which the movements were magnified ten times, and which pointed 
to a graduated arc. The movements were registered on a sheet of paper 
stretched upon a cylinder which slowly revolved. For the purpose of com- 
parison, two charges, 3 cwt each, of coal were delivered at two different 
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times upon the grate when the fire was in the same condition, and the 
temperature in the flue, indicated by the pyrometer, being also the same, 
about 700° F, For the first charge, the air-passages were open; for the 
second, they were closed; and each trial lasted 100 minutes. The cor- 
responding pyrometrical diagrams are reproduced to a smaller scale in 
fig. 72.* From the fuller diagram, described when the air-passages were 
open, it is found that the average temperature in the first side-flue was 
about 1100° F.; from the lower diagram, described when the air-passages 
were closed, the average temperature was little more than 900° F. In 
the first trial, smoke was entirely prevented ; in the second, for the most 
part, the flues were filled with smoke So sensitive was tlie pyrometer, 
that it registered the cold produced by a simple opening of the fire- 
door. On the contrary, it registered the fluctuations of temperature, 
higher and lower, by alternately opening and closing the air-passages at 
intervals of five minutes. The prompt rise of temperature shown, at the 
commencement of the diagram, when the fire was charged, with the air- 
supplies open, is in marked contrast with the very gradual rise of tem- 
perature in the other diagram when the air was shut olf. Again, when, at 
the end of 75 minutes, on the upper diagram, the fuel was levelled on 

' Thituiutiani oftht Briiiik Asiodatien jor the Advancement of Science, June, 1S42. 

' The diagnuns $xe copied bom the figures given in Tht Mechaaici Magaane, 1841; page jS. 
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the grate, and air-holes in the fire presumably closed, the temperature 
suddenly rises, ioo° in two minutes; whereas, in the lower diagram, when, 
at the end of 70 minutes, the fire was levelled, the temperature rose only 
100° after the lapse of 15 minutes. 

From the evidence of these pyrometrical diagrams, one is prepared to 
learn that considerable economy of fuel could be effected by the use of Mr. 
C. W. Williams' system in Mr. Houldsworth's boilers. Deducting the tem- 
perature of the steam, generated presumably at little more than atmospheric 
pressure, the average excess temperatures were in round numbers 900"* and 
700° F., the former of which was 30 per cent more than the latter — pointing 
to 30 per cent more production of steam, or an economy of at least 23 per 
cent of fuel. The economy should be taken as greater than this, since the 
plate-surfaces must have been freer from soot, with better combustion. 

One year later, in July, 1843, Mr. Houldsworth communicated the 
results of his experimental trials, in his evidence before the Select Com- 
mittee.^ For the copper wire of his pyrometer, which was subject to 
corrosion, he had substituted an iron bar, 18 feet long, which was supported 
in the flue by pegs driven into the side wall. He had in active operation, 
furnaces fitted with Mr. Parkes' variable air-supply at the bridge, and also 
with air-supply by the door, the amount of the supplies together being 
regulated by mechanism. He had also three furnaces fitted with Mr. 
Williams* diffusion-box, — a perforated cast-iron box behind the bridge. 
He preferred that air should be admitted above the grate by apertures of a 
given area, constantly open, involving neither mechanism nor special care 
on the part of the fireman. He found that though the air-supply above 
the grate, if strictly proportioned to the requirement, should be varied 
according to the state of the fire, " the admission of a constant quantity of 
air within certain limits, which there is no difficulty in finding and fixing, 
is productive of a saving of fuel.** He further considered " that the diffusion- 
box in his case was not necessary to the economic effect; but that the 
same result was obtained, or nearly so, by the admission of the air in one 
volume, provided the aperture enter the interior at two feet or more below 
the top of the bridge, or in any situation to be speedily mixed with the 
gases by the eddies and currents existing about the furnace.*' Till within 
twelve months of the time of speaking (July, 1843), he had shared the 
prevailing opinion that the consumption of smoke was attended with an 
increased expense for fuel; but the results of his later experience, with 
Mr. Williams' system, convinced him that, ** by a simple admission of air 
through a constant or uniform opening," at the door and the bridge, in the 
proportion of from i ^ to 3 square inches per square foot of grate, according 
to the nature of the coal, a saving of from 10 to 25 per cent could be 
effected. " By the addition of mechanism, or by care on the part of the 
workmen in regulating the quantity of air admitted, a greater diminution 
of smoke may be produced than without such mechanism or care;" but, 
making allowance for difference of work done, he found that he had effected 

^ Report from t/ie Select Committee on Smoke Prevention^ 1^43; page lOO. 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS. 



209 



a saving in fuel averaging 20 per cent, for long periods, by the simple 
expedient of a uniform area of opening for air above the fuel. 

In support of his views, Mr. Houldsworth communicated the results of 
thirty experiments with the trial boiler, a waggon-boiler of 24 horse-power. 
In each experiment, 1840 lbs. of coal were consumed, in charges of 460 lbs., 
and of 230 lbs. The pyrometer stood at about looo*" F. at the beginning, 
and 950** at the close of each trial. Two kinds of coal were used : Knowles' 
Clifton coal, a free-burning kind, which did not cake, and produced a 
considerable quantity of ash; and Barker & Evans* Oldham coal, a slow- 
burning, rich, caking coal, containing little ash. Each trial occupied one 
day, commencing at 1 1 a.m., and lasting for about 6}4 hours with Clifton 
coal, and about 8 hours with Oldham coal. The Clifton coal lay 8 or 
9 inches deep on the grate; and the Oldham coal 5 or 6 inches deep. The 
results of the trials are abstracted in table No. 43. The area of fire-grate 
is estimated, from figures given subsequently, to amount to 18 square feet. 
from which the quantities in the fourth column of the table are calculated : — 

Table No. 43. — Prevention of Smoke in Mr. Houldswc«th's 

Experimental Boiler. 1843. 



Air-supply above the Grate. 


Coal Consumed 1840 lbs. 


Average 
Temper- 
ature in 
the first 
Side-flue. 


Water 

Evaporated 

per lb. of 

Fuel. 


Relative 

Economic 

Effect. 


Chaige. 


Per Hour. 


Per Hour 
persq. 
foot of 
Grate. 


Clifton Coal. 
I. No air 


lbs. 

460 
460 

230 

230 
230 
460 


lbs. 

278.4 
280.8 

265.8 

279.0 
265.8 
279.0 


lbs. 

15.5 
15.6 

14.8 

15.5 
14.8 

15-5 


Fahr. 

973' 
1 165 

II22 

1220 

995 
1 160 


lbs. 

5-41 

6.85 

6.94 
6.60 

6.80 


106 
135 

136 

129 

100 

133 


2. Constant apertures 45 ) 
square inches / 

3. Supply regulated by eye \ 
and by scale, according > 
to state of combustion .. ) 

4. Constant apertures 45 ) 
square inches / 

K, No air 


6. Air through two 6-inch ) 
pipes, regulated by sight j 


Oldham Coal. 
7. No air 


230 
230 

230 

460 and 230 
230 


220.2 

2430 

229.2 
230.4 
216.6 


12.2 

13.5 

12.7 
12.8 
12.0 


960° 
1080 

1050 
1070 

1053 


7.30 

6.85 

7.40 
7.70 
8.30 


100 

94 

102 
106 
114 


8. Constant apertures 35 1 
square inches j 

9. Constant apertures 24 
square inches 

10. Air regulated by scale ... 

11. AirregulatedbysightjSO ) 
as to produce no smoke j 


12. Half Clifton, half Oldham 


— 


243.0 


135 


1060 


7.20 
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of Temperature, Mr. Houhfsworth's noiler. -Clifton CoaL 

V .-.trxraciire sunk slightly, from lood" F. at the commencement 
>. .. /::iton coal was charged, to 060'; but in 3 minutes it began 
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to ascend, and in 40 minutes it attained a maximum of 1370**. Then 
40 minutes later, at 12.20, when the second charge was delivered, it fell to 
lcxx)°. After the third charge, the rise of temperature was less than after the 
second charge, in consequence of the accumulation of ash on the grate. 
The fire was then stirred and levelled ; and the fourth and last charge was 
delivered. The fire was afterwards twice stirred and levelled, to burn up 
the whole of the measured quantity of coal. The rise of temperature at 
each stirring is distinctly shown. The temperature reached after the last 
charge was lower than the previous temperature, as the stirring previously 
had, by combustion, diminished the reserve of fuel on the grate, before the 
last charge. 

For the second diagram, fig. 74, no air was admitted above the grate, and 
the temperature fell rapidly, after the first charge of 460 lbs., from looo"* to 



ipjr 



SPM 




TOO* 
Fig. 74. — Diafcram of Temperature, Mr. Houldswoith's Boiler.— Qiflon Coal. No air admitted above the fire. 

820^ in consequence of the generation of combustible gases which passed off 
unconsumed. At ten minutes after 11, when the coal became fully ignited, 
the temperature rose, but to 1180° only, instead of 1370** as in the previous 
diagram. At every succeeding charge similar deep depressions of tempera- 
ture took place, making an average heat of 980° only. The benefit even of 
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ftK> 75< — Diagram of Temperature, Mr. Houldsworth's Boiler. — Clifton Coal. No air admitted above the fire. 

the air admitted when the fire-door was opened for charging, is indical 
on the diagram by the small rise of temperature at the time of stoki 
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Ten years later, in 1853, Mr. Houldsworth afforded testimony in cor- 
roboration of his earlier experience.^ In consequence of the success of his 
early experiments, all the furnaces of his firm had been fitted with supple- 
mental air-flues and valves; and the total resulting average economy of 
fuel, after ten years* operation, amounted to 18 per cent; with a diminu- 
tion of at least three-fourths of the dense smoke previously produced. 
Mr. Houldsworth gives the comparative duration of dense smoke for a 
period of six hours, during three several days in November and December, 
1853, under different conditions: — 

Dense Smoke. 

ni;n.,».« >" ports of 

nuniitcs. while time. 

1. When no air was admitted except between the fire-bars.. 143 ... 40^ % 

2. A medium quantity of supplemental air admitted, and j 

no care on the part of the stoker — ordinary every- V 49 ... i3}4 % 
day work ) 

A full quantity of supplemental air constantly admitted, ) c v" 7 

and the stoker's vigilance stimulated by a caution. . . . j ^ * * ' 5 72 A 

The observations on the first and second days were made without the 
knowledge of the stoker; on the third day he was specially instructed to 
prevent smoke, and to maintain a constant area of aperture for air above 
the fire, of 2)4 square inches per square foot of grate. It appears from this 
that a chimney into which the furnaces of three waggon-boilers discharged 
llieir gaseous products, should not produce dense smoke for more than about 
three minutes per hour. 

Nevertheless, it is on record in the same report,* that, at eleven cotton 
mills in Manchester, representing the average condition of Manchester 
chimneys in 1845 and 1846, the length of time during which smoke was 
emitted in nine hours of observation varied from 8 hours 52 minutes to 
4 hours 56 minutes, and averaged y^ per cent of the whole time. In 1853, 
the same authority stated, the smoke had been greatly diminished ; and the 
most popular plan of boiler for preventing smoke consisted of the double 
furnace boiler with alternate firing. 



Chapter XXI. 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS 

(coniinufd), 
EXPERIMENTS BY MR. JOHN GRAHAM, 185O-S7. 

Mr. John Graham^ conducted a long course of experiments for the pur- 
pose of testing the qualities of furnaces variously arranged, with the evapo- 

• Letter of the Board of Trade, with Evidence on the Consumption of Smoke: Parliamentary 
Report, 1855; page 14. 

• Ibid. Letter from the Town Clerk of Manchester, page 1 1. 

• ** On the Consumption of Coal in Furnaces, and the Rate of Evaporation from Engine Bo 
Read Feb. 23, 1858. In the Memoirs of the Literary and Philosophical Society of Manchester, 
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front, and 13 inches at the back; bars }i inch, with J^-inch air-spaces. 
The flame-bed was concentric with the boiler, 5 inches clear. There was 
no soot collected on the bottom of the boiler. The boiler, as ordinarily 
worked, evaporated 36.35 cubic feet of water from 60° F. per hour, with a 
consumption of about 14 lbs. of coal per square foot of grate per hour. 
When pushed, or worked briskly, with a fire 7 inches thick, it evaporated 





Figs. 8z.— Experimental Cylindrical Boiler. Scale i/i6a 

51.57 cubic feet of water per hour, with a consumption of 18.9 lbs. of coal 
per square foot per hour: showing the ratio of 6.09 lbs. of water per pound 
of coal. 

The following are the proportions of water evaporated per pound of coal 
under various conditions: — 

Water from 60* F. From and 
per lb. of coal. at 2x2* F. 

Worked at the ordinary rate : — ibs. iiw. 

Fire 5 inches thick. 5.60 ... 6.38 

Do. 7 do. 5.78 ... 6.58 

Do. 10 da 5.93 ... 6.75 

Worked briskly, and apparently pushed, with a 7-inch \ ^r _ . /- ., 

fire J ^^ •■• ^^^ 

When in a dirty condition within, with a slight scale of "j 

sulphate of lime about the thickness of a sixpence or f ^ , 

less; in other respects under ordinary circumstances, C^'^ 
with a 7-inch fire... ) 

When made perfectly clean and keen internally by ) ^ 

means of muriatic acid, with a 7-inch fire J '^^ ' * ' ' '^^ 

The unusual efficiency of evaporation, under the stimulus produced by the 
application of muriatic acid, only lasted for a day or two — the interior of 
the boiler became glazed or smoothed, and the keenness was destroyed. 
The Egg-end Cylindrical Boiler, figs. 82, was 6 feet in diameter and 




Figs. 82.— Experimental Egg-end Boiler— New Setting. Scale i/2sa 

42 feet long, of 5/i6-inch plate. The fire-grate was 5 feet i inch wide, and 
6 feet II inches in length; with J^-inch bars and J^-inch air-spaces. A 
concentric flame-bed, 6 inches clear, was carried out as a flash-flue bene;**'** 
the boiler. The evaporative efficiency was as follows: — 
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Water from 60* F. From and 
per ib. of coaL at aia" F. 

lbs. lbs. 

Fire-grate 1 2 inches below the boiler 6.14 ... 7.00 

The burnt gases caused to impinge upon the boiler 6.30 ... 7.18 

Fire-grate 14 inches below the boiler; otherwise 21s ), , ^ 

before / '"* "" ''^ 

A series of half-bridges introduced, dispersing the cur- 1 ^ ^^ ^ g^ 

rent, and causing it to impinge in all directions J '" 

Fire-grate 25^ inches below the boiler; otherwise as I « 

before P'" - 5-»3 

The benefit of the impingement of the gaseous products on the heating 
surface is here apparent to the extent of from 2% to 3)4 per cent of 
economy. The best level of the grate, that was tried, was at 14 inches 
below the boiler. 

This boiler had previously been set, and worked for some time, as in 




Fig. 83.— Egg-end Boiler— Old Setting. Scale x/aso. 

fig. 83. By the resetting as shown for the experiment, figs. 82, an estimated 
saving of at least 30 per cent of fuel was effected. 

The Butterley or Fish-mouthed Boiler^ figs. 84, was 7 feet in diameter 
and 25 feet long, of 5/i6-inch plates. The grate was 4j^ feet wide and 
6 feet long, having an area of 25^^ square feet, and was placed 21 inches 
below the crown of the bottom of the boiler. The fire-bars were J^ inch 






Figs. 84.~EIxperimental Butterley Boiler. Scale 1/128. 

thick, with J 2-inch air-spaces. The internal flue was 29 inches in dia- 
meter, and flues were carried along the outer sides. In ordinary working, 
42.30 cubic feet of water at 60'' was evaporated per hour, and 3174 lbs. of 
coal per hour were consumed ; making 8^ lbs, of water at 60° F. evaporated 
per pound of coal, or 9^2 lbs. from and at 212° F. 

The Multiple-cylinder Boiler, fig. 85, was constructed by adding three 
heaters, 18 inches in diameter, to the flat-end cylindrical boiler shown in 
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figs, 81. The heaters were of the whole length of the boiler, and were 
suspended from it by neckings, apparently 6 inches in diameter, by which 
the circulation of water and steam was maintained. The fire-grate was, as 
before, 4 feet S inches wide, whilst the developed surface, considered as 
radiating fire-surface, measured round the three heaters and the bottom of 
the boiler, amounted to 17 feet 7 inches in width. The boiler, thus altered, 
proved unequal to the work of the boiler in its original form; it only 
evaporated from 6.26 lbs. to 6.60 lbs. of water from and at 212° per pound 
of coal. 

The boiler was reset as shown in fig. S6, when the heaters were closed 
above by brick arching. The developed surface, thus limited to the heaters, 
was contracted to iO',4 feet in width; and the performance of the boiler 
was evidently improved. 

But the setting was still further contracted around the heaters, as in 
fig. 8y, and the developed surface was reduced to a width of 7 feet Further 




I 
I 



Water Tubn or Hal 



improvement was effected by the alteration; in fact, the boiler now became 
slightly more effective than when it was a plain cylinder. It was never- 
theless restored to its original form; for the brickwork about the heaters 
was continually shaking loose, and the tubes became scaled and dirty. 

By the evidence of Mr. Graham's experiments it is proved, first, that 
such boilers as have the direct heating surface evenly, or nearly evenly, 
extended above and near the fire, are the most efficient; and for the reason 
that the radiated heat from the fire is the most promptly absorbed by the 
heating surface when so disposed. The superior action of the waggon 
boiler and the Hutterley boiler is due to the flat arched surface above the 
fire. Second, that, so far as the experiments extended, a thick fire with a 
brisk draught was more effective than a thin fire; and that there is a par- 
ticular distance of the grate below the boiler that is more conducive to 
efficiency than any other distance. Third, that impingement of the hot 
gases upon the heating surface is conducive to efliciency. Mr. Graham 
drew many deductions from the experiments, of which tlie following may 
be mentioned: — i. The flues round a boiler, when coated with soot '/i inch 
thick, are of little or no use in making steam. 2. If the sides and bottom 
of a boiler exposed in the flues be cleared of soot once a week, a saving 
ensues of about 2 per cent. 3. A very slight difference in the setting of a 
boiler may readily produce a difference amounting to 21 per cent in I 
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result 4. A difference in the mode of firing may produce a difference in 
the result of 13 per cent. 5. A scale of sulphate of lime, 7x6 inch thick, 
reduced the efficiency 14.7 per cent 6. Neither wetness, nor the lapse of 
three years after the coal was taken from the pit, nor a variation of tem- 
perature from 40° to 70° F., made any appreciable difference on tlie 
performance of the fuel. 7. Windy weather invariably gave a high result 
8. A moderately thick and hot fire, with a rapid draught, uniformly gave 
the best result The condition of the coals varied from that of dust to that 
of 4-inch pieces ; and it was found advantageous to maintain a thickness of 
from 6 to 7 inches on the grate. 9. Coals reputed to be drawn from the 
same pit varied 6 per cent in evaporative power. 10. The highest results 
were obtained when the air for combustion was supplied entirely through 
the grate. The introduction of air elsewhere uniformly occasioned loss: 
whether it was admitted by the furnace doorway during two minutes after 
firing, or for a longer or a shorter period of time, or through a regulated 
slot above the door, or through apertures larger or smaller, and more or less 
numerous, in the sides of the furnace, in the front, the top, or the back of 
the bridge. 1 1. Complete prevention of black smoke was only accomplished 
by the introduction of an additional supply of air. The consequent loss by 
smoke prevention thus effected was a little more than i per cent Mr. 
Graham estimated from experiment that the weight of black smoke dis- 
charged, composed of dust and carbon, did not exceed one-thousandth 
part of that of the coals consumed. 
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SYSTEMATIC TRIALS OF FURNACES AND BOILERS 

{comtiitiud). 

COMPARATIVE TRIALS OF STATIONARY STEAM BOILERS 

AT MULHOUSE. 1859. 

M. Emile Bumat, in conjunction with M. E. Dubied, wrote a very full 
rcjx>rt of a course of trials of boilers of various designs, conducted by the 
mechanical committee of the SocUtt^ Imiustrielle de Mulhouse} 

The trials lasted for 108 days consecutively, from June 6 to October 22, 
i^xvX rhcy were made with four competitive boilers, of various designs, 
ctxvtcvl at one of the mills belonging to MM. DoUfus-Mieg & Co., Dornach, 
MuIhvHJSC Three of the boilers were constructed and supplied by MM. 
>lv?iuK>s& lVM\nicr. Paris; M. Zambaux, St. Denis; and M. Prouvost, Lille. 
r*h: tvHirth b\Mler was one of the shop-boilers in regular work at the mill, 
^v»te^cmc^x^ by MM. J. J. Meyer & Co. 

!^* ;ix."<tc«ul cvnuUtions of performance were that the pressure of steam 
<;tK^vi -uttv»mic tv^ at least 5 atmospheres, that at least 10,000 litres, or 
::totc 'VxC» vH ^atcr sliould be evaporated in 12 hours, and that the 
.*ayolact^^ v^^ {.vund of Ronchanip coal average quality, should 

.\t ..vt^^^ktM*^ m "i OsA ft C /»<.;;* j^.''. •*•.".>«•> Muihs^ust^ vol. xxx. 1S59; page 117, &c. 
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exceed 7^ lbs. of water reduced to 32° F., the consumption of coal to 
1 include the coal required for getting up steam. The trials of each boiler 
were to last 12 days of 12 hours each, and the same quality of coal was to 
be used for all the boilers. 

The Roncliamp coal used was drawn, in May, 1859, from the Saint- 
Joseph pit; and the composition was, by laboratory analysis, as foiiows; — 

Carbon 88.0 ^ 

Hydrogen 5.1 

Oxygen 2.0 ) 96.6 combustible or volatilizable. 

Nitrogen i.i j 

Hygroscopic Water 0.4 / 

Ash. 3.4 3.4 incombustible or fixed. 



' It was of a hard bituminous quality, and yielded, by destructive distillation, 
I 25.6 per cent of volatile matters, with 71 per cent of fixed carbon, and 
3.4 per cent of ash. The samples analysed were probably of an excep- 
tional degree of purity, for, on the fire-grate, they yielded a residue aver- 
aging 19.2 per cent: — 13.S per cent ash and clinker, and 5.4 per cent of 
unconsumed carbon. 

Reducing proportionally the percentages of volatilizable matter, on the 
basis of 19.2 per cent of refuse, there was 73.1 per cent of carbon, and 
4,33 per cent of hydrogen. For the connplete combustion of these elements 
the quantity of air chemically consumed amounts to 130 cubic feet at 
62° F. per pound of coal. 

The fumivority was gauged, for each boiler, and estimated by three 
degrees :— black smoke, light smoke, and no smoke. 

The boiler of MM, Molinosand Pronnier, figs. 88, is of the locomotive type, 
surmounted by a steam 
reservoir. The fire-box 
is 2 feet 9>^ inches wide 
inside,and 7 feet J^ inch 
in length, divided by a 
transverse brick wall or 
bridge forming the fire- 
place and combustion- 
chamber. The barrel 
is 3 feet 3J^ inches 
in diameter, and holds 
131 iron flue-tubes, 1.81 
inches in diameter out- ~ 
side, and 1,57 inches 
inside, 8yi feet long, 
fixed by ferules. The 

tubes are placed at 2.4 inches centres, or .59 inch clear. The rest 
is 33 inches in diameter, and 13 feet i inch long. Air is admitted ■ 
the fire through each side of the fire-box, by two rows of tubes i.iS n 
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in diameter inside 13 in each row, the centre of the lower row being 
12 inches above the level of the grate. The supplies of air below and above 
the grate are delivered by a fan-blast regulated by a valve. The burnt 
gases descend from the smoke-box, and pass off by a chimney at one side. 
In the earliest boilers on this system the fuel was charged to a depth of 
18 inches. The depth has since been reduced to from lO to 12 inches, so 
as to clear the air-tubes at the sides. By the admission of air, Jn this 
manner, in horizontal streams, just above the fuel, combusdon is completed 
within the range of the fire-box, before the gases arrive at the tubes. 

The grate was 4 feet g inches in length for the earlier or prelimioaiy 
trials, with ^-inch bars and 4/10-inch air-spaces. It was shortened to a 
length of 3 feet 8 inches for the last week of trials, with ^-inch bars 
and s/ift-inch air-spaces. The areas of the grate at its maximum and its 
reduced lengths are respectively 13.22 and 1O-45 square feet; and the total 
sectional area of the tubes for the admission of air above the fuel amounted 
to 56.87 square inches, or at the rate of 4.30 square inches and 544 square 
inches per square foot of the two grates respectively. 

The boiler of M. Zambaux, fig, 8g, is a vertical tubular boiler. The 
fire-box is 49j^ inches in diameter, and 61 inches high above the base. 
It is succeeded by 216 vertical flue-tubes, 2.13 inches 
in diameter outside, and 1.89 inches inside; 8 feet 
2}i inches in length, and placed 2.36 inches apart 
between centres, leaving a minimum clearance of 
5^ inch. The shell of the boiler is 4 feet 1 1 inches in 
diameter, and 1 3 feet 33^ inches in height; it is covered 
with non-conducting material. The shell is sur- 
mounted by a smoke-box and a sheet-iron chimney 
19.7 inches in diameter, and 39 feet 4 inches high 
above the boiler. The water-level is 3.28 feet below 
the upper tube-plate. For the prevention of priming, 
the fire-box and the tubes are surrounded by a sheet- 
iron sheath or "chemise," extending from a level near 
the upper tube-plate down to the level of the fire 
doorway. This sheath is surrounded by a sleeve, 
depending from the upper tube-plate, and descending 
a few inches below the water-level. It is perforated 
by numerous holes, at one side, through which the 
~ steam passes to the steam-pipe. The surface of the 
fire-grate is spherical in form, being highest at the 
' centre, in order that the radiant heat discharged from 
a similarly convex surface of fire may be most effec- 
tively absorbed. The fire-bars arc 9/,o inch thick, with J^-inch inter- 
spatc-i. 

In the boiler of M. Prouvost, figs. 90, which is horizontal, the products 
iif n'liibustii-n pass under a cylindrical boiler, then around two heaters, and 
,t niuititiibiikir heater, and through this heater to the chimney. The boiler 
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is 3.2S feet in diameter, and 19 feet S inches long, with egg-ends. The 
multitubular heater is of the same diameter, and 11 feet 9>i inches long, 
filled with 14s horizontal brass tubes, 2 inches in diameter inside, at 2 j4-inch 
centres; it is placed beneath the boiler, and is connected to it by two necks. 
The two small heaters are 12 inches in diameter, 1$% feet long, placed one 




at each side of the multitubular heater. The feed-water is passed through 
the small heaters before traversing the multitubular heater. The fire-grate 
is 4 feet 1 1 inches long, and 3 feet 1 1 inches wide. The bars are .79 inch 
thick, with .45-inch air-spaces. 

The shop-boiler, Dollfus-Mieg & Co., figs. 91, was of the ordinary 
French type, with three heaters. The boiler is 47% inches in diameter, and 
iS feet long. The heaters are 15^^ inches in diameter and 18 feet long, 
connected each by one neck to the boiler, The hot gases pass from the 







il Mulhauu (Dollroi-Mii!! & Co.). Sctic i/in 



furnace under the heaters, and round the boiler, and thence to the chimney. 
The fire-grate is 475^ inches square; tlie bars are 5^ mch thick with J^-inch 
air-spaces. The chimney was of brick, square, 82 feet high having 6 88 square 
feet of area at the top The boiler was thoroughly cleaned. 

The leading quantities of the four boilers are given in table No. 44: — 
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Table No. 44. — Steam Boilers at Mulhouse, 1859. — Quantities. 



Particulars. 



Total heating surface^ sq. ft. 

Direct heating surface exposed to the fire ..sq. ft. 

Total capacity cu. ft 

Water-room cu. ft. 

Steam-room cu. ft. 

Grate-area sq. ft. 

Air-space in grate sq. ft. 

Ratio of heating surface to grate-area 



Molinos 

and 
Pronnier. 


Zambaux. 


ProuvosL 


DoUfus- 
Micg. 


531.7 


956.7 


1 109.8 


292.9 


64.4 


77.9 


25.3 


26.7 


177.5 


139-4 


229.4 


309.2 


1 09. 1 


114.4 


186.4 


253.8 


68.4 


25.0 


43.0 


55.4 


13.22 
10.45 


13.11 


19.3s 


14.19 


6.77 


4.07 


9.24 


3-12 


40.2 


72.9 


57.3 


20.7 


I 


2 


3 


4 



^ The interior surface of the flue-tubes is taken. 

Table No. 45. — Steam Boilers at Mulhouse, 1859. 
Results of Trials with Ronchamp Coal. 



Results. 



Water evaporated per lb. i Preliminary lbs. 

of coal, from and at I Official lbs. 

212° F ( Mean lbs. 

Residue from furnace and ash-pit % 

Water evaporated per square foot of grate per ) 

hour cu. ft. f 

Temperature of air entering the furnace F.° 

Temperature of gases at the damper F.° 

Coal consumed per hour lbs. 

Coal consumed per square foot of grate per ) 

hour lbs. j 

Average charge of coal lbs. 

Air at 62°per lb. of coal, through the gratc.cu.ft 
Duration of smoke in 100 minutes: — 

Black min. 

Light min. 

Colourless min. 

Price of the boiler, including brick furnace ) 

and chimney for the 3d and 4th boilers. ... J 



Molinos 

and 
Pronnier. 



8.42 

9.38 
8.90 

19 

1.96 

66° 
489° 
98.6 

15.78 

37 
293 

10.2 
20.8 
69.0 



Zambaux. 



9.01 

932 
9.17 

19 
1.94 

66° 
536° 

88.8 
14.76 

13V3 
129 

28.6 

34.3 
37.0 

;^384 



Prouvost 




1.35 

62° 

365' 
94.1 

10.25 

278 

19.9 

31.8 
48.3 

;^432 



DoIIfus- 
Mieg. 



8.14 

19 
1.97 

720 
826'' 
1 06. 1 

16.40 

33 
146 

20.0 
27.8 
52.2 

;^39o 



The trials of each boiler were made in series of six consecutive days 
each, under working conditions: — Commencing at about 6 A.M., terminating 
at 7 P.M. each day; the boiler being in fire for the whole of the week, the 
coal consumed in lighting up was included in the total quantity charged to 
each boiler. Each boiler was tried for four or five weeks, of which the first one 
or two weeks were devoted to preliminary trials, and the remainder to official 
trials. The principal results are summarized and averaged in table No. 45. 
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^fet appears that of the boilers Nos. i, 2, and 4, evaporating nearly equal 

|ii|ptities of water per square foot of grate, the evaporative efficiency was 

3!d||pbly tiie same for Nos. i and 2, although No. 2 had nearly twice the 

of No. I, comprising a greater area of direct surface. The areas of 

are sensibly the same ; and the inferiority of No. 2 is attributable to 

J;1fcrticality of its heating surface, contrasted with the horizontality of 

ct No. I ; and to the closeness of the flue-tubes, which, in No. i are 

9/x6 inch clear, but are in No. 2 only % inch clear, at the same time 

the tubes of No. 2, being larger than those of No. i, needed a larger 

ion of clearance. It appears, moreover, that the temperature at the 

ipers of No. 2 was higher than that of No. i — indicating an apparently 

Iter loss of heat, explained by the much less quantity of air supplied per 

of fuel consumed — less than half; and showing that the better com- 

ion of No. I was neutralized by the greater excess of air. That the 

ibustion in No. i was the better, is evidenced by the comparatively 

proportion of its smoke. 
In No. 4, with much less heating surface, the evaporative efficiency is 
idedly less than in Nos. i and 2 ; the quantity of coal consumed per 
is greater, and the temperature of the gases of No. 4 is decidedly 
ler — showing a much greater loss of heat by the chimney. 
The performance of the boiler No. 3, with its enormously extended 
nsface, was no better than that of No. i, having less than half the surface. 
"The tubes of the multitubular section are only about J^ inch clear of each 
other. Evidently, the power of free circulation was wanting here, and the 
i^ciency of the surface was low. The temperature at the chimney of 
Na 3 was much lower than at the others; but the quantity of air admitted 
was very large. 

In the order of fumivority, the boilers range thus: — No. i, No. 4, No. 3, 
No. 2. The obvious superiority of No. i was clearly due to the advan- 
tageous mode of supplying air above the fuel. 

Special Observations, 

No. I was worked for one week, with a smaller than ordinary supply of 
air to the furnace. The quantities for this and the immediately preceding 
week are placed together, for comparison: — 

No. I. xst Week. ad Week. 

Air supplied per lb. of coal 331 cu. ft 247 cu. ft 

Coal per square foot of grate per hour ... 15.16 lbs 1 4 95 lbs. 

Temperature at chimney 493° F 496° F. 

Water evaporated per lb. of coal, 8.99 lbs 9.53 lbs. 

showing that No. i might have been generally more efficient with less than 
the average quantity of air supplied. The temperatures at the chimney are 
sensibly the same. 

The fumivority of No. i is exemplified in the results of two days' 
trials: — 
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No. z. July 14. Oct. 4. 

Air supplied per lb. of coal 323 to 340 cu. ft... 276 cu. ft. 

Coal consumed in the day 2500 lbs 2580 lbs. 

Weight of charges of coal 73 lbs 31 lbs. 

Temperature at the chimney 394° F. 511° F. 

Black smoke in 100 minutes 5.9 min 14.5 min. 

Light „ „ 15.2 „ 26.3 

Colourless smoke in 100 minutes 78.8 „ 59.2 

By dint of a plentiful supply of air — 2j4 times the quantity chemically 
required — the period of black smoke was, on July 14, reduced to 6 per cent, or 
^j4 minutes per hour. With a little more than double the chemical supply, 
the period of black smoke was, on Oct. 4, reduced to about 9 minutes per hour. 

With No. I, the water level was kept as low as possible, for two days; 
and, next, as high as possible, for two days. The efficiency did not appear 
to be affected by the difference of level. 

In No. 3, on two successive days, the temperature of the gases before 
entering the flue-tubes was 580° F. and 676° F., whilst at the chimney, it 
was 369° F. and 383° F.; making reductions of temperature equal to 211** F. 
and 293** F. 

In No. 4, which was under trial for five weeks, the water-level was during 
the last week maintained very low, — just a little above the flues, in order to 
obviate priming. 

First Four Weeks. Last Week. 

Coal per square foot of grate per hour 16 lbs. 16 lbs. 

Water evaporated per lb. of coal 8.25 lbs 7.57 lbs. 

showing a fall of 8 per cent, a proportion at least of which difference, no 
doubt, is due to the reduction of the amount of priming. 

The quantity of water that was carried over as priming with the steam, 
was not definitely determined. It appeared, from the results of the applica- 
tion of Hirn's method, to amount to practically the same percentage for all 
the new boilers: — about 4.4 per cent for No. i, 4 per cent for No. 2, and 
3J^ per cent for No. 3. 

Distribution of the Total Heat of Combustion of the Fuel, 

MM. Scheurer-Kestner and C. Meunier^ have made calculations to 
show in what ways the heat of combustion of the Ronchamp coal used was 
disposed of, in the several boilers; taking the total heat of combustion as 
13,284 English units. These calculations are based on the results of 
elaborate experiments made in 1868, which are noticed elsewhere: the pro- 
portions are as follows: — 

No. X. No. 2. No. 3. No. 4. 
per cent. per cent. per cent per cent 

Steam 68.0 67.8 68.0 58.9 

Heat carried off in the products of combustion... 19.7 8.9 13.2 17.6 

Combustible gases unconsumed 1.9 12.1 1.9 8.3 

Loss by external radiation of heat 10.4 11. 2 16.9 15.2 

lOO.O lOO.O lOO.O lOO.O 

^ Etudes sur la Combustion de la Houille^ '875; page 404. 
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COMPARATIVE TRIALS OF INSIDE FLUE-BOILERS AND FRENCH BOILERS; 
1861, 1872, 1874. 
I. — Trials of a Doubk-fiue Boiler and a French Boiler conducted by 
L M. E. Burnat, 1S61. 

B In 1861, M. Burnat tested a double-flue tubular boiler constructed by 
"Mr. Thomas Hill, Manchester, and erected 
at the factory of MM. Dollfus-Mieg & Co.' 
It was tried against two French boilers of 
large size. It had before been tried, and 
%vas condemned as unfavourable for econo- 
my. But M. Burnat, by the light of his 
experience of the influence of draught on " 
efficiency and economy, instituted an in- 
dependent series of trials, in which the 
draught formed one of the subjects of 
investigation. 

The shell of the boiler, figs. 92, was 7 feet 

I Ja inches in diameter, and 22 feet 4 inches 

Lf'long. There were two 32-inch fire-tubes 

united to an oval combustion -chamber 

ftrithin the boiler, from which proceed seven 

I flue-tubes to tlie far end of the boiler. 

I I^ive of these tubes were 1 3 inches, and two 

I were 14 inches in diameter. The fire-grate 

i 7 feet long. The gases having passed 

J-through the boiler, circulate round the 

shell; thence to the chimney. In some 

trials, a fiash draught was employed, in 

which tile side-flues were closed, and the 

burnt gases proceeded direct to the chim- 

_Siey, The weight of the boiler, with its 

■•fittings complete, amounted 

ftons. 

The French boiler, with which com- 
Jparative trials were made, was 29}^ feet 
long. It was constructed with three 
heaters, i6j^ inches in diameter, in two 
half lengths, each 16 feet 8 inches long. 
The circulation of the burnt gases is similar 
I that of the trial boiler of 1859. The 
'eight of the boiler, exclusive of accessories, i 



to 11,64 y 



L to tl 
■ weig 



Vol. I, 



1 10 tons. 
^ Bullttin dt ia SetUU Industridlt dt Mittkmat, 1S63; vol. 
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Eogliih Boiler. FicBch Bailer. 

Area of grate 20.64 sq. ft ... 18.30 sq. ft 

Air-space of grate '/3d 3^th 

Heating surface 773 sq. ft 506 sq. ft 

„ with flash draught 454.5 sq. ft 

Ratio of grate-area to heating surface ' to 37 ' to '^ 

„ „ „ with flash draught, i to 22 

The results of fifty-four days' trials are summarized in table No. 46. The 
effective pressure of the steam was 2 atmospheres. 

Table No. 46. — Steam Boilers at Mulhouse, 1861 : — Comparative Results of 
Perfonnance of Double-flue Tubular Boiler, and French Boiler. 



B.,^. 


OhL 




,.;;2s. 


C«l 


5r 


Wuer 
per lb. 

u 111- 1: 


F«d- 


D.mp«. 


P.r 


■5- 

tote. 


Inside flue 

„ flash draught 
French boiler 


DrySarre- 1 
briick slack f 
Ronchamp 1 

mixed J 

Sanebriick . . . 
Sarrebriick... 
Ronchamp . . . 


CU-ft. 
118 

'55 
'47 
'47 


F. 

144° 
144 

152 
142 
■35 


F. 
569" 
56. 
801 
849 
89, 


Ibl. 
416 
288 

439 
45" 
339 


Iht. 
21.6 
14.7 
22.7 
26.2 
19.8 


19.7 

10.7 

195 
14.9 

9-S 


7-25 

9.90 

6-33 
6.58 
8.99 



Here is shown a marked superiority of the inside-flue boiler, — which 
has 10 per cent more efficiency than the French boiler. Correspondingly, 
the temperature of the gases is greatly lower. 

II. — Trials of Inside-flue Boilers and French Boilers conducted by 

MM. C. Meunier-Dollfus and 0. Hallauer. 1872.1 
The boilers submitted to trial were; — ist, A single-flue boiler and 




a double flut. boilt.r fi^ 



cnut Cm h ;<n n.jn uhire Boilcn. Scale [/ua. 

o, at the works of MM Sulzer frires, at 

'nlm'Tit f Jt VidkMSt 1S73 vol. xliu. p«ge232; 
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Winterthur: on the Cornish system and the Lancashire system respectively. 
2d, Two French boilers with feed-heaters at the works of MM. Gros, 
Roman, Marozeau & Co., Wesserling, similar in arrangement to the 
^Vesserling boiler, of 1857-59, fig. 124, page 276. 

The shell of the double-flue boiler, fig. 93, was 20 feet 2 inches long, 
and 6 feet 3^ inches in diameter. The flues were 28 inches in diameter; 
each of them was fitted with two Galloway water-tubes. 

Area of fire-grates, I^ncashire boiler 18.5 sq. feet 

Air-space of grates, fully '/5th. 

Heating surface: — Flues 297 

Galloway tubes 19.4 

Shell 247.3 

563.7 » 

Ratio of grate to heating surface i to 30.5. 

Area of fire-grate, Cornish boiler 14.5 sq. feet. 

Air-space of grate, ^/^ths. 

Heating surface 390 

Ratio of grate to heating surface i to 27. 

Area of fire-grate, each French boiler 26.9 sq. ft. 

Air-space of grate, ^/sth. 

Heating surface : — Boiler. 356. 7 

Feed-heater 507-9 

864.6 „ 

Ratio of grate to heating surface of boiler i to 13.3. 

Do. do. to total heating surface i to 32. 

The burnt gases, after passing through the inside-flue boiler, were con- 
ducted under the boiler, and thence over the boiler, to the chimney. The 
last traverse of the gases — over the boiler — was designed for drying the 
steam. 

The coal used for the trials was the Sarrebriick coal. Von der Heydt, 
lai^e and small. The water supplied to the boilers was measured directly. 
The trials lasted 1 1 J4 hours for the Cornish boiler, 23 hours for the Lanca- 
shire, and 22 hours for the French boilers, which were in action together. 



Results. 



Coal per hour lbs. 

Do. do. per square foot of grate... lbs. 

Residue per cent 

Water per lb. of coal lbs. 

Do. do. pure coal lbs. 



Cornish. 


Lancashire. 


French. 


216 


244 


387 


15 


13.2 


14.4 


13.8 


132 


II. 2 


7.66 


7.80 


7.28 


8.89 


8.99 


8.20 



The inside-flue boilers are clearly more efficient than the French boiler, 
with its feed-heater: — 7.1 per cent better in terms of the entire coal; 9.6 per 
cent better for the pure coal. The evidence, nevertheless, is not conclusive 
against the French boiler, for it did half as much more duty as the Lanca- 
shire boiler, consuming half as much more fuel. The reporters argued, on 
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the contrary, that the higher efficiency of the inside-flue boilers was due to 
the fact that the furnace was entirely surrounded by water. The observa- 
tions of the temperatures in the flues of the boilers do not point to any 
marked superiority of the inside-flue boilers : — 



Locality. 


Cornish. 


1 


At the exit from the inside flue 


1081° F. 

558° 
446° 

396' 


leu 
112° 

50" 


505° 

403° 

369° 


less 

102° 
34° 


Do. do. lower flue 


Do. do. upper flue 

At the end of underground flue to chimney. 



For the French boiler the temperatures were : — 



At the exit from the first flue, under the heaters 1076** F. 

Do. do. third flue, under the boiler 442** 

Do. do. sixth flue, at the end of the feed-heaters 334** 



less 

634^ F.' 

108° 



Here, the temperatures in the upper flues of the inside-flue boilers, were 
reduced 112° and 102** F. respectively. Where did the heat go to. ^ Not, 
apparently, into the steam in the boiler, which was found, by Him's 
method, to hold 6}4 per cent of priming — the ordinary proportion for 
boilers under good conditions. It was, no doubt, lost by radiation through 
the brickwork over the boiler. In the French boilers, the reporters remark 
that the water gained (230°— 106°=) 124° F. of temperature, in the feed- 
heater, whilst the gases lost only 108° F., although, to supply an equivalent 
quantity of heat, they should have abandoned about 250** F. A portion of 
the heat was derived by radiation and conduction from the first flue, through 
the plates in the flue of the feed-heater. This is not an advantageous mode 
of distributing the heat 

III. — Comparative Trials of Two Inside -flue Boilers and a French 

Boiler. 1874.^ 

With a view to settle the debated question of the relative merits of the 
inside-flue boiler and the French boiler, which had scarcely been fairly 
tested under identical conditions, a committee consisting of nine members 
of the Mulhouse Society was appointed to test a double-flue boiler of the 
Lancashire type against a French boiler. To these was added a third boiler, 
with inside flues, on Fairbaim's system, supplied by the " Society de Con- 
structions Mecaniques." See fii^s. 94 to 96. 

It was necessary to lay down the first and second boilers, each under the 
best conditions, as far as possible, identical — having the same area of grate, 
and the same heatiui^ surface; to consume, by the same stoker, the same 
quantity of the same coal, with the same draught. The trials were to last 
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■long enough to neutralize irreguiarities. The third boiler could not 1 
limited to the same heating surface; but the grate-area was the same; als^ 




the diameter of the tubes. Each boiler, when under trial, was flanked at on^ 
, side by a coSd boiler, and at the 
other side by a boiler in steam. 

Lancashire Boiler, figs. 94 and 
95. — 6.56 feet in diameter, 25.75 
feet long; flues 27.5 inches In dia- 
meter, with internal fire-place 
28.5 inches in diameter. Shell- 
plates .64 inch, flue-plates % inch 
thick. Grates slightly inclined 
downwards, mean level below crown 
of furnace 16 inches. Fire-bars 
,6 inch thick, air-spaces Y^ inch. 

Fairbairtt Boiler, figs. 94 and 
96. — Two cylinders, 4.10 feet in 
diameter. 25.75 ^^t long; interior 
fire-tube in each, 27.5 inches in 
diameter, enlarged at the end to 
form a furnace 28.5 inches in dia- 
meter. The two cylinders were 
united to a third cylinder above 
them, 3.75 feet in diameter, 23 feet 
long, by three 14-inch neckings 
from each lower cylinder. Plates 
% inch. Grate inclined; mean 
level below crown, 16 inches. V 
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French Boiler, figs. 94 and 97. — Body 3.74 feet in diameter, 29.5 feet 
long. Three heaters, 1.64 feet by 32.8 feet long, united to the body by three 
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Fig. 97.— Experimental French Boiler, Mulhouse. Longitudinal Section. Scale i/ioo. 

neckings to each. Plates of body >^ inch ; of heaters .4 inch thick. Grate 
horizontal; level below middle heater, 18 inches, and below side heaters, 
16 inches. 



Length of boiler feet 

Total heating surface square feet 

Length of grates feet 

Combined width of grates „ 

Total grate-area. square feet 

Ratio of grate-area to heating surface 

Total capacity cubic feet 

Water-space „ 

Steam-space „ 

Heating surface per cubic foot ) ^ ^^^^ 

of water J ^ 

Total weight, with accessories tons 

Weight per square foot of heating surface... lbs. 



Fairbaim. 



23 & 25.75 
IOI7 

4.53 

4.53 
20.5 

I to 49.5 

642.5 

5447 
97.8 

1.87 

19.28 
42.4 



Lancashire. 



25-75 
612 

4.53 

4.53 
20.5 

I to 29.8 

6375 
412.5 

225.0 
1.48 

16.33 
59-7 



French. 



29.5 & 32.8 

607 

4.21 

4.76 

20.1 

I to 30.3 

53I-I 
408.1 

123.0 
1.49 

14.27 

52.5 



The gases in the Fairbairn boiler passed from the flues by the sides of 
the lower cylinders, and returned by the sides of the upper cylinder, towards 
the chimney. In the Lancashire boiler, they passed from the inside flues 
on each side to the front, and thence under the boiler to the chimney. In 
the French boiler, the current was not divided, but after heating the three 
heaters it wound round the boiler. The flues delivered into the same chim- 
ney at diff'erent levels — lowest for the Lancashire, highest for the French 
boiler. The temperature in the flues, just at the chimney, about 4 inches 
above the bottom, was taken every ^\q: minutes. The steam was maintained 
at from 4.6 to 5 atmospheres. The feed-water was supplied continuously, 
from the condenser of a neighbouring engine, at from 79° to 84° F. The 
regular daily work lasted from 6 A.M. to 6 P.M., with one interval of i^ hours 
at mid-day; working time, 10^ hours. The coal consumed in getting up 
steam was included in the consumption. Two days before the trial, each 
boiler was emptied and was thoroughly cleaned inside and outside; and 
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Steam was got up the day before. Each trial lasted several days consecu- 
tively. The coals consumed were Ronchamp and Saarbriick, the general 
composition of which is indicated by the following analysis : — ^ 

Gaseous Elements only^ or " Pure Fud,^^ 





Carbon. 


Hydrogen. 


Oxygen 

and 
Nitrogen. 


Actual Heat of 

Combustion of 

One Pound 

of Pure Fuel. 


Ronchamp 

Saarbriick 


per cent. 
88.59 

81.10 


per cent. 
4.69 

4.75 


per cent. 
6.72 

14.15 


English units. 
16,416 

i5»32o 



Table No. 47. — Inside-flue Boilers and a French Boiler. 
Comparative Performances under Identical Conditions. 1874. 





FUSL AND 
B0II.EX. 


Coal Consumed 
per Hour. 


Water Evaporated 

per Hour 
from and at 312* F. 


Water 

per lb. of Coal 
from and at 212° F. 


Tem- 
perature 

of 
erases. 


Air 

supplied 

per lb. 

of Coal. 




Total. 


Per 

sq. ft. 

of Grate. 


Ash. 


Total. 


Per 
sq. ft. 
of Grate. 


Entire 
Coal. 


Pure 
Coal. 




I. Ronchamp. 
Heavy Firing. 

French 


lbs. 

413 
392 
380 

228 
214 
219 

348 

338 
340 

330 
315 
314 


lbs. 

20.57 

19.15 

18.53 

11.36 
10.41 
10.70 

17.32 
16.50 

16.59 

16.42 

15.35 
15.27 


per cent. 

14. 1 
14. 1 
13.8 

13.6 
14.6 

13.5 

9.4 

9.7 
10.6 

12.4 
12.8 
12.6 


cu. ft. 

59.18 

58.37 
60.99 

34.17 
33.25 

45.50 

44.01 
46.98 

46.28 

45-21 
47.84 


cu. ft. 

2.94 
2.85 

2.97 

1.70 
1.62 

1.73 

2.26 
2.14 
2.29 

2.30 
2.20 

2.33 


lbs. 
8.54 

8.88 

9.58 

8.92 

9.27 

9.66 

7.79 
7.76 

8.23 

8.42 
8.64 

9.16 


lbs. 

9.93 
10.32 

II. 12 

10.30 
10.86 
11.20 

8.58 
8.60 
9.21 

9.60 

9-93 
10.51 


Fahr. 
563^ 

554 
421 

426° 
406 

343 

401° 

554 
543 

511° 

505 
388 


cu. ft. 

194 
180 

240 

204 
206 

280 

190 
190 
204 

196 
192 

241 




Lancashire 

Fairbaim 

2. Ronchamp. 
Light Firing. 

French 




Lancashire 

Fairbaim 

3. Saarbruck. 
French 




Lancashire 

Fairbaim 

4. Averages. 
French 




T^ncashire 

Fairbaim 




5. Averages for 3 days* performance of each Boiler, in Series i, with Ronchamp 
Coal, in which equal or nearly equal rates of evaporation were effected. 




French 


400 
400 

389 


19.87 
19.50 
18.92 


13.9 
14.3 

14.0 


59.13 
58.80 

62.71 


2.94 
2.87 
3.06 


8.82 

8.77 

9.64 


10.25 
10.25 
11.22 


572° 

587 
432 


209 

175 
238 




T.ancashire 

Fairbaim 



* " Calorimetric Trials and Analysis of Coals and Lignites," by A. Scheurer- Kestner and 
C. Meunier-Dollfus. See Proceedings of the Institution of Civil Engineers^ vol. xliiL p. 396. 
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The average results of three series of trials are given in table No. 47. 
In the first series, with Ronchamp coal, heavily fired, each boiler was tried 
for six days. The results show that the inside-flue boilers were more efficient 
than the French boiler. But, in taking out the performance of each boiler 
for three days, as in the fifth part of the table, when the fuel consumed 
was the same for the French and the Lancashire boilers, and as nearly 
so as could be selected for the Fairbaim boiler, the reporters show that 
the efficiency, in terms of pure coal consumed, was identical for nearly 
identical quantities of coal and water in the first and second boilers, — 
namely, 10.25 lbs. of water from and at 212° F. per lb. of pure coaL The 
French boiler consumed more air than the Lancashire, and the Fairbaim 
boiler much more than either of these. 



Chapter XXIV. 
SYSTEMATIC TRIALS OF FURNACES AND BOILERS 

{contimiud). 

I. — Experiments on a Marine Boiler, with various Proportions of Fire- 
grates, &c, AT THE Navy Yard, New York, by Mr. Isherwood. 1864. 

Mr. Isherwood,^ in 1864, conducted a series of trials of a small experi- 
mental marine boiler, new and clean, at the Navy Yard, New York, to test 
the influence of various arrangements and proportions of the fire-grate 
and the heating surfaces, and of various rates of combustion. The boiler. 





Fig*. 9S.— Experimental Marine Boiler, New York Navy Yard, U.S. Scale 1/48. 

fi^s. 98, was 3 feet i ?> inches wide. 6 feet 7 inches long, exclusive of the 
smoke-box, and 6 feet 5 inches high, outside measure; with one fire-tube, 
26 inches in diameter, and 24 flue-tubes above the fire-tube, 3 inches in 
diameter outside, 23^ inches inside, and 5 feet lOJa inches long. With a 

* £x/mm^rnt\:/ /CiSAJfv^<rs in Stt\im £m^'turrtm^f 1S65; vol. iL p. 397. 
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4-inch dead-plate, the grate was 5 feet long, and had an average width of 
2.16 feet; it was so inclined that it was i2 inches below the crown of 
the furnace at the front, and 151^ inches below at the bridge. The bridge 
was of brick, 9 inches thick, and was 8 inches below the crown of the 
fire-tube. The water-spaces were 5 inches wide between the furnace and 
combustion-chamber and the shell. The fiue-tubes were placed at 4-inch 
centres horizontally and 4^^ inches vertically, allowing respectively t inch 
and li^ inches of clearance between them. A steam chest, 16 inches by 
16 inches, was placed on the top of the boiler. The chimney was 1 1 inches 
in diameter, and stood 33;^ feet high above the bottom of tlie boiler, or 
305'^ feet above the mean level of the grate. 

The boiler was thoroughly covered with new thick felt, stitched on 
canvas; and was placed for trial in a temporary shed. 

The quantities, as given by Mr. Isherwood, are as follows: 

Area of fire-grate ro.8 square feet. 

Heating surface: — furnace 19.7 square feet. 

smoke-box ^5'IS n 

tubes 100.78 „ 

uptake 4.02 „ 150,30 „ 

Ratio of grate-area to heating surface i to 14. 

The steam-drying surface in the smoke-box amounted to 2 square feet 
The sectional area of flueway over the bridge was 0.99 square foot; in the 
flue-tubes, 0.99 square foot; in the chimney, O.72 square foot. The water- 
room was 7.06 cubic feet, and the steam-room 15.20 cubic feet Steam was 
generated at a pressure of 20 lbs. above the atmosphere, and was all blown 
off through the safety-valve, at the top of the steam-dome, by a 2-inch pipe 
into the chimney, Great power of draught was thus at command. The 
fires were maintained at a uniform thickness of 5 inches, using Pennsylvania 
anthracite of medium quality. The grate was kept free from clinkers, ash, 
and holes. The draught and the rate of combustion were regulated by the 
door of the ash-pit, through which, and through the grate, the whole of the 
air was supplied to the furnace. Each experiment lasted 48 hours con- 
secutively; at the end of each experiment the unconsumed coat on the 
grate was weighed back, the tubes were swept, and the furnace and other 
parts thoroughly cleaned. The soot and dust were weighed and added to 
the refuse. The feed-water was supplied at temperatures of from 44° to 

The leading results of the trials are collected and classified from Mr. 
Isherwood's data, in table No. 48. The ist series were made to test the 
boiler in its normal condition, with uniformly varying rates of combustion 
of 5J4 lbs. per square foot of grate and its multiples; the 3d series, the 
influence of varying grate-areas with a constant rate of combustion per 
square foot; the 4th series, the influence of varying grate-areas with 
stant rate of total combustion; the 7th series, the influence of admitting 
above the fire. The 2d series, in Part 11. of the table, shows the influei 
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of reducing the tube-surface, and at the same time the section of flue-area, 
by plugging, at both ends, the lowest row and other rows of flue-tubes ; with 
a constant rate of combustion; the Sth series, under the same conditions as 
in the 2d series, except that the quantity of fuel per square foot of grate was 
intended to be constant; the 6th series, the influence of varying the flue- 
area by ferules ; the Sth series, the influence of cutting off" the whole of the 
tube- surface, stopping up all the tubes at both ends, and placing the 
chimney over the combustion-chamber; with an intended uniform rate of 
combustion ; the 9th series, testing the evaporative power of Cumberland 
gas-coke and Scotch cannel coal. For burning this coal all the air-holes in 
the furnace-door were open, and the door itself was slightly ajar. 

'1 able No. 48. — Evaporative Performances of a Marine Boiler, Navy 
Yard, New York, U.S. 1864. (Mr. Isherwood.) 

Part I. — With Pennsylvania Anthracite 



\$t Series: — Boiler in Normal Condition, Varying Rate of Combustion. Air 

admitted entirely through the grate. 



Area 
of Grate. 



Heating 
Surface. 



Surface 
Ratio. 



Coal 

per sq. ft. 

of Grate 

per Hour. 



Water 
per lb. of 

Coal 
from 312*. 



Refuse in 

Fuel 
per cent. 



Water 

per lb. of 

Combustible 

from 213*. 



A. 
i H 

K. 



square feet. 
1 0.8 
10.8 
10.8 

ia8 
10.8 



square feet. 

150-3 
150.3 
150.3 
150.3 
150.3 



ratia 

14 
14 
14 
14 
14 



lbs. 

5-57 
10.99 

16.57 
22.10 

27.76 



lbs. 
7.91 

7.64 
6.78 

6.66 
6.315 



I per cent 
14.9 
14.66 
18.61 

17.73 
I 24.25 



lbs. 
9.30 
8.95 

8.33 
8.09 

7.85 



yi Series: -Varying Area of Grate; grate shortened i foot at a time; bricked up 
iU biU'k end. Constant Combustion if 15 lbs. per square foot. 



< ' lo.S I 150.3 

I 8.64. ' 149.0 

1 6,48 148.0 

'^ 4..\i ■ 147.0 



M 
17.24 

22.S4 
34.03 



10.57 
»5 
15 
15 



6.78 


18.6 


^n 


7.32 


19.6 


9. 1 1 


7.07 


22.9 


9.16 


7.62 


21.4 


9.68 



.;rt .SflrWjf." — / afyi^g Grate as in 3-' Series. Intended Constant total Combustion 

per hcur, 180 ihs. of coal. 



«A «**^M^AM ft > > , 

NL 

X 



0.4$ 

4sJ« 



»5o.3 
140.0 

14^0 

147,0 



14 
17.24 

22. 84 
34.03 



16.^7 
20. 



• ,.» 



-7-4- 
27.5^ 



6. 78 


18.6 


^'?>7^ 


6.S; 


17.8 


8.34 


6.34 


21.6 


8.08 


6.18 


24,4 


8.17 




V. Mr admi:tc.i .z\^,e t :,' 
s^mtre itAes. .'-.304 av-.: 



•rV, through 347 holes ^s inch 
-;• /r/c per square foot of grate. 
i7:> r*:'i7.> admitted through 



*:.j. 




14 



10,5: 

IO.nC 



7-4 



1 8.6 
16.4 



8.42 
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Table No. 48 {continued). Part II. — With Pennsylvania Anthracite. 



2d Series: — Varying Heating Surface of Tubes , varying Area ofFlueway: reduced 
by successively plugging up rows of tubes at both ends. Grate-area 1 0.8 square 
feet. Combustion about 16.5 lbs, per square foot per hour. 



State of Tubes. 



C ! Normal, 

F 

G 

H 



Lowest rowplugged 

2 rows plugged .... 

3 rows plugged .... 



Heating 
Surface. 


Surface 
Ratio. 


Area of 
Flueway. 


sq. ft. 




sq. ft 


150-30 


14 


.99 


125.10 


11.58 


.64 


99.91 


9.25 


•495 


74.72 


6.92 


•25 



Water 
per lb. of 

Coal 
from a 1 2*. 



lbs. 
6.78 

6.33 

7.00 

6.71 



Refuse in 

Fuel 
per cent. 



per cent. 
18.6 

22.14 

20.04 

24.87 



Water 

per lb. of 

Combustible 

from 2ia°. 



lbs. 

8.33 
8.13 

8.75 
8.94 



5M Series. 



•Tube-surface^ Flueway^ and Grate as in 2d Series; Rate of Combustion 
varied in Ratio of Heating Surface, 



Coal 

Consumed 

in 48 

Hours. 



! Coal per 
sq. foot 
of Grate 

per Hour. 



Coal per 
sq. foot 
Heating 
Surface. 



c 
o 
p 

Q 



lbs. 


lbs. 


lbs. 


8,591 


16.57 


.969 


7,127 


13-75 


•993 


5,720 


11.03 


1.009 


3,876 


7-48 


.912 



lbs. 

6.78 
7.04 

7-57 
9.28 



per cent. 
18.61 
16.36 

15-42 
15.58 



lbs. 

833 
8.41 

8.95 
11.00 



bth Series: — Constant Grate ^ Heating Surface^ and Rate of Combustion as far as 
practicable. Flue-area varied by inserting Ferules in both ends of all the Tubes, 



Ferules, % inch long. 



Area of 
Flueway. 



Coal 

Consumed 

in 48 

Hours. 



Coal per 

sq. foot 

of Grate 

per Hour. 



c 
R 

s 

T 



3/.6" thick 



„ 



,, 



sq. feet. 


lbs. 


lbs. 


-99 

-738 

.460 


8,591 
8,659 

8,612 


16.57 

16.53 
16.61 


.204 


2,999 


5-79 



6.78 
6.85 
6.85 

8.59 



18.61 
19.32 

20.01 
22.41 



8.33 

8.58 

8.56 

11.07 



Zth Series: — Tube-surface cut off^ by plugging all the Tubes, Chimney shifted. 
Diaphragm below Chimney ^ with circular hole cut in it. Air admitted through 
door, as in ^th Series, 



Area of Grate. 



Heating 
Surface. 



Diameter 

of hole 
in Dia- 
phragm. 



Coal per 

sq. foot 

of Grate 

per Hour. 



V 

w 

X 

c. 



square feet. 
10.8 
10.8 
10.8 
10.8 



sq. feet. 


ins. 


lbs. 


45-5 


ii>^ 


16.57 


45-5 


9?^ 


16.58 


45.5 


6^ 


11.77 


150-3 




16.57 



5-04 

5.21 

5-67 
6.78 



20.3 

17.87 

27-15 
18.61 



6.325 

6.34 

7.79 

8.33 



9M Series: — Normal Condition of Boiler, Used Cumberland Gas Coke (Y) and 
Scotch Cannel Coal (Z). Air admitted above the Fire for the Coal. 



Y 
Z, 



10.8 
10.8 



150.3 
150.3 



16.56 
16.58 



7.61 
8.62 



8.6 
3-2 



8.33 
8.83 
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Mr. Isherwood deduces generally from this table diat, under the same 
conditions, the economic efficiency decreased with an increased rate of 
combustion throughout the whole range of the trials — from 5.57 IbsL to 
27.76 lbs. of anthracite per square foot of grate per hour— -or firom 4.74 lbs. 
to 22.34 lbs. of combustible, at the rate of .125 lb. of water per pound of 
combustible. He believes that in well-proportioned boilers^ in niiicji the 
temperature of the escaping gases does not exceed 400** F^ about 55 per 
cent of the evaporation is done by the furnace and the combustion-chamber, 
and about 45 per cent by the tubes and the uptake. 



II. — Experiments on the Influence of Stopping-up Flue-tubbs in a Marine 
Boiler at the Navy Yard, New York, by Mr. Isherwood. 1863. 

The results of experiments on the influence of the stopping-up of flue- 
tubes in a marine boiler are reported by Mr. Isherwood.* The boiler, figs 

99, employed was one 
of those in the New 
York Navy Yard. The 
shell of the boiler was 
12 feet long, yj4 feet 
wide, 12 feet high; 
having two furnaces 
3 feet wide, 6 feet long, 
22 inches high above 
the grate at the front, 
28 inches at the back. 
In each fire-door there 
were four i ^ -inch 
holes, making an area 
of '9.62 square inches 
for the admission of air above the fire. There were 144 flue-tubes 3 inches 
in diameter outside, 24/^ inches inside; S}( feet long; Ij4 inches clear 
horizontally, i inch vertically. The fire-bars were i inch thick, with 5^ -inch 
air-spaces. The grate-area was 36 square feet; and the heating surface 
1 143.6 square feet, or about 32 times the grate-area. 

The first series of trials were made with Locust Mountain anthracite: — 
With the boiler in its normal state, and with the two upper rows, the three 
upper rows, and the four upper rows of flue-tubes successively plugged up 
at both ends. The fire was 7 inches thick. The following are the results 
of trials in the order above indicated : — 





Figs. 99.— Boiler of Machine-shop Engine, New York Navy Yard, U.S. 

Scale z/96. 



1st Series. 1. 

Coal per square foot of grate per hour 1 1.6 lbs. 

Percentage of ash and waste 1 6.8 % 

Water evaporated from 2 1 2° F. per lb. of coal 8.4 lbs. 
Temperature in the up-take 432° 



3. 



13.3 lbs. 


9.8 lbs. 


10.5 lbs 


17-3 % 


17-3 % 


18.1 % 


8.9 lbs. 


9.8 lbs. 


9.9 lbs 


544° 


541° 


616** 



^ Exp^ritHgnial Researches in St£am-Engineenng^ 1863; vol. i. page 295. 
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The second and third aeries of trials were made with Blackheath an- 
Hthracite: — In the second series, with the boiler in its normal state, and with 
he two lower rows, the three lower rows, and the four lower rows of tubes 
plugged up:— 

RCoat per square foot of grate per hour 13.9 lbs. 12.4 lbs. 13. i lbs. ia.9 lbs. 

■ Percentage of ash and waste IJ.3 % zo.o % 16.3 % 17.6 % 

Vater evaporated ftom 1 1 1' per lb. of coal 9.3 lbs, 8.3 lbs. 9.4 lbs. 9.6 lbs. 

^Temperature in the up-take 460° 453° 578° 603° 

In the third series, besides the trial of the boiler in the normal condi- 
tion, it was tried with the two inner vertical rows, the three inner rows, and 
the four inner rows plugged up at both ends: — 

3dS«iH- ...,14. 

Coal per square foot of grate per hour 11. 6 lbs. 12.4 lbs. 13.2 lbs, ia.8 lbs. 

Percentage of ash and waste 16.8 % 19.1 % 14.0 % i6.g % 

Water evaporated from 212° per lb. of coal 9.3 lbs. 8.5 lbs. 9.4 lbs. 9.3 lbs. 

Temperature in the up-lake 460° 478' 568' 597° 

From these records it appears that the evaporative efficiency of the fuels 
iwas decidedly increased by stopping up even so many as four rows of tubes, 
whether horizontal or vertical, and that the temperature in the up-take was 
at the same time increased. These results are, as Mr. Ishenvood remarks, 
, paradoxical ; he ascribes them to a reduction of the quantity of free air 
admitted to the furnace, due to the reduced calorimeter, or sectional area of 
flueway. 



CHAPTER XXV. 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS 



( 1, — Comparative Efficiency of Horizontal Fire-tube Boilers and Vertical 
Water-tube Boilers of the U.S, Steamer "San Jacinto." 1863. 
Mr. Ishcrwood reports the results of comparative trials of two boilers on 
board the San Jacinto, U.S. screw sloop, in New York Navy Yard, in 1863. 
The boilers, tigs. 100, were constructed of the same general dimensions, the 
only difference consisting in the employment of ordinary horizontal flue- 
tubes in one boiler, and vertical water-tubes in the other. Each boiler 
contained six furnaces 3 feet wide, with grates 6 feet long. The shell of 
each boiler was 2 1 %. feet long, 1 1 feet In extreme width, and 1 1 Ji^ feet high. 
The boilers were covered with felt on canvas. The water was evaporated 
under atmospheric pressure. Pennsylvania anthracite was used, in lumps 
of 3 or 4 inches cube, unscreened, maintained at a uniform thickness of 
8 inches on the grate. The air-holes in the furnace-doors were constantly 
open. A hanging plate 6 inches wide was hung obliquely in the up-take, 
in front of the uppermost rows of tubes, to aid in retaining for a longer time 
the gaseous products in these tubes, Ea^h trial lasted 72 hours. 
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fionzontaJ Xnbcs. 

Number of tubes 414 

Diameter of tubes, outside 3 inches. 

Do. inside 2.73,, 

Net length of tubes 83)^ 



M 



Clearance between tubes 



I i^ '!/ 



Vcftical Tabes. 
1620 

2 inches. 
1.8 1 „ 

32 w 

1.6 



» 



^''^d'SShi'^.^! *!.''!^': ''°?! } »4^ ^ 37 inches 84 X 33 inches. 

7*otal grate-area 108 sq. ft 

Heating surface: — Plate. 585 „ 

Tubes 2079 „ (inside) 

Total 2664 „ 

Ratio of grate-area to heating surface, i to 24^ 

Calorimeter 16.85 sq. ft. 



108 sq. ft. 
962 

2333 

3295 
I t0 3o>$ 

{21.5 back. 
i6.( 



99 



99 



9> 



(outside). 



9 front 

Each boiler was tried with its maximum natural draught, and also with 

a blast from a blower. 

The horizontal flue-boiler 
was tried with gradually re- 
duced " calorimeters," for 
which ferules, j4 inch and }( 
inch thick, were successively 
driven into the tubes at both 
ends. The ratio of the calori- 
meters to the grate-area were 
successively as i to 6.4 with- 
out ferules, and as i to 2-7^ 
and I to 9.6 with ferules. The 
grates were next reduced 
8 inches in width by fire-brick, 
making the reduced grate- 
area (7/9ths of 108 = ) 84 square 
feet, and the ratio of the ca- 
lorimeter to the grate as i to 
8.75. The ratio of the grate 
to the heating surface became 
I to 31.7. 

The vertical fire-tube boiler 
was tried in its normal con- 
dition, and also having the 
calorimeter reduced by iron 
rods placed between the ver- 
tical rows of tubes at each 
end. The ratio of the calori- 
meter to the grate thus be- 





Figs. 100,— Steam Boilers on board the Sau yacinto. 

Ciinie I to 8.72. The comparative results are given in table No. 49. 
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Table No. 49. — Comparative Performance of a Horizontal Flue Boiler and 
A Vertical Fire-tube Boiler of the U.S. Steamer "San Jacinto." 1863. 
(Mr. Isherwood.) 

Horizontal Flue Boiler, 



Condition of Boilbr,. 



{ 



} 



Natural Draught. 
Coal per square foot of grate per hour 

Ash, per cent 

Water at 212" evaporated per hour... 
Water at 212® evaporated per lb. ) 

of<:oaL j 

Water at 212** evaporated per lb. 

of combustible 

Temperature in the up-take 

Draught by Blower. 
Coal per square foot of grate per hour 

Ash, per cent 

Water at 212" evaporated per hour... 
Water at 212° evaporated per lb. ) 

of coal J 

Water at 212** evaporated per lb. 

of combustible 

Depth of coal on grate 



( 



NonnaL 



12.6 lbs. 

14.3 % 
12,055 lbs. 

8.87 lbs. 

10.35 lbs. 
462° F. 

24.5 lbs. 

14.8 % 
17,425 lbs. 

6.57 lbs. 

6.92 lbs. 
10 in. 



5^-inch ferules 
in tubes. 



10.9 lbs. 

11,145 ll^s. 
9.49 lbs. 

II. 7 1 lbs. 
439*" 

23.3 lbs. 
16.0 % 
1 7,634 lbs. 

7.01 lbs. 

7,48 lbs. 
8 in. 



3^ -inch ferules 
in tubes. 



1 2. 1 lbs. 

18. 1 % 

12,388 lbs. 
9.47 lbs. 

11.57 lbs. 
447° 

22.5 lbs. 

16-5 % 
16,527 lbs. 

6.79 lbs. 

7.29 lbs. 
10 in. 



3i^-tnch ferules 

and reduced 

grate. 



1 1.3 lbs. 

19-9% 

9432 lbs. 
9.90 lbs. 

12.36 lbs. 
429° 



Vertical Fire-tube Boiler, 



Condition of Boilbx, 


Natural Draught. 


Blower. 


Normal. 


Reduced 
Calorimeter. 


Normal. 


Coal per square foot of grate per hour 

Ash, per cent 

Water at 2 12° evaporated per hour 

Water at 212® evaporated per lb. of coal 

Water at 212** evaporated per lb. of combustible 
TemDerature in the UD-take 


1 1. 7 lbs. 

16.8 % 

13,301 lbs. 
10.54 lbs. 
12.67 lbs. 

356° 


10.4 lbs. 

20.3 % 

12,031 lbs. 
10.65 lbs. 
13.36 lbs. 

349° 


23.7 lbs. 

16.3 % 

18,564 lbs. 
7.26 lbs. 
8.68 lbs. 





Taken generally, it appears that the vertical water-tube boiler was the 
more efficient, and the more rapid in evaporative action. In normal condi- 
tions the water-tube boiler evaporated 10.3 per cent more water per hour, 
and 18.8 per cent more per pound of coal. With reduced calorimeters of 
nearly equal ratios to the grate, the former evaporated 8 per cent more 
water per hour, and 10 per cent more per pound of coal. Corresponding 
differences took place under the action of the blower. The temperatures in 
the up-takes are correspondingly about 100 degrees lower in the water-tube 
boiler than in the other. 

The blowing fans employed were on Dimpfel's system. The estimated 
consumption of fuel for driving them amounted to 2.63 per cent of the fuel 
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consumed in the trial boilers. The pressure at the exit from the blower 
averaged 0.89 ounce, or 1.54 inches of water. 

II. — Horizontal Flue-tube Boiler versus Vertical Water-tube Marine 
Boiler of the "Donkey" Class, Martin's System. 1865-66. 

Comparative series of experiments were conducted in 1865 and 1866 by 
a Board of Engineers of the United States Navy, at the Navy Yard, New 
York, and under the direction of the Bureau of Steani Engineering, with 
two marine boilers of the ** Donkey" class, one of which was a horizontal 
fire-tube, or ordinary boiler, and the other a vertical water-tube boiler on 
D. B. Martin's system.^ 



Particulars. 



Width of shell 

Depth of do. at base 

Height of do 

Number of fumaces 

Width of fire-grates 

Length of do 

Depth of combustion-chamber 

Number of tubes (brass) , 

Diameter of do. (outside) 

Thickness of do 

Length of do 

Pitch, or distance between centres, of tubes 

Clearance, or interspaces, of tubes 

Diameter of chimney 

Height of do. above level of grates . . 

Weii^ht of boiler 

Area of fire-grates 

Heating surface : — 

Furnaces 96-57 

Combustion-chambers 116.66 

Tube-boxes, — 

Tubes 701.80 

Smoke-box, to water-line... 34.90 



Horizontal Flue- 
tube Boiler. 



9576 

74.97 
147.07 

929.80 

17.21 



Ratio of grate-area to heating surface 

Air-space through grates 

Ratio of air-space to grate-area 

Fluewav throuij;h flue-tubes 

Fhieway between water-tubes 

Ratio of tube lUiewav to i^^te-area ... 

Sectional area of chimney 

Ratio of do. to Lzrate-area 

Water line alcove tubes 



7 ft. SJ^ in. 



10 
9 



3 
6 



»> 



fi 



» 



>i 



>> 



»> 



» 



» 



» 



n 



4 

7 
2 

o 

o 

2 

162 

2yi inches 

109 

7 ft. 3 ii^- 
3^ inches 

35^ „ 
60 feet 

17.62 tons 

36 sq. feet 



949.93 sq. ft. 
I to 26.4 

12.79 sq. ft 
35.5 per cent 

4.60 sq. ft 

I to 7.83 

6.78 sq. feet 

I to 5.31 

6 inches 



Vertical Water- 
tube Boiler. 



99 

9 » 



3 
6 



99 



tf 



» 



»> 



» 



99 



7 ft 5>^ in. 
10 „ 6 

7 

2 

o 
6 

4 
748 

2 inches 

109 99 

2 ft. 4^ in. 

3 inches 

3SJi 99 
60 feet 

18.79 to'^s 

39 sq. feet 



1264.81 sq. ft 

I to 32.4 

13.78 sq. ft 

35.3 per cent 

5.54 sq. ft. 
I to 7.04 

6.78 sq. ft 
I to 5.75 
6 inches 



The two boilers were specially constructed for the purf>ose, and of the 
same external dimensions. They are rectangular, and contain each two 

* *• Ko|VMt 01 the Ixurd of Kni:inet.*r< on the K\penment>> iricvi with the Homontal Fire-tube and 
the N'citicil Watci-tulv luMlcrs. dcsii;nc\i for the purjx>>e of comparison;" Philadelphia, 1868. 
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furnaces, from which the burning gases are dehvered into a combustion- 
chamber, whence they return through or between the small tubes to the 
front, and to the up-take. The leading dimensions and proportions arc 
given in preceding page. 

The boilers were housed side by side in a frame-building 25 feet square, 
with a passage-way 5j^ feet wide all round each boiler. The feed-water 
was introduced into the boilers at one side, near the front, at a level 24 inches 
above the bottom. Each boiler had a separate chimney. Doors were fitted 
to the ash-pits, and a damper in each chimney. The boilers were covered 
on the top, sides, and ends with hair and wool felt. 

Steam of atmospheric pressure was generated; and was got up, with 
wood as fuel, in both boilers at the same time. When the wood had burned 
down to charcoal sufficient to kindle the coal, the fuel was supplied and the 
trials of both boilers commenced. The coal was anthracite, of average 
quality, of "egg size," free from dust The furnace door-holes were open. 
At the end of each experiment the fires of both boilers were drawn at 
the same time, the flues swept, and the refuse, soot, and ashes weighed. 
The first series of experiments, distinguished by reference numbers, lasted 
48 hours; the subsequent experiments, made under the direction of the 
Bureau of Steam Engineering, are distinguished by dates for reference, and 
they lasted 80 hours. The boilers were also tried with various lengths and 
widths of fire-grate, adjusted by bricking, with reduced "calorimeters," or 
sectional areas of flueway; with deflecting plates in the combustion- 
chambers; and with forced combustion. In the experiments with forced 
combustion, the steam required for driving the blowers or for supplying jets 
in the chimney was taken from a separate boiler, in which steam of 40 lbs. 
pressure per square inch was maintained. 

The principal results of the experiments are abstracted and classified in 
table No. 50. Group i, at the commencement, comprises two preliminary 
trials to show the difl'erence in action of keeping open the air-holes in the 
furnace- doors, and closing them. The difference, taking one thing with 
another, is immaterial. In the subsequent groups of experiments, the air- 
holes were kept open. 

In the results of group 2, it is notable, as in most of the subsequent 
comparative trials, that the water-tube boiler has a less rapid draught than 
the flue-tube boiler, indicated by the lower rates of consumption of fuel and 
of water, in the former than in the latter. Taking averages in group 2, 
there is 31 per cent less fuel consumed, and 20.2 per cent less water evapo- 
rated per hour in the water-tube boiler than in the flue-tube boiler. The 
less active draught in the water-tube boiler is the result, no doubt, of the 
opposition offered by the vertical tubes to the progress of the current of 
burnt gases between them, by the baffling action of eddies, in contrast with 
the clear sweep through the horizontal flue-tubes of the first boiler, even 
though the second boiler has the advantage of 20 per cent more flueway 
than the first boiler. It is observable that the flue-tube boiler with 24 square 
feet of grate can burn ofl^ as much coal per hour as the water-tube boiler 
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with 36 square feet of grate, and that correspondingly in the former 
22.67 pounds of coal were burnt off per hour per square foot, against 
15.04 pounds in the latter. 

But the water-tube boiler is the more efficient. Taking the comparative 
instances just referred to, in burning equal weights of coal per hour, the 
flue-tube evaporates 6^ cubic feet of water, against 69^ cubic feet by the 
water-tube. The contrast is strengthened by comparing the evaporations 
from and at 212° F. per pound of combustible, which are 11.52 pounds and 
12.29 pounds respectively, of which the second is about 7 per cent more 
than the first. 

Comparing, again, the flue-tube trial \b with the water-tube trial 1, in 
which nearly equal quantities of water were evaporated per hour, namely, 
78.96 cubic feet from the temperature 46°.8 R, and 79.04 cubic feet from 
37°.7 R, the flue-tube boiler evaporated 10.79 pounds per pound of com- 
bustible, against 12.13 pounds by the water-tube boiler, or I2>^ per cent 
greater efficiency for the water-tube boiler. 

The greater efficiency of the water-tube boiler here in evidence is, for 
the most part, probably, due to its more effective tube-surface, which is the 
more effectively exposed to the impingement of the hot gases, by which trans- 
mission of heat is promoted, and which also provides for the more effective 
circulation of water and steam. It is due, in small part, also to the greater 
extent of heating surface in the second boiler than in the first, — not only 
absolutely, but also relatively to the grate-area, as given at page 240. The 
influence of the excess of heating surface is eliminated in the 7th group of 
trials, when sections of water-tubes were removed. The results of the trial, 
November 18, of the second boiler, may be compared with those of trial i^, 
of the first boiler, when nearly equal quantities of coal were consumed per 
hour; also with those of trial i, when nearly equal quantities of water were 
evaporated: — 

Boiler Water-tube. Flue-tube. Flue-tube. 

Trial Nov. 18 \b i 

Grate-area 39 sq. ft 30 sq. ft 36 sq. ft 

Heating surface 971 „ 950 „ 889 „ 

Surface-ratio i to 24.9 i to 31.7 i to 26.4 

Coal per hour. 679 lbs. 683 lbs. 889 lbs. 

Do do. per square foot of 1^^ 

grate ) 

Water per hour 92.18 cu. ft 78.96 cu. ft. 91.04 cu. ft 

Do. do. per pound of com- ) ^^ ,, ,, o e^, 

, 1 1 r J . OT- \ 11.77 lbs. 10.79 lbs. 9.48 cu. ft 

bustible fromand at 2i2''F.... J '^ ^ 

Though the conditions are a little mixed, it is clear that the water-tube 
boiler is, as to evaporative power and efficiency, the better boiler. 

The influence of the reduction of the area of fire-grate in groups 2 and 3, 
under the unrestricted natural draught, is obviously to reduce the quantity 
of coal consumed and water evaporated per hour in the case of coal, prac- 
tically in proportion to the gratc-arca, so that the weight per square foot 
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lains about the same, But in group 2 there is an increase of water 
■aporated per square foot of grate-area, and correspondingly an increase 
if water evaporated per pound of coal, which appears to arrive at maximum 
efficiency when the grates are reduced to from 3 feet to 4 feet in length— 
about uj^ pounds and i^jA pounds of water being evaporated per pound 
of combustible from and at 213°, in the flue-tube and water-tube boilers 
respectively. For 2j^ feet of length of grates the efficiency falls. 

In group 3, the efficiencies of the flue-tube boiler arc much greater than 
■in group 2. chiefly because the average rate of consumption of fuel per 
square foot of grate in group 3 is less than half that of group i ; and, 
correspondingly, the temperatures of tlie escaping gases are lower. In the 
water-tube boiler, the difference is not so marked as in the flue-tube boiler, 
as there is much less difi'erence between the rates of combustion per square 
foot of fire-grate in groups 2 and 3. 

Group 4, for equal grates and equal rates of combustion, shows sensibly 
greater efficiencies for the water-tube boiler; though the differences are not 
very considerable. The most probable explanation of the slightness of the 
differences is, that at the higher rates of consumption of fuel the means of 
egress for the rising steam, between the flue-tubes, becomes insufficient; 
'hereas in the short vertical tubes, the circulation is perfectly free. The 
!sults of group S, to be noticed presently, support this explanation. 

The results of group 5, of trials of the flue-tube boiler, show how un- 
;ertain an element is the heating surface of a steam boiler, in point of 
Utility or serviceableness. First, it appears from the results of No. 3 and 
November 12, that although in the second case the heating surface of four 
rows of tubes is suppressed, amounting to 312 square feet, or one-third of 
the entire heating surface, equal quantities of water are evaporated per 
hour, with l^'/i per cent less fuel in the second case;— at the rate of 
1 1)4 pounds of water from and at 212° F. per pound of coal, with the entire 
surface, against 12J;^ pounds with the reduced surface. There is but one 
explanation of this seemingly paradoxical contrast — that the suppression 
of active evaporation about the four upper rows of tubes provides greater 
freedom for the escape of steam, with better circulation about the lower 
tubes, and increased activity and effectiveness of steam generation. 

I It is also apparent that the efficiencies, taken generally, are rather 
augmented as the number of suppressed rows of tubes is increased, rising 
to a maximum of 13.60 pounds of water per pound of combustible. This 
is, of course, accompanied by a reduced rate of combustion of fuel. 
In group 6, the reduction of what is unreasonably called the "calori- 
meter" — the flueway— into the flue-tubes of the first boiler, appears to have 
increased the quantity of water evaporated per hour, compared with that 
evaporated in its normal condition, without such contraction. Comparing 
No. 10, with reduced flueway, with No. 3, with unrestricted flueway, the 
quantities of water evaporated per hour are 81,56 cubic feet and ?3.95 cubic 
feet respectively, whilst 11.72 pounds and ri.50 pounds respectively are 
evaporated per pound of combustible — clearly showing the benefit of feruling 
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in augmenting and improving the performance. It is interesting to nol 
that in the trial of October 31, for which two rows of flue-tubes weil 
plugged, the performance is almost precisely the same as that of Decern 
ber 10, with feruled tubes: — 633 pounds and 630 pounds of coal respective^ 
being consumed per hour, and S0.92 cubic feet and 81.56 cubic feetof wata 
being evaporated per hour. 

Of the three modes of feruling in the 6th group, already described 
the most effective seems to have been that of December I3, in whid 
the uppermost tubes were left free, the lowermost tubes reduced ti 
one-third of the normal section, and the intermediate tubes reduced ii 
gradation. In this trial, S6.37 cubic feet of water was evaporated p4 
hour, against 81.56 cubic feet and 83.35 cubic feet in the two other trials a 
December 10 and 17. 

The results of the trials of group 7, with the water-tube boiler, in whid 
successive rows of water-tubes were removed, show that the draught was 
improved as the tubes were reduced In number; since more coal was con- 
sumed, and, at the same time, more water, in general, was evaporated pea 
hour; though less water was evaporated per pound of coal. The maximuni 
of evaporation, 95.08 cubic feet per hour, was attained when iS rows out ol 
34, or fully onc-haif, were removed; but the maximum of economy wai 
attained when 6 rows of tubes had been removed. It is not clear why th< 
evaporative efficiency should have been improved by the removal of water 
tubes, unless it be that the freer circulation thus permitted directly abovi 
the hottest part of the fire was utilized. 

The trials of the water-tube boiler, with tubes removed, were conducted 
simultaneously with a series of trials in which a uniform normal rate ol 
combustion of 1 2 pounds of coal per square foot of grate-area per hour was 
observed — group S. It is clearly shown that the evaporative power and 
efficiency were regularly diminished as the water-tubes successively wen 
removed; and that, in these trials at least, with a moderate rate of com 
bustion, there was no evidence of insufficient circulation. 

At the same time, there are indications that the mode of reducing th( 
heating surface of the second boiler, by simply cutting shorter the mass ot 
tubes, is not so economical as the method adopted in the first boiler, 
which the length of run in contact with the flue-tubes was undiminished, ans 
the heating surface was reduced vertically, by plugging, instead of horizon- 
tally by cutting short Compare, for example, the trial October 3 1 . group J 
of the first boiler, with the trial Nov. 25, group 7, of the second boiler: 

Boiler Flue-mbe. Water-tube. 

Grate-area 36 sq. ft 39 sq, ft. 

Heating surface 794 „ 889 „ 

Surface-ratio i to 22.1 1 to 22.8 

Coal per square foot of grate per hour. 17-57 'hs. 16.69 'hs. 

Water do. do. do 2.25 cu. fl. 2.34 cu. ft 

Water per pound of coaL from and at ) 

j,2T f 11.58 lbs. 11.69'*- 
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Thus it appears that with nearly the same surface-ratio and the same 
rate of evaporation per square foot of grate, the water-tube is but slightly 
more efficient than the flue-tube, — practically the same. The inference is 
that compensation has taken place: — that the less efficiency of the flue-tube 
heating surface, compared with that of the water-tube surface, has been com- 
pensated by the longer run and better disposition of the flue-tube surface. 

From group 9, with flash-flues, may be learnt in what proportion the 
heat of combustion is absorbed by the furnace and combustion-chamber 
alone, when the rest of the heating surface is cut off. Compare the results 
of the three trials with those of others in which the whole of the heating 
surface was utilized: — 

Flue-tube Boiler. 



Trial. 


Heating Surfoce. 


Coalper Square Foot 
of Urate per Hour. 


Water per lb. of Combustible 
from and at ax a". 


No. 3 

No. 22 (flash)... 


square feet. 
950 

213, or 22 per cent 


pounds. 
16.90 
16.73 

Difference 


pounds. 
11.50 

6.89, or 60 per cent 


4.61, or 40 „ 


No. I 

No. 23 (flash)... 


950 

213, or 22 per cent 


24.70 
23.10 

Difference 


9.48 

5.86, or 62 per cent 


3.62, or 38 „ 


Nov. 29 

No. 24 (flash)... 


404 

213, or 53 percent 


7.24 
8.65 

Difference 


12.38 
8.24, or 67 per cent 


4.14, or 33 „ 


Water-tube Boiler. 


N0.3 

No. 22 (flash)... 


1265 

171, or 13 J^ percent 


1557 
15.46 

Difference 


11.99 
7-o3» or 59 per cent 


4.96, or 41 


86 

No. 23 (flash)... 


1265 

171, or 13 J^ per cent 


20.57 
21.05 

Difference 


11.76 
6.13, or 52 per cent 


5.63, or 48 „ 


I 10 


1265 
171, or 13 J^ percent 


9.83 
8.00 

Difference 


14.86 
8.13, or 55 percent 


No. 24 (flash)... 


6.73>or45 » 



These results show that for equal rates of combustion per square foot of 
fire-g^ate per hour, from 50 per cent to 60 per cent of the heat utilized in 
the boilers as constructed is absorbed for evaporation by the direct heating 
surface of the furnace and that of the combustion-chamber; and that the 
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tube-surface and what else remains utilize only from 40 per cent to 50 per 
cent- That is to say, by 22 per cent of the heating surface of the flue-tube 
boiler, 60 per cent of the water is evaporated; and by 13J4 per cent o£~ 
that of the water-tube boiler, from 50 to 60 per cent of the water is evapo- 
rated. These results exemplify the peculiar activity of radiated heat, as 
absorbed by the plate-surface directly exposed to the fire. 

It is noticeable that the flash-flue of the water-tube boiler, havingr 
171 square feet of heating* surface, evaporates as much water, and a^ 

efficiently, as that of the flue-tube boiler with 213 square feet of surface: 

possibly because the combustion -chamber of the second boiler is better" 
formed for receiving the burnt gases and absorbing heat from them thai*. 
that of the first boiler. 

The heating power of the anthracite fuel, deduced from the proportiom. 
of carbon, 90 per cent, in its composition, disr^arding the volatile matter, 
is taken by the reporters as equivalent to the evaporation of 14.91 pounds 
of water per pound of fuel, from and at 212° F. With this value as a 
divisor, the percentage of the possible maximum efficiency for each trial 
has been calculated. 



Chapter XXVI. 
SYSTEMATIC TRIALS OF FURNACES AND BOILERS 

((ffntinuel). 
I. TESTS OF SECTIONAL AND FLUE-TUBE STEAM BOILERS AT THE 
AMERICAN INSTITUTE EXHIBITION, 1871. 

Five steam-boilers were tested by a committee, of which Professor 
Thurston was chairman, at the exhibition of the American Institute of 
the State of New York in 1871 — 
namely, the Root, the Allen, the Phleger, 
the Lowe, and the Blanchard boilers.* 
Of these, the first three are sectional, 
in which the water is contained in pipes 
of small diameter, and the others are 
multitubular. 

The Root boiler, fig. loi, consists of a 

group of 80 wrought-iron pipes, 4 inches 

in diameter, and 9 feet long. They are 

set m bnckwork inclined upwards towards 

the front, at an angle of 30°. The ends 

of the tubes are coupled by hollow cast- 

mgs — by means of which the feed-water, 

T«Bofs.«inB!^L™,. RooiB«i.r mtroduced from a horizontal pipe at the 

lowest level, is passed on with the steam 

that is generated on the way, from the lower to the higher pipes, from 

' Report of the Committee appointed to lest Steam Boilers at the American InsUtalc EihibitiOD, 1871. 
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ultimately the steam passes and is collected in a steam-drum at 
ighest level, 18 inches in diameter, and 6^ feet in length. The 
-level was maintained, during the trial, just above the fourth row 
les. The steam is dried and superheated in the upper pipes. The 

of pipes are divided by two partitions, so disposed that the burnt 

rising from the fire-grate traverse the lower pipes to their lower 
then pass upwards, about the middle pipes to the highest point; 
;e they descend to the lower ends of the uppermost pipes, where 
)ass oft- to the chimney. 

the Allen boiler, fig. 102, there are nine cast-iron tube-heads or 
ers, placed side by side hori- 
ly, 7 inches in diameter inter- 

and ri feet long, into each 
ich, at the lower side, a row 
A'rought-iron tubes, 3J^ inches 
imeter, are secured. These 
depend from the tube-heads 
ertical plane, but are inclined 
ds the back of the furnace, at 
gle of 20° with the vertical. 
the number of these tubes — 

over the fire — are 3 feet 2 

; in length, and the remainder, hiehind the bridge, are 4 feet 5 inches 

gth. The nine sections are each connected to a transverse steam- 

24 inches in dia- 
and 8 feet long; and 
'hole is inclosed in 
vork. There is a 
i steam-drum (omit- 
jm the drawing) 2% 
I diameter and 8 feet 
in connection with 
stdrum. The drums 
arranged as to super 
the steam. Water 
i by the steam into 
urns is drained back 
jh tubes. The ob- 
f of the pendent tubes 
igned to favour the j^ 
ition and separation 
im from water. 

the Phleger boiler, 
33, the fire-place is 
Ticted of 2-inch tubes, 

number, 15 feet in length, doubled or bent upwards at ; 




— Tern of Sleam Boilen. 1S71: PUtger Baler. 



1 angle, 
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laid side by side so as to form a "water-grate," or hollow-bar grate, 
with their lower limbs, and the roof of the furnace with the upper limbs, 
which slope upwards from the back of the grate towards the front. The 
lower and upper rows of the tube ends, which are presented at the front. 
are each connected and inclosed by a cast-iron cap or water-way. into 
the lower of which the feed-water is delivered, and from the upper one 
of which the water and steam are delivered into two rows of j-inch 
tubes which run from front to the back, 17 in each row; and return through 
other two rows of 2-inch tubes from back to front, whence the steam is 
conducted into a drum at the top, 2'/i feet in diameter and 12 feet long. 
The whole is set in brickwork. 

The Lowe boiler, fig. 104, is a flat-ended cylindrical tubular boiler, under- 
. fired at one end. The burn- 
ing gases pass through two 
water-space openings into a 
combustion chamber within 
the shell, from which they pass 
through fliic-tubes to the back, 
where they descend and pass 
under the boiler to the back 
of the furnace-bridge, from 
which they pass off at one 
side to the chimney. The 

fie. IDJ.— Luu 01 neon tt.'iicn. ibji: l.dwc DuiJcr. , . ■ ,. , . i - 

designer believes that by this 
combination of a combustion-chamber with the underfiring grate the com- 
bust' ' t*" f i is improved. 

I tl t I t\ o boilers, placed side by side, were tested. The larger 
boiler was 4 feet in diameter and 
15 feet 4 inches long, with 45 flue- 
tubes 3 inches in diameter and 12 feet 
^^^ {^^^^^HwwLj long- Thesmallerboiierwas 31^ feet 

^^^^^^H ^I^HDI' '"^ diameter, with 36 fiue-tubes, hav- 

^^^^^^^b H^HH ''^b ^^ same length and size of tubes 

^^^^^^^V r^^j^^^ : , as in the larger boiler. 

^^^^^^H IHInililln ^'^^ Blanchard boiler, fig. 105, is 

^^^^^^V ^HIIIIhMIIH' constructed with a rectangular fire- 

^^^^^^^1 HHII|III||||||I|[ I ^''^ stayed to a shell, and a pile of 

^^^^^^1 HnlllPHIIU W I- ^'^■''^><^^' fiue-tubcs — at one end of 

^^^^^^H ^MltllLy lllll I ^^^ fire-box, beyond a water-space 

^^^^^^1 Hnlllllil llm ^ _ j]- bridge constructed across the fire- 

^^^^^^ lll ffn ill H ll^ lll t L, ' box. The burning gases pass over 

^F jl the bridge and descend into a sunk 

^1 ^ '^^^mmmmmmM ^^^mmi*''^ ^^^' '" brick, from which they pass 

H P(g.«i.-Tauofs™.Bpii*r>,,B7..Bi.nch^a,u„. "pwards through the flue-tubes into 

^1 the chimney. There are 94 flue- 

^M tubes, 3 inches in diameter, and 4^ feet long. Immediately above the 
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;-tubes a steam-superheating chamber is placed in the chimney, tra- 
versed by 269 tubes 1^ inches in diameter, iS inches long; and above 
his there is a feed-water heater, traversed by an equal number of i J^-inch 
ubes, 2 feet long. In testing the boiler, the steam was not passed through 
Be superheater, but was drawn directly from the dome or chest on the top 
r the boiler. 

Grate-areas and Heating Surfaces of the Boilers. 



D^putionofBoiltT. 


g™..-«. 


Hming Surfa«. 


S^^R=.. 


Root, 

Allen, 

Phleger, 

Lowe, 

Blanchard, , 


27 

37J< 
8J^ 


600 

440 


I to 32.5 
I 10 ^8.5 
I to z6.i 
I to 34.2 
I to si.S 



\ 



Steam of 75 lbs, pressure per square inch was generated in each trial, 

id discharged into a condenser, where the rise of temperature was noted, 

)m which the quantity of heat carried into the condenser was calculated. 

ich trial lasted 12 hours. Fires were lighted with dry wood, and when 

[team began to issue freely from the safety-valve tlie test was commenced, 

id coal was used. The dampers were fixed wide open. Each exhibitor 

managed the fire of his own boiler. The water-level was kept constant 

At the end of the period of 12 hours the stop-valve was closed, the fires 

drawn, and the unconsumed coal weighed back. 

The fuel used in the trials was Egck Mountain Coal, Philadelphia, of 
[excellent quality, consisting of gi.o per cent of carbon, 5,5 per cent of 
iseous matter, 3.1 percent of earthy matter and oxide, and .4 per cent 
of moisture. The heating power of this coal, calculated from the percent- 
ile of constituent carbon, is at the rate of 13,197 units per pound, equivalent 
to the evaporation of (13,197^-966 = ) 13.66 pounds of water from and 

;*t 212° F. 

The leading results of the tests are recorded in table No. 51, p. 252. 

Naturally, the Blanchard boiler showed the lowest temperature in the 
flue or chimney, as it heated the feed-water by the waste heat, and pos- 
sessed the greatest development of heating surface in proportion to the 
grate-area. It in consequence evaporated the greatest quantity of water 
per pound of combustible: 1 1.34 pounds against 10.64 pounds, the second 
highest — in the Root boiler. The Allen boiler stands first in general per- 
formance: it evaporated 52,98 cubic feet of water per hour against 
37.25 cubic feet by the Root boiler, or 1.64 cubic feet per square foot of 
grate per hour, against [.38 cubic feet; at the same time that the evapora- 
tive efficiency of the Allen boiler was equal to that of the Root boiler, 
although the Allen boiler had the less heating surface per square foot of 
grate. The Phleger boiler had nearly the same proportion of heating surface 
as the Allen boiler, yet it evaporated much less water per square foot of 



L 



252 



PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 



grate, with a little less efficiency, although it had a lower rate of combustib 
per square foot. The Phleger is obviously inferior in performance to b< 
the Root and the Allen boilers; and, correspondingly, it showed thehigh^ 
temperature in the chimney. The Lowe boiler had about the same ext^ 

Table No. 51.— American Institute Exhibition. Results of Trials of^ 
Sectional and Flue-tube Steam Boilers. 1871. 



Designation. 



Coal consumed per hour pounds 

Do. per square foot of grate „ 

Refuse per hour „ 

Do. percent per cent 

Combustible per hour pounds 

Do. per square foot of grate „ 

Temperature of feed- water Fahr. 

Water apparently evaporated per ) r 

hour j 

Water actually evaporated per hour „ 
Do. do. per square foot of grate „ 

Do. do. per pound of coal pounds 

Do. do. do. from and at 2 1 2° F. „ 
Do. do. per pound of combustible „ 
Do. do. do. from and at 2 1 2° F. „ 

Priming or moisture in steam per cent 

Superheating of steam degrees F. 

Temperature of burnt gases leav- I p , 

ing boiler. J 



Root 


AUen. 


Phleger. 


Lowe. 


Blanchm -»">c> 


1 


316.7 


448.0 


2333 


366.7 


102.^^ 


II.7 


13-9 


10. 1 


9-7 


I2.I 




51-2 


70.8 


43.8 


57.9 


15-4 




16.I 


15.8 


18.8 


15.8 


14.9 




265.5 


377-2 


189.5 


308.8 


87.3 




9.8 


II.7 


8.2 


8.2 


IO-3 A 


45°-9 


45'-5 


45°.6 


45°-o 


44''.4 m^ 


37.25 


52.98 


27.28 


4540 


13.56 1^ 


37.25 


52.98 


26.43 


42.29 


13.16 


1 


1.38 


1.64 


L15 


1. 12 


1.55 




7.34 


7.38 


7.07 


7.20 


8.00 




8.88 


8.93 


8.55 


8.71 


9.68 




8.76 


8.76 


8.70 


8.SS 


9.41 




10.60 


10.60 


10.49 


10.40 


11.34 








3-3 


6.9 


3.0 




1 6°. I 


1 3°. 2 






— 




417° 


346° 


504** 


390'' 


222® 







of heating surface as the Allen, with a larger grate-area, yet it evaporated 
only four-fifths of the water of the Allen ; and its evaporative efficiency was 
not quite equal to that of the Allen, although it consumed much less fuel 
per square foot of grate per hour. 

The evidence points to the same general conclusion as is drawn in the 
subsequent discussion on the tests of steam boilers at the Philadelphia 
Exhibition: that freedom of circulation is of the essence of efficiency of 
evaporation. The design of the Allen boiler, fig. 102, composed of water- 
tubes, nearly vertical, but inclined sufficiently to separate the steam from 
the water within the tubes, provides a great degree of facility for circulation. 
The Root boiler, fig. 10 1, coming next to the Allen boiler, is also well placed 
for circulation ; whilst, in the Phleger boiler, the long trains of water-tubes, 
nearly horizontal, bespeak a sluggishness of circulation, which is demon- 
strated by the inferiority of its performance. The Lowe boiler did not 
possess the benefit of the inclosure in brickwork, and the superheating of 
the steam, which was effected for the Lowe boiler tested at Philadelphia; 
and so the inferiority of its performance at the American Institute may be 
explained. 
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II. TESTS OF SECTIONAL AND FLUE-TUBE STEAM BOILEKS AT THE 
INTERNATIONAL EXHLUITION, PHILADELPHIA, lS;6. 
Fourteen steam boilers were tested at the International Exhibition, 
Philadelphia, 1876, under the direction of a committee of judges of group 
XX.' They were mostly of the sectional type, in which the water is con- 
tained in small pipes and chambers. The boilers were tested in order as 
illows: — the Wiegand, the Harrison, the Firmenich, the Rogers & Black, 
ic Andrews, the Root, the Kelly, the Exeter, the Lowe, the Babcock & 
'ilcox, the Smith, the Galloway, the Anderson, and the Pierce boilers. 
The Wiegand boiler, figs. 106, consisted of ten sections connected by one 
steam-drum and one feed-pipe. Each section consists of a cast-iron tube- 
head, into the bottom of which eighteen wrought-iron vertical tuties, in two 








I 

V^ws of nine each, are screwed, 4 inches in diameter and 5 feet 4 inches 
■ long. The tubes are closed at their lower ends, and within each tube a 
smaller tube is inserted, so that quick circulation is set up, the steam and 
heated water rising within the outer tube being succeeded by a descending 
current of water in the inner tube. The steam-drum is of wrought-iron, 
half of it being superheating surface; and the whole boiler is inclosed in 
brickwork. The fire-grate is directly under the tubes. The burnt gases 
rise vertically between the tubes and tube-heads; and, circulating around 
the steam-drum, they pass by a side-flue to the chimney, 

The Harrison boiler, fig. 107, consists of eight sections or slabs built up 
gof hollow cast-iron spheres, 8 inches in diameter outside, connected by 
nrved necks. The spheres are cast in groups of 2 and 4, connected by 
' Repoits and Awards, Group XX. Inlemattonal Exhibition, Philadelphia, 187G. 
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rebate joints, and held together by through-bolts with nuts. Each section 
or slab contains two rows of 12 spheres, four rows of 13, and two rows of 
three, making 82 spheres in each slab. The slabs are connected to one 
feed-pipe and one steam-pipe by a series of short fittings and pipes, with 
spherical joints forming a flexible connection. The slabs are set side by 
side at the angle shown in the figure, supported on cast-iron rails. Hori- 
zontal cast-iron T bars are laid between the slabs at the water-line, in order 
to divert and prevent the direct action of the burnt gases on the steam- 
heating surface. The draught is reversed downwards towards the flue at 
the back. 

The Firmenich boiler, figs. 108, is constructed of wrought-iron tubes. At 




Figt loB.— TatsofSlcBmBoUcn, iBTfi; Pii 



rf ^Th ^Je of the fire-grate a drum is set, connected with a drum at the upper 
(Mrt of the structure by two rows of tubes 3 inches in diameter and 13 feel 
i*3B^- The tubes incline towards each other at the upper ends. Thus the 
twtt u4)tXT drums arc brought near to each other, and they are connected 
by ^^Ikwt iHN'ks to a third and central upper drum, which acts as a reservoir 
fiKAOMBk. There are 50 tubes at each side, set in two rows. They are set 
i^ *hr^ L-iMMikirtments longitudinally, divided by brick partitions. The first 
c cvotains the fire-grate, from which the burnt gases pass 
L b«tw<vn and along the tubes; then downwards in the second 
^ having twelve tubes on each side; and thence upwards in 
tcaMtMrbUcnt. having 4 tubes on each side. The currents from 
fee at the top and pass to the chimney. The boiler is 



». jt 8Ui.'l: boiler, fig. 109, consists of an upright cylindrical 
i attum: rtie fire-grate, surrounded by 72 tubes 2 inches in> 
k !!•»> Ci>ncentric circles, and turned into the shell at the 
Ttie shell is surmounted by a steam-drum. The 
1 the slicll and between the tubes, and pass off 
»paTt to the chimney. 
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i Andrews boiler, figs. 1 10, is of the double-return marine multitubular 
^'with sheet-iron connections for direct- 

e currents of burnt gases. The shell 
IStangular, with a semi-cy!indrical top. 
iburnt gases pass by a number of tubes 
|i£h the back water-space into a cham- 
bchind it, whence they return to the 
f through flue-tubes in water, again 
jng to the back through tubes in the 
ia-space, and thence to the chimney, 
fhe Root boiler, fig. 111, consists of 
Tivrought-iron tubes, 4 inches in dia- 
ir and 8 feet 10 inches long, set in a 
p, arranged in tiers, at an angle of 20° 
the horizontal, and inclosed in brick- 
t The ends of the tubes are coupled 
IdIIow castings, by means of which the 
water, introduced from a transverse 
lontal pipe at the lowest level, is passed 
fith the steam that is generated on the 
f from the lower to the higher tubes, 
t which, ultimately, the steam passes 
is coilected in a drum at the highest 
i The drum is connected with the 
frmost tubes by short pieces of 2 J^-inch 
I The water-level is about 20 inches 
inr these pipes. The burnt gases rise 
|L the fire-grate to the uppermost or 
toart of the boiler, and descend behind a partition through the hind 
lof the boiler into a low-level flue. 

Hie Kelly boiler, fig. 1 12, consists of seven sections, in each of which 
I are 10 wrought-iron tubes, 3 inches in diameter, and 9 feet g}4 inches 
I in two vertical rows of 5 tubes each, screwed into a cast-iron tube- 
tat the front, and closed at the inner ends, and inclined downwards 
|rfs the back. The tubes are divided internally, each by a diaphragm 
^ to ensure circulation. At the upper part of the structure, above 
|*ater-line, shorter tubes are fixed horizontally into the tube-heads, 
(Closed ends, designed for drying and superheating the steam. From 
i the steam passes up to the steam-drum placed transversely. This 
B is connected to a water-heating drum placed behind the tubes, 
fai the walls of the structure; from which the feed-water is conveyed 
iHipes underground to a main feed-pipe at the front, connected to 
leveral sections. 

fhe Exeter boiler, figs. 113, consists of 27 rectangular hollow slabs of 
pron, ranged horizontally a short distance apart, within a brickwork 
'^rc; Each slab is made witli two rows of through oblong openings, 
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12 in each row, upper and lower. The interspaces are divided by partitioiu 
half-way up the slabs, forming an upper and a lower flueway throi^ 
the upper series and lower series of openings. The slabs are connected 
by short side pipes to a steam-pipe and a feed-pipe outside the structure^— 
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so forming a complete boiler. Two of these boilers are placed side by 
side, and they are served by one fire<^rate at one end; thence the burnt 
gases pass through the lower flueway of the boiler to the back, and 
they return to the front through the upper flueway, and again pass to 
the back, over the boiler. The 
water-level is at about two-thirds 
of the height of the boiler. The 
steam-drum lies across the top of 
tbe brickwork. 

The Lowe boiler, fig. 114, is 
an ordinary cylindrical tubular 
boiler, of which the shell is 4 feet 
in diameter and i8}i feet long. 
A combustion chamber, 3^ feet 
long, is formed within the shell at 
J the front, from which 46 flue-tubes, 
3 inches in diameter and 15 feet 
long^ proceed to the back end of 
the boiler. A steam -drum is 
placed above the boiler. The 
fire-grate is placed below the boiler at the front, and the bridge is built up 
to the shell. Thence the burning gases rise through two openings formed 
in the water-space into the combustion-chamber, from which they pass 
through the flue-tubes to the back, where they descend and pass under 




Tig. iii.~TEiu<if Steun 



[B;6: Root Boiler. 
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the boiler to the back of the furnace-bridge, from which they rise through 
two side flues, and pass again to the back over the shell and around the 
uteam-drum, escaping thence to the chimney. 




The Babcock & Wilcox boiler, fig, 115, contains a rectangular group 
of 98 tubes, 35^ inches in diameter, and 15 feet 9 inches long, of which 
there are 14 in the width and 7 in the depth, inclosed in brickwork. The 
group is inclined at an angle of i $". The tubes of each vertical stratum 
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are fixed into a tube-head at each end, — forming 14 sections of tubes, 
7 in each section. Each section is connected to two longitudinal horizontal 
drums in the upper part of the structure, in which the water-level is main- 
tained at half their depth, their lower halves being exposed to the heat 
These drums are connected to a transverse steam-drum. The fire-grate is 
placed under the upper end of the boiler. The burning gases rise between 
the tubes to the upper part, and are there deflected by a partition de- 
pending from the top downwards between the tubes to the lower part 




Fig iij.— TcuiorSieunBcHlcn, iS/G the Babcock & Wilcoi 



behind the bridge, whence they again rise between the tubes and pass 
away by the flue to the chimney. The tubes are thus three times tra- 
versed by tlie burnt gases. 

The Smith boiler, figs. 1 16, is an ordinary flat-ended cylindrical boiler, 
with a number of small internal flue-tubes from end to end, underfired. The 
fire-bridge is of cast-iron, hollow, and water-tight, connected with the feed- 
pipe. A set of pipes run from the bridge longitudinally in the flue under 
the boiler to the back, where they are turned up and joined to a larger 
horizontal transverse pipe, connected to the boiler. In addition, two 
cast-iron pipes run alongside the fire-grate, one at each side, connected 
with the shell. From these pipes 10 taper pipes of cast-iron rise verticall/ 
in the flues at each side of the shell, and are connected, bv ^ 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS. 259 

ing steam-pipes to the steam-space of the boiler. The draught is con- 
ducted under the shell and along the sides to the back, thence through 
the, flue^tubes to the front, and to the chimney. 




flfi. 116.— Tc*M of SleuD 



.. 1B76 the Smilh Boiler 



The Galloway boiler, figs. 117, is constructed of steel, and of the 1851 
Galloway type. The shell is 7 feet in diameter and 28 feet long. There 
are two furnace-tubes, 33 inches in diameter and 7J^ feet long, joined 
into one elliptical fiue-tube extending to the back, and crossed by 
30 vertical conical water-tubes. The burnt gases from the furnaces pass 
through the flue around the conical tubes, to the back, return by the 
sides to the front, and pass thence under the shell to the back, where 
they leave for the chimney. 

The Anderson boiler, fig. 118, is composed of 126 tubes 3 inches in 
diameter and 10 feet long, disposed in 14 vertical sections or strata of 
9 tabes in each, encased in brickwork. The four lower tubes are slightly 
inclined upwards from the front towards the back, and the five upper 
tubes are inclined upwards from the back towards the front. The lower 
tabes are connected to a single cast-iron chamber, and the upper tubes 
«>arate chamber, whilst the back ends of all the nine tubes are 
(D one chamber or pipe 3 inches in diameter as a medium of 
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communication between the lower and upper tubes. The front lower 
chambers are connected at their lower ends, and the front upper chambers 
at their upper ends. The water-level lies between the upper and lower 
divisions of the tubes. An upright mud-drum is placed in front of the 




Fig. iiB.— Tcttsof SteuB Bdlen, tt-]6: the Asdci 



boiler, of which the lower end is connected to the lower front or water 
chambers, for water, and the upper end to the upper front or steam-chambers. 
A steam-drum is mounted above the brickwork. The furnace chamber 
is divided longitudinally by a partition between the lower four tubes 
and the upper five tubes, so that the burnt gases rising from the fire- 
grate are conducted under the partition towards the back end, thence 
returning to the front above the partition, whence they pass into the 
chimney. 

The Pierce boiler, fig. 1 19, consists of a flat-ended cylinder directly 
above the fire-grate, revolving on trunnions, through one of which the feed- 
water is introduced into the boiler, and through the other the steam is 
taken off. The boiler is enveloped by the burning gases of the furnace. 
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It is traversed by a number of flue-tubes, arrang^ed in two concentric circles, 
into the outer circle of which the burnt gases pass direct from the fir^ 
entering them at one end and being delivered into a chamber at the other 
end, forming part of the boiler. From this chamber, or smoke-box, as it 




orSl»iDllaU<n, liTt; ( 



may be called, the gases pass into the tubes by which the inner portion of 
the boiler is traversed, and escape at the other ends into the chimney. By 
means of cups secured to the outer tubes, the water is caught up when the 
tube is lifted above the water-line, and dispersed — so preventing overheating 
in the steam-space. 

In the conduct of the trials, two trials, each of eight hours" duration, 
were made of each boiler, one at maximum power, with natural draught, 
and fires kept clean; the other with the damper regulated to burn oiily 
three-fourths as much coal as in the first trial, with the view of approxi- 
mating to average working conditions. All the experiments were made 
with anthracite coal from the Lea Colliery, Wilkesbarre, Pennsylvania, of 
the same kind, quality, size and condition, excepting the extra trials of the 
Galloway boiler, which were made with bituminous coal. The coal and 
water consumed were weighed. A uniform steam-pressure of 70 lbs. per 
square inch was maintained. Before each trial, steam was raised with dry 
wood and allowed to escape from the safety-valve, the stop-vah'c being 
closed. When there was a sufficient quantity of ignited wood on the grate, 
coal fires were made up to the proper thickness, and coal was supplied in 
r^ular quantities and at regular intervals. At the end of each trial the 
fire was drawn, and the combustible and ash were separated and weighed 
back. 

The two regular trials for capacity and economy were repeated with the 
/ boiler. u<uiig.C«v>rfTe'^ Creek bituminous coal of fair qualit 
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Adams' shaking grates were employed in the Firmenich, Root, and 
Babcock and Wilcox boilers. They worked satisfactorily. 

The boilers successively were connected with a chimney 84^ feet high 
above the level of the fire-grates; excepting for the last two boilers, — the 
Anderson and the Pierce, — for which the chimney was 70 feet high. 

The areas of fire-grate and of heating surface, with the water-space and 
steam-space, are given for each boiler in the following table, No. 52: — 

Table No. 52. — Philadelphia Exhibition, 1876. — Surfaces and Volumes of 

Steam Boilers Tested, mostly Sectional. 



Designation of Boiler. 



Wiegand ! 

Harrison 

Firmenich 

Rogers and Black .. . . 

Andrews 

Root 

Kelly (including j4 \ 
of water-heater) / 

Exeter 

Lowe 

Babcock and Wilcox 

Smith 

Galloway 

Anderson 

Pierce 



Area of 
Fire- 
grate. 



sq. feet 
42 

23 

15-41 
21 

18.42 
42 

27.50 

22.50 

44.50 

25 

36 

36 

25 



Heating Surface. 



Water. 



sq. feet 
1289.70 

627 
lOOI.IO 

288.04 
1451.77 

575-06 

1005.06 

687.88 

1676.32 

1146.43 

852.54 
630 



Steam. 



sq. feet. 

49.67 
274 
30 

218.36 
146.66 

60.48 

557.94 
65.76 

7.57 

485 



Total 



sq. feet 

1339-37 
901 

1031.10 

399-75 
506.40 

1598.43 
635-54 

1563 

753-64 
1676.32 

1154 
852.54 
1115 
349-33 



Ratio 

of 
Water- 
heating 
Surface 

to 
Grate- 
area. 



ratio. 

30.7 

27.3 

64.3 
19.0 

15.6 
34.6 

20.9 

33-5 
30.6 

37-7 
45.8 

23-7 

17-5 
14.0 



Volume of Boiler. 



Water- 
space. 



cu. feet 
181.36 

54.09 
145.12 

36.15 
80.74 

116.68 

58.17 

83.77 
140.18 

229 

136.12 

562.91 

66.90 

20.11 



Steam- 
space. 



cu. feet 
44.18 
23.72 
92.20 
24.85 



Total 



cu. feet 

225.54 
77.81 

237.32 
61.00 



25.45 


106.19 


4569 


162.37 


27.97 


86.14 


44.60 


128.37 


50.90 


191.08 


137.85 


366.85 


127.39 


263.51 


169.12 


732.03 


55-75 


122.65 


43." 


63.22 



The volumes of the boilers are shown by contrast to be extremely 
various, even when the potentiality of grate-area is the same. The 
Smith and the Pierce boilers, for example, have each 25 square feet of 
area, but the former has more than three times the extent of heating 
surface of the latter, and more than four times the capacity of boiler. 
A contrast of another kind is supplied by the Root boiler and the Babcock 
and Wilcox boiler. They have nearly equal grate-areas, but the second 
boiler has more than double the capacity for water as well as for steam 
that is possessed by the first. 

The leading results of performance of each boiler are selected and 
rearranged in tables No. 53 and 54; in the first, for evaporative power or 
quantity of water evaporated per hour, or "capacity;'* in the second, for 
evaporative efficiency, or quantity of water evaporated per pound of fuel, 
under ordinary working conditions, or "economy." These terms, "capacity" 
and "economy," are merely relative terms; but they serve to in " <Jie 
special object of each series of tests. 
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The gross results for evaporative efficiency of all the fifteen tests, 
^ed in each table, are as follows. The corresponding temperatures 
ftburnt gases leaving the boiler are added:^ 

Average Results of Capacity Trials and Economy Trials. 



\ 





Cp™.)-. 


Eco,..v. 


Diff=r.=«. 


Water evaporated into steam per ) 

hour.... 1 

Consumption per square fool of 1 


51.5 cubic feet 

Coal 13.8 lbs 

Combustible iz.6 „ 

Coal 9.19 „ 

Combustible 10.25 ., 
465° F 


39.4cu.ft. 

9.8 lbs. 
8.8 „ 
9.97 .. 

409° P. 


-ia.icu.ft 

- 4-'' ll>s. 

- 3.8 „ 

+ -fis » 

+ -87 ,. 


Water evaporated from and at 1 
212" F. per pound of J 







I 

er 

^fr sa 



Showing that, in reducing the rate of combustion 30 per cent, the quan- 
tity of water evaporated is only reduced 23 percent, whilst the evaporative 
efficiency of the combustible is increased 8}^ per cent. 

To compare the performances of the boilers in burning anthracite, 
they are placed in table No. 55, p. 266, in the order of their evaporative 
efficiencies in the capacity trials, with the corresponding results of economy 
trials. The areas of water and of steam heating surfaces per square foot 
of fire-grate are added, and in the last column the distinguishing features 
of the boilers are noted. 

It appears from the table that the boilers consisting of cylindrical shells, 
with multitubular flues or their equivalent — the Smith, the Galloway, and 
the Lowe — have the greatest capacity efficiency, and that the water-tube 
boilers with free circulation and reversed draughts — the Firmcnich, the 
Root, and the Babcock and Wilcox — come next in capacity efficiency. 
The lowest in capacity efficiency are such as consist of a great number 
of small parts, or are deficient in facilities for circulation, or are limited 
in extent of heating surface, or in which two or more of these defects are 
combined. 

Looking to details, the capacity efficiencies are afllected by the rates 
of combustible and the areas of water-heating surface, per square foot of 
grate. In the first three boilers the combustible per square foot, column 3, 
diminishes from 14.5 pounds to 11.4 pounds and 9.4 pounds, whilst the 
efl'iciency, column 2, also diminishes. Other circumstances being the 
same, the efficiency would increase instead of diminishing, and tlie diminu- 
ion of efficiency, in the case of Galloway, notwithstanding the advantage 
of the inside fire, compared with Smith, is explained by the much less 
area of heating surface of Galloway, per square foot of grate, than that 
of Smith — 23.7 square feet, against 45,8 square feet. Lowe's capacity 
efficiency is less than Galloway's, because in Galloway the inside fire en- 
absorption of a greater proportion of heat than the under fire of 
in the economy trials the efficiencies appear to be about equal, 
» different rates of combustion, column 5. The next three 
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boilers, of the Firmenich, the Root, and the Babcock & Wilcox water-tube 

boilers, the vertical tubes of the Firmenich are more efficient than the in- 

cJined tubes of the two others; and they are at least as efficient in the 

economy trials, whilst the rate of combustion, column 5, is the greater. The 

greater efficiency of the Firmenich boiler is sufficiently explained by the 

large excess of its heating surface. Of the two others, with heating surfaces 

nearly equal, the performances are practically alike. 

Of the remaining boilers the Exeter, consisting of cast-iron hollow slabs, 

is clearly inferior in efficiency to the Root boiler, witli which it has about 

the same proportion of heating surface, having steam heating surface in 

addition. One reason for the inferiority is obviously the horizontality 

of the conduit pipes for water and steam, and the consequently sluggish 

circulation. In the Harrison boiler — cast-iron spheres — the accumulation 

o^ steam as it rises from one sphere into another prevents, to some extent, 

close contact of the water with the heating surface ; but this boiler, though 

i^ has less heating surface per square foot of grate, is clearly more efficient 

^^an the other cast-iron boiler, the Exeter. It is fully as efficient as the 

^oot boiler, when consuming about equal weights of combustible per square 

^oot of fire-grate, as follows: — 

Water. Comba^tible. 

Root 10.44 lbs 1 1. 7 lbs. 

Harrison iO'93 » 11.3 „ 

In die Pierce rotating boiler, the scarcity of heating surface, most of which 
is steam surface, suffices to explain the low efficiency. The Harrison 
boiler, having twice the heating surface of the Pierce boiler per square foot 
of grate, evaporates the same quantity of water, 9.89 pounds per pound of 
combustible, as in the Pierce boiler, 9.86 pounds, although the Harrison con- 
sumes nearly twice as much fuel per square foot of grate as the Pierce does. 
So also in the Andrews marine form of boiler: much of the surface is 
steam surface, and the water-heating surface is small, and the capacity 
efficiency low. In the Anderson boiler, the sluggish circulation in the 
nearly horizontal water-tubes, and the limited area of heating surface, 
are sufficient to explain the low efficiency. In the Rogers & Black boiler, 
another boiler of low efficiency, much of the heating surface is only steam 
surface, and there is not much of water surface, whilst obviously the current 
of burnt gases must pass obliquely towards the flue to the chimney, leaving 
comparatively inactive much of the surface at the opposite side. The Wie- 
gand boiler ranks last but one in capacity efficiency, though the system of 
construction — vertical tubes with internal circulating tubes — favours the 
circulation of water and steam. It appears that, at the rate of combustion, 
14.6 pounds of coal per square foot of fire-grate per hour, the capacity for 
circulation is overtaxed, and it is probable that the tubes, which are 5 feet 
4 inches in length, are so overcharged with steam that the water is driven 
out of contact with the heating surface of the tubes at their upper portions. 
That there is reason for supposing the existence of this interference is shown 
by the much higher economy efficiency of the boiler when only 11.2 pounds 
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of coal was consumed per square foot of fire-grate per hour, and when, of 
course, the thoroughfares were less crowded with steam globules. Under 
these circumstances it is equal to the Root in efficiency. Lastly, the great 
inferiority of the Kelly boiler in capacity efficiency is clearly a consequence 
of imperfect circulation — the water-tubes being insufficiently inclined, and 
the movements of the steam and water within them being hampered by the 
diaphragm-plates, which are intended, on the contrary, to promote cir- 
culation. 

It happens, according to table No. 55, that the boilers which possess 
the greatest areas of steam-heating surface — that is, heating surface 
exposed to steam — are amongst those which made the lowest capacit>- 
efficiencies, showing seemingly that the steam-diying operations did not 
materially augment the evaporative efficiency. 

The principal conclusion to be drawn from these comparative trials of 
sectional and other boilers is, that freedom of circulation is of the essence 
of efficiency of evaporation. 



III. TESTS OF SECTIONAL AND FLUE-TUBE STEAM BOILERS AT THE IN- 
TERNATIONAL ELECTRICAL EXHIBITION, PHILADELPHIA, 1884. 

Four steam boilers were tested at the International Electrical Exhi- 
bition, Philadelphia, 1884' — two of them sectional, the Root and the 
Harrison; and two of them multitubular, the Dickson and the Baldwin. 
The general features of the Root boiler have already been noticed, pages 
248 and 255. But, in the 
present instance, fig. 1 20, the 
steam is received and col- 
lected in a number of drums, 
placed longitudinally side by 
side, in place of the single 
transverse reservoir employ- 
ed in the first trials. The 
fire-place, also, is compara- 
tively shallow, and the face 
of the bridge above the grate, 
is sloped backwards. The 
boiler is larger than that 
previously noticed. It is rated 
at 1 50 horse-power, for which 
there is 12 square feet of 
heating surface (water and steam), and .51 square foot of fire-grate per 
horse- power. 

The Harrison boiler, fig. 121, of cast-iron, has also been described in 
its leading features, page 253. In the present instance the boiler is larger 

■ See the Report of ihe Examiners in Section X. (Steam Boilers), published as a supplement to 

^^Jeumal 0/ tkt Franklin Jmtituif, July, 1885. 
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is more closely enveloped by the 
addition a deflecting plate at the 



^.-.^^ . 



jian the one already noticed, but it 
ttick casing on the top, and it has in 

end, by which the 
fcirnt gases are confined to 
pd caused to traverse the 
jilers, to the lowest point, 
lefore leaving for the chim- 
It is rated at 100 horse- 
er, there being 13 square 
set of heating surface (water 
ind steam), and .35 square 
K)t of fire-grate area per 
lorse-power. 

The Dickson boiler, figs. 
•2, is a boiler of the loco- 
motive type, having a 50 
inch cylindrical shell, with a 
steam-dome, 30 inches by 
JO inches. The fire-grate is 6j^ feet by 4 feet 10 inches. The side walls 
r the fire-box are sloped inwards considerably. There are 68 flue-tubes 
I inches in diameter, 15 feet long. The boiler was covered with I inch 




m Boiloi, il34 : Huriian I 




layer of felt It was designed for burning culm, but screenings from 
'rea-coal were used instead. It is rated as of 76 horse-power, having an 
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allowance of i i.io square feet of heating surface, and ,41 square foot of 
fire-grate area, per horse-power. It appears by the illustration that the 
ash-pit is closed, witli a forced draught by steam-induction, through a 
pipe at each side. 

The Baldwin boiler, figs. 123, is a horizontal multitubular boiler, having 
a shell 4J^ feet in diameter and 16 feet long, with 32 flue-tubes 4 inches in 
diameter for the whole length. Above the boiler a 24-inch steam-drum, 
S feet long, is placed, connected to it by means of one neck, 12 inches in 
diameter and 10 inches high. The drum is traversed longitudinally by 
19 flue-tubes. The fire-grate is placed at a level 34 inches below the boiler 
It is S ^ feet long and 4 feet wide. The bridge is about 30 mches beyond 
the end of the fire-grate, and is connected to it by a talus or slopmg floor of 




brickwork. About three feet beyond the bridge, near the end of the boiler, 
there is a transverse partition of brick, with numerous loopholes to give 
passage to the burnt gases. There is provision for the induction of air into 
the furnace by means of jets of steam; but it does not appear that the 
appliance was put in action. The whole of the boiler is enveloped in 
brickwork. The draught proceeds from the grate, under the boiler, over 
the bridge and through the perforated partition, to the back, where it rises 
and returns through the flue-tubes in the boiler to the front. Here it again 
rises and passes through and around the steam-drum to the chimney at tlie 
back. The damper in the top back-flue is subdivided on the louvre system. 
The boiler is rated at 50 horse-power, having 16 square feet of heating 
surface and .42 square foot of grate-area per horse-power. 

In making the tests of each boiler, steam was first raised to theivorking 
pressure, and the fires were then drawn. All wood and coal used thereafter 
was weighed, and at the end of the test the fire was drawn, and unburnt 
coal found in it was weighed back to the credit of the boiler. The water- 
level in the boiler was maintained at about one level; at the end of the test 
it was brought to the same level as at the beginning. Anthracite was used 
for the tests. The supplies of fuel were purchased at different times, to 
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ic sizes desired by the several exhibitors. The coal was analysed from 
nae to time, and the average percentages of carbon and hydrogen in the 
dal were, for the several boilers, as follows: — 

percent. 

Root Carbon 75.52 

Harrison „ 75.21 

Dickson „ 72.87 

Baldwin , 80.22 



Hydrogen 


per cent. 
2.18 


» 


1.82 


» 


2.53 


» 


2.53 



y^ood, as fuel, was reckoned as equivalent to one-fourth of its weight of 

The tests were made in the month of October, 1884. 
The areas of fire-grate and heating surface, with, other particulars, are 
iven for each boiler in the annexed table. No. 56: — 

Table No. 56. — International Electrical Exhibition, 1884. — Surfaces 
AND Volumes of Steam Boilers Tested: Seciional and Multitubular. 



Designation of Boiler. 



Nominal horse-power, rated by makers... H. P. 

Water-heating surface sq. ft. 

Steam-heating surface „ 

Total heating surface „ 

Grate-area „ 

Ratio of grate-area to heating surface 

Heating surface per horse-power sq. ft. 

Grate-area per horse-power „ 

Height of chimney above level of grate . . . .feet 
Steam-room in boiler cu. ft. 



Root. 



150 
1440 

360 

1800 

I to 36 

12 

44.5 
7.65 



Harrison. 



TOO 

948.5 
349 
1297.5 

35-13 
I to 37 

13 

•35 

44.5 
29.8 



Dickson. 



Baldwin. 



76 
841 

2-5 
8435 
31.41 

I to 26.8 
II. I 

.41 
28.6 

67 



50 

663.3 

136.3 
799.6 

21 

I to 38 

16 
.42 

44.5 



The leading results of performance of each boiler are selected and re- 
rranged in table No. 57, p. 272. 

The large proportion of "ash" weighed from the Dickson boiler, — 
5 per cent of the coal used, — is due to the considerable quantity of pea- 
oal siftings which fell into the ash-pit and thus became saturated with the 
irater precipitated from the steam jets used for stimulating the draught. 
^o attempt was made to burn the refuse a second time. 

The performance of the Dickson boiler is the best of the four, although 
t consumed the most coal per square foot of fire-grate, and had the lowest 
urface-ratio. The Root boiler evaporated only about the same quantity 
►f water per hour, at the rate of 10.32 pounds per pound of combustible, 
igainst 10.76 pounds by the Dickson, although the Root had more than 
wice as much heating surface, with a much larger grate, and a larger pro- 
portion of heating surface to grate-area. The efficiency of the Harrison 
K)iler, in terms of the combustible consumed, was about equal to that of 
he Dickson boiler; but it did not evaporate more than two-thirds of the 
vater consumed by the Dickson, although it had a larger grate-area with 
lalf as much more heating surface. The Harrison, burning only 8.2 pounds 
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of combustible per square foot of grate-area per hour against 13.3 pounds 
by the Dickson, with a surface-ratio of 35.13 against 31.41, should have 
evaporated much more water per pound of combustible than was consumed 
by the Dickson. The performance of the Baldwin boiler is in all respects 



Table No. 57. — International Electrical Exhibition, 1884: — Comparative 

Performance of Steam Boilers. 



Designation of Boiler. 



( 



>i 



>9 



Duration of trial hours 

Coal consumed per hour, including equi- I -.Q^^jg 

valent of wood J *^ 

Do. do. per sq. ft. of fire-grate. „ 

Refuse per hour. „ 

Do. per cent p. cent 

Combustible per hour pounds 

Do. do. per square foot of 

grate 

Temperature of feed- water Fahr. 

Water evaporated per hour cub. ft 

Water evaporated per hour per sq. ft. of ) 

fire-grate j 

Water evaporated per pound of coal ......... pounds 

Water evaporated per pound of coal, from 

and at 2 1 2° F 

Water evaporated per pound of combus- ) 

tible ^ 

Water evaporated per pound of combus 

tible from and at 212° F 

Priming, or moisture in steam p. cent 

Superheating of steam degs.F. 

Temperature of burnt gases in chimney Fahr. 

Effective steam-pressure per square inch lbs. 

Barometer inches 

Draught in chimney „ 

Temperature of the air. Fahr. 

(lbs. 
Air consumed per pound of coal s cub. ft 

(at62°F. 






» 



}f 



» 



Root. 


Harrison. 


Didcson. 


Baldwin. 


36 


36 


36 


24 


SO2.5 


328.0 


558.0 


253.2 


10.05 


9.3 


17.8 


12.0 


74 


41 


140 


27 


14.7 
428.5 


I2.S 
287.0 


25.0 
418.0 


10.7 
226.2 


8.6 


8.2 


13.3 


10.8 


7i°.6 
60.06 


68°. 8 
41.22 


67^2 
61.06 


59°.9 
25.45 


1.20 


1.17 


1.94 


1. 21 


7.45 


7.84 


6.83 


6.27 


8.79 


925 


8.06 


7.40 


8.75 


8.96 


9.12 


7.02 


10.32 


10.57 


10.76 


8.28 




— 


1-55 




9^.4 


2^2 




7".o 


370" 
91.4 


411° 
95.8 


423° 
83.5 


347° 
98.7 


303 


30-3 


30.3 


30.3 


1 -7 

' blower 

7° 


.24 

natural 

58° 


.15 

steam jet 
50^ 


.43 

natural 

45' 


22.29 

1 


20.06 


18.74 


20.24 


|293 


264 


246 


266 



inferior to that of the Dickson; chiefly due, probably, to the excessively 
great height of the boiler above the grate in the Baldwin. 

The performances of the Root and the Harrison boilers, taken together, 
appear to be substantially equal in merit Having surface-ratios nearly the 
same, and consuming nearly the same weight of combustible per square 
foot of grate-area per hour, they evaporate respectively 1.20 and 1.17 cubic 
feet of water per square foot of grate per hour, at the respective rates o( 
10.32 pounds and 10.57 pounds per pound of combustible: that is to say, the 
Dickson evaporates a little the less per square foot of grate, with a little 
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the greater efficiency. The two xvater-tube boilers appear, therefore, to be 
substactially alike in performance. 

IV. TEST OF A ROOT BOILER, AT BIRMINGHAM. 1876. 

The editor of The Engineer gives the results of a test of a Root boiler 
conducted by him, at Avery's Works, Birmingham.' The boiler was set 
like that shown in fig. 1 1 1 ; but it had, instead of a special receiver, only a 
cast-iron collecting pipe at the summiL It consisted of 64 pipes, each 
S feet 1%^ inches in length and 5 inches in diameter outside, giving a total 
heating surface of 696 square feet ; of wh ich 480 square feet, or 70 per cent, 
was the surface in contact with water or wetted surface; the remaining 
2l6 square feet, 30 percent, being steam-heating surface. The two fire- 
grates were each S % feet long and 2 feet 1 J^ inches wide ; together making 
23.4 square feet of grate-area, or Vsoth of the heating surface. For the 
purpose of the experiment, the fire-grates were reduced by bricking to a 
length of 4j.^ feet, making a grate-area of only 18 square feet, or about 
'/39th of the heating surface. 

The trial lasted eight hours continuously. The coal used was Brown- 

' hills, of good quality, as lumps and as slack; free-burning, slightly caking, 
giving off a little smoke. The fire was kept tliin, and steam of Go lbs. 

■ average pressure per square inch was made freely, the doors of the ash-pit 
being nearly closed most of the time; but the pressure fluctuated between 
50 lbs. and 65 lbs. per square inch. The consumption of coal was at the 
rate of 134 pounds per hour, or 7.44 pounds per square foot of fire-grate 
per hour; and of water 1625 pounds per hour, heated in the flues to 212°, 
being at the rate of 12.13 pounds of water per pound ofcoal, or an equivalent 
of 13-49 pounds from and at 212° F. The water was forced by an injector. 
For an assumed initial temperature of 62° F., the equivalent volume of 
water was (l625-^62.4 = ) 26,04 cubic feet per hour, or 1.44 cubic feet per 
square foot of grate-area per hour. It was found, as the average of four 
tests for priming in the steam, that water equivalent to 1 3.7 per cent of the 
steam was carried over in mixture with the steam. None of the ordinary 
symptoms of priming were exhibited; but the level of the water in the 
gauge-glass made continuously and deliberately great sweeps ranging from 
3 inches to 6 inches. 

V. TEST OF THE SINCLAIR SECTIONAL STEAM BOILER. 1877, 

The Sinclair boiler, illustrated and described in a subsequent page on 
the construction of sectional boilers, Is of the water-pipe class, the water 
circulating inside the pipes, which are exposed to the fire. The water-pipes 
are arranged in two groups, slightly inclined reversely, opening into water- 
space chambers at back and front. There are two cylindrical storage 
chambers at the upper part, for water and steam. 

A Sinclair boiler of 75 nominal horse-power, at work at the papet- 
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mills of Robert Craig & Sons, Dalkeith, was tested for performance in 
February, 1877, by Mr. Lavington E. Fletcher.^ There are 115 water-pipes 
115^ feet long, and 4 inches in diameter. 

A Lancashire boiler alongside the Sinclair boiler was tested at the 
same time; 25^^ feet long, 7 feet in diameter, with two furnace-tubes 
2^ feet in diameter. The fire-grates were 6 feet 8 inches in length. 
The burnt gases, after passing through the tubes, were split and returned 
to the front by the two sides, and thence passed under the boiler to the back. 



SincLoir. 



Grate-area, 39.5 sq. feet 

Heating surface, 1507.0 „ 

Surface-ratio, i to 38. i ... . 



Lancashire. 

36.6 sq. feet 

698.5 
I to 19. 1 



The coal used was Marquis of Lothian — good " Burgy," containing much 
round coal with large lumps which were broken for stoking. 

The leading results of the trials, in which the boilers were fed with cold 
water, are as follows, in table No. 58: — 

Table No. 58. — Sinclair and Lancashire Boilers: — Comparative Trials. 



Designation of Boiler. 


Sinclair. 


Lancashire. 


Lancashire. 


Duration of trial 


7 hours 
30 lbs. to 3 5 lbs. 
5.86 cwt = 
656 lbs. 

16.6 „ 

88°. 8 
75.90 cu. ft. 

1.92 „ 

7.23 lbs. 
450° F. { 


7 hours 
3 5 lbs. to 40 lbs. 
7.57 cwt = 
848 lbs. 

23-17 » 
8o°.6 

78.76 cu. ft. 

2.15 » 

5.80 lbs. 
6.67 „ 
800° and up- 
wards 


4j^ hours 
3olbs.t035lbs. 
7.45 cwt = 
833.7 lbs. 

22.77 » 
85^.2 

78.20 cu. ft 

2.14 » 

5.86 lbs. 

6.74 » 
800° and up- 
wards 


Pressure of steam in boiler 


Coal consumed per hour < 

Do. do. per sq. foot of grate. . . 
Temperature of feed- water 


Water evaporated per hour 


Do. do. per sq. foot of grate 
Do. do. per pound of coal . . . 
Do. do. from and at 212° F. 

Temperature in flue, beyond damper 



The Sinclair boiler evaporated within 4 per cent as much water per 
hour as the Lancashire, at the rate of 7.23 pounds per pound of coal against 
5.86 pounds by the Lancashire — about 23 per cent more. This difference 
is sufficiently explained by the much greater extent of heating surface in the 
Sinclair boiler, — more than twice as much as in the Lancashire: the former 
burning only 16.6 pounds of coal per square foot of grate per hour, doing 
with ease what the Lancashire could only do in burning nearly half as 
much more coal, and requiring the fires to be urged. The height of the 
temperature of the burnt gases in the Lancashire boiler — 800** and upwards 
— is evidence of the insufficiency of the heating surface. But, as Mr. 
Fletcher observes, the length of its grates — 6 feet 8 inches — was too great 

^ The Report of the tests of the boiler with the engines was published in TAf Engimerf August 
24, 1877; page 129. See also Reports 0/ the Manchester Steam Useri AssocicUion^ November and 
December, 1877. 
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r the width, and was conducive to extravagance in stoliing. He mentions 

he results of a very careful series of experiments conducted by Mr. Nathan 

Vhitley, Halifax, on his own Lancashire boiler, in which tlie fire-grates 

"ere only 4H feet long, in furnace-tubes 2 feet 8J^ inches in diameter, 

g up 24.57 square feet of grate-area. The shell was 7 feet in diameter, 

Jid 26^ feet long. The feed-water was supplied, through an economizer, 

; the temperature 215° F. Coal was consumed at the rate of 2.12 cwt.. 

■ 238 pounds per hour, or 9,68 pounds per square foot of grate-area, and 

t evaporated 2410 pounds, or 40.43 cubic feet of water, supplied at 215° and 

;vaporated at 212° per hour; being at the rate of 10)^ pounds of water per 

■und of coal. Here, with shorter fire-grates and lower rates of combustion 

r square foot of grate, lOj^ pounds of water have been evaporated from 

d at 213", against only 6.67 pounds in the other Lancashire boiler, in 

which the rate of combustion was much higher; and against 8.31 pounds 

in the Sinclair boiler. 

According to the results from the Sinclair boiler, it appears that i cubic 
foot of water was evaporated per hour, with .53 square foot, or about half 
a square foot of fire-grate, and with 20 square feet of heating surface. 



Chapter XXVH. 
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I. M. adolphe hirn's feed-water heater, at wesserling. 
M. Adolphe Hirn, of Logelbach.' about the year 1845, designed a feed- 
heater for steam boilers, the principle of which was to pass the feed-water 
through cast-iron pipes arranged as a coil, and heated by the burnt gases 
passed from the boiler. The coil was placed vertically within a brick 
chamber built at the side of the chimney; the smoke was guided by 
means of dampers into the chamber at the lower end ; it traversed the coil, 
upon which it was directed at intervals by horizontal discs placed in the 
middle. The smoke returned to the chimney from the upper end of the 
chamber. To offer a large area of surface for the absorption of tlie heat, 
and to keep the water in a state of agitation, M. Hirn adopted a pipe 
4 inches in diameter inside, 7/,6 inch thick, arranged helically. The 
apparatus was erected, in 1850, at the factory of M. Vaucher, Bitsch- 
wilier. It exposed a heating surface of 516 square feet. The cold feed- 
water entered at the upper end, and, descending through the coil, left it 
at the lower end, to go to the boilers. The boilers, of which there were 
two, of the French type, were 3 feet 8 inches in diameter and 20 feet long; 
with three heaters 15 inches in diameter, 19 feet long. The feed-water was 
supplied from the condenser at from 80° to 100° F., and had been raised to 
I a temperature of about 260° F.; showing an economy of from 15 to 20 per 
ti InduiirulU it MiMnae, ya\. j 
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cent; and it appears tha^ for long periods, the mtnimum economy wis 
ID per cent, the temperature having been raised to from 212° to 2Scf. It 
is reported that MM. Hartmann & Son, Munster, erected an apparatus o( 
this type, having upwards of 3000 feet of pipe, by which an economy of 
35 per cent was effected. 

Him's feed-heater was also, in 1845, erected at the works of MM. Gm, 
Odier, Roman & Co., Wa- 
serltng,^ At these woris 
M. Marozeau had, stnoe 
1830^ employed feed-4ieat- 
crs, in which the feed-water 
was heated by the burnt 
gases from the boiler. A 
considerable decree of eco- 
nomy vas effected by the 
apparatus; but it required 
a place specially provided 
for it, and steam occasion- 
ally lodged in it To a 
boiler having 280 square 
feet of heating surface, a 
coil of feed-heater was at- 
^ tached having 710 feet of 
I surface — about two and a 
B half times the heatii^ sur- 
* face. With so great an ex- 
tension of feed-heater, the 
temperature of the burnt 
gases was reduced below 
212° F. 

The objections to tfie 
vertical coil were obviated 
by placing the feed-heater 
conveniently below the 
boiler, as in figs. 124. The 
smoke passes from the lire- 
place, under the heaters, 
round the boiler; descends 
through the feed -heater, 
and proceeds thence to the chimney The feed-heater consists of four 
ranges of 4-inch cast-iron pipes, ^ inch thick, superposed, connected at 
the ends by heads , and they are traversed forwards and backwards by 
the feed-water in four streams, which enter at the lowest level »!••* 
through the serpentine lengths towards the boiler. Each tier ' 
off by cast-iron plates, so that the smoke may be conducted 
' Bulletin de la SotiiU ludnsfridU de Mulhouu, iS6o; ToL va.\ 
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^^ngth of each tier on its downward course. These plates are easily lifted 
^or cleansing or for repair. On this system, the smoke as it advances along 
the water-heater meets with surfaces gradually colder and colder. 

The boiler is 3.28 feet in diameter and 20 feet long, round-ended. The 
three heaters are 18 inches in diameter, connected each by three necks to 
the boiler. These necks are extended into the boiler, and capped, with the 
object of checking the ascending currents of ^team and water, and to pre- 
vent priming of the water. The fire-grate is 5 J^ feet long and 4 feet i inch 
widt; the dead-plate is perforated as a grid, for the admission of air above 
the fuel. The fire-bars are ^ inch thick, and the air-spaces are about 
/i^ inch wide. The level of the grate is 22 inches below the heaters. 
T'hc flues are of large section, 4.30 square feet, to moderate the velocity of 
the smoke. The chimney for one of the boilers is 92 feet high, and has a 
sectional area of 24 square feet at the foot, and 7 square feet at the top. 
The smoke moves at an average speed of 145 feet per minute between the 
grate and the top of the chimney. 

The feed-heater comprises a total length of about 390 feet of 4-inch pipe. 

Area of grate 21.5 square feet 

Heating surface: — Boiler 98 

Heaters and necks 279 

377 „ 

Feed-heater 480 „ 

Total heating surface 857 „ 

Ratio of grate to heating surface of boiler ) 

and heaters 3 ' ^^ '^-S- 

Ratio of grate to total heating surface i to 40. 

To the design and proportions just indicated several boilers were con- 

^^^victed to work at an effective pressure of one atmosphere. The combustion 

^^s slow, — ^at the rate of about g}4 lbs. per square foot of grate per hour. 

Vie temperature of the heated feed-water scarcely varied by two or three 

^ Agrees. Ronchamp coal from various pits was consumed. The table 

^^. 59, p. 278, gives the general results of trials, made in 1857 and 1859, of 

-J^ree boilers of identical dimensions, lasting from 4 to 6 days for each boiler. 

/^ Jie given quantities of coal consumed include the coal used in lighting 

^>e fires. The coal was charged in equal quantities, at equal intervals, 

^Xtemately to the right and the left of the grate. Smoke was produced 

lien each charge was delivered ; but it completely disappeared after some 

inutes. 

By the feed-heater the temperature of the water was raised by from 173° 

198** R, making an average economy of fuel of 1 5 J4 per cent. An experi- 

ent was made, admitting cold air behind the bridge on one day; another day, 

*^^t air. The production of smoke was not affected by the admission, and the 

general result was scarcely so good as otherwise. The quantity of priming 

***om the boiler varied from i to 6 per cent; average, 3 per cent The 

Average quantity of air admitted for No. i boiler was 270 cubic feet per 
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pound of coal, preventing smoke to a much greater extent than in cases 
where less air was admitted. 

Table No. 59. — Steam Boilers, with Feed-heaters, at Wesserling. 1857, 1859. 
Results of Performance with Ronchamp CoaL (M. Marozeau.) 



Particulass. 


NO.X 
BoOer. 


Naa 
Boiler. 


Nas 
BoOer. 


Avenfo.' 

i 


Coal consumed per hour. lbs. 

Do. do. per square foot of grate...lbs. 

Average charge of coal lbs. 

Residue percent 

Air at 62'' F. supplied per lb. of coaL....cub. feet \ 

Water evaporated per square foot of ) , . £^ 

grate per hour... / 
Do. do. per lb. of coal from ) ,. 

andat2i2*^F....r^- 

Temperature of smoke at damper Fahr. 

Do. feed-water supplied Fahr. 

Do. do. leaving feed-heater.. Fahr. 
£k:onomy due to the feed-heiiter per cent 


203 

9-43 

25 

14 

221 to 

289 
3.21 

9.46 
307' 

37: 

225** 
16.25 


205 

9-55 
29 
19 

9 

3.16 
9.23 

225' 

15.0 


199 
9.25 

25 

18.7 

2.95 
8.91 

52'.7 
225* 

15.0 


202 

9.41 
26 

17 

3-" 
9.20 

47° 
225' 



Special trials of one of the boilers were made in December, 1859^ 
to test the quantity of air delivered, the state of the smoke, and the tem- 
perature at the chimney: table No. 60: — 

Table No. 60. — Steam Boilers at Wesserling. — Quantities of Air suppued 

TO ONE of the Boilers. 1859. (M. Marozeau.) 



Coal per square foot of grate per hour...lbs. 

Temperature of the entering air. Fahr. 

Volume of air per lb. of coal cu. ft 

State of the smoke in 100 minutes — 

Dark min. 

Light min. 

None min. 

Temperature of the feed-water enter- ) t- t. 

ing feed-heater / ^^"^• 
Do. do. leaving feed-heater... Fahr. 
Do. of smoke leaving feed-heater. . . Fahr. 





Namk op Qomjl, 




Saarbrikk. 


Roodiamp. 


RonHniir 


15 

57- 


10.25 

59^ 


10.25 

66' 


225 


287 . 


230 




2.3 


3-8 


— 


39.8 


54.9 




57.9 


413 




68* to 86** 


36'.S 


_^ 


225** to 230** 

367° 


225° 
356° 



M. Marozeau ascertained that in all his furnaces of the same class the 
quantity of air admitted amounted to about 16 cubic metres at 0®C. per 
kilogramme of coal ; or 272 cubic feet at 62"* F. per pound of coal. 

The cost of one boiler, complete with the 92-feet chimney already men- 
tioned, amounted at Mulhouse rates to ;6^520. 
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n. FEED-HEATF,RS AT MULHOUSE. lS6o. 
MM. Burnat and Dubied reported the results of occasional trials made 
by them, of various boilers, at Mulhouse, in 1860.^ 

k Boiler of MM. Schttimberger, Sou & Co., Mnlfwitse. 

This boiler, figs. 125, 126, is 3 feet 11 inches in diameter, and 2^% feet 



long; there are six heaters, three and three, end to end, 1^% inches in 

diameter and 15 feet 2 inches long 

The hot gases pass under the heat 

ers, then under the boiler to the 

front, whence they pass off by a flue 

common to several boilers, into two 

Hues, one above the other, contain 

ing each a feed-heater placed in 

the upper part. The fire-grate was 

5J^ feet long; but it was reduced. 

for trial, to 4 feet i inch, by a line 

of bricks next the bridge. It is 

4 ft. II in. wide. The reduction 

in length was made in accordance 

with the well-established principk 

that the less the area of fire-gratt 

the more intense is the combustion 

and the greater the efficiency. 





Boil"DfSchIumbME=[ Son & Co i860. Scale 1/ 



Area of fire-grate (i-40Qth of heating surface).,. ao.i6 square feet 

Heating surface: — Boiler. , igo.ao square feet. 

Healers 290.40 

Feed-heaters 344.oo „ 

Total heating surface.. 824,60 „ 

' Bulltlin de la SoHHi Indialriettt dt Mulkeuir, vol. xxxiii. lS6j; page 395, &c 
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The coal used was Ronchamp, from the St Joseph pit It was a little 
better than the coal used in the trials of 1859^ yiddiog only 13.2 per cent 
of residue. The results of trials lasting 1 1 days are given ia table Na 61, 
following. 

BeiUrt ofM. X. Fliikr. 
M. Fluhr, after having constructed a number of boilers^ wi^ superposed 
heaters, finally adopted the system of boiler shown in figs. 127, 128. Abdler 





-Boiler of X. FlOhi of Uulhouid. i jny tmtiwl Socdoo. S^a i/nx 

of this kind was at work at the factory of MM. H, Wallach & Co., Mulhouse. 
It is 3 feet yyl inches in diameter, and 21 feet long; and has three small 
heaters at the front end, 13^ inches in diameter, and only 9 feet 2 inches 
long. These heaters are placed there ^mi^y 
to receive the radiant heat from the fire. 
M. Fluhr considered that by moving the hot 
gases at a reduced velocity in a single laige 
flue, enveloping the boiler and the heaters, 
and augmenting at the same time the ex- 
tent of surface exposed to the radiant heat 
of the furnace, the same effect would be 
obtained as with a greater area of surface 
on the ordinary sjrsteoL The burnt gases 
then pass bodily from the grate towards the 
Ri. irf-Bi,i]r.ofx_Fnih.<,fMuih«a«. back, whence they pass into two side-flues, 
one upon the other, contaimi^ each a feeo- 
heater, 19^ inches in diameter and 25 feet 5 inches long. The gases 
pass first into the lower flue, and thence to the upper flue, whence to the 
chimney. Usually, they are passed in the reverse order. The grate is 
3 feet 9 inches long and 3 feet 11 inches wide. Ronchamp coal, from 
St. Joseph pit, was used, of the same quality as was used in 1859. The 
results of 6 days' trials are given in table No. 61. 

Area of fire-grate (i-zgth of heating surface) 14.8 square feet 

Heating surface; — Boiler. 123.8 square feet 

Heaters 80.8 „ 

Feed-heatets '*S-3 » 

Total heating surface 439-9 » 
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The locality of the trials was quite inclosed, whilst the brickwork lost 
much heat, and gave rise to the comparatively high temperature of the 
entering air. 

Boiler No, 7 at the Factory of Dollfus-Mieg & Co, 

This boiler with three heaters, without any feed-heater, is of the same 
type as that, fig. 91, page 221, tried in 1859; but of greater dimensions, 
except that the area of fire-grate is the same. Length of boiler 29^^ feet, 
diameter 3 feet iij^ inches. Heaters 16^ inches in diameter, 32 feet 
10 inches long. 

Area of fire-grate 14.20 square feet. 

Total heating surface 513 „ 

Ratio of grate to heating surface i to 36 

Capacity for water 396 cubic feet 

Total capacity 484 „ 

The boiler was placed in a wooden shed; the temperatures inside and 
outside were nearly the same. The coal used was Ronchamp, from St. 
Joseph pit, recently raised. See table No. 61. 



Table No. 61. — French Boilers at Mulhouse. — Results of Performance 
WITH Feed-heaters, using Ronchamp Coal. i860. 

Nos. z and 2 have feed-heaters. No. 3 has none. 



Particulars. 



Pressure, effective atmospheres 

Coal consumed per hour lbs. 

Do. do. per square foot of grate.... lbs. 

Average charge of coal lbs. 

Residue per cent 

Air at 62® supplied per lb. of coal cu.ft. 

Water evaporated per square foot of grate ) r. 

per hour p""' 

Water evaporated per lb. of coal from and ) « 

at 2i2*>F. r^^- 

Temperature of entering air. F. 

Da of smoke entering feed -heaters. . F. 

Do. do. leaving do. ..F. 

Do. feed-water supplied F. 

Do. do. leaving first feed-heater. F. 

Do. do. do. second do. F. 

Economy due to feed-heaters per cent. 

Price of the boiler complete, with chimney..;^ 



I 


a 


3 


Schlumberger. 


FlQhr. 


DolUus-Mieg. 


3-75 


3-0 


4.0 


27s 


172 


418 


13.22 


11.48 


29.10 


32 


21 


— 


13.2 




14 


177 


149 


194 


1.79 


1.44 


3-34 


9-32 


8.81 


8.00 


67^ 


102® 


42° 


493° 


977° 


(leaving boiler) 


324° 


453° 


819^ 


62° 


91' 


66° 




134^ 




95° 


162° 




5.6 


9.3 




684 


434 





III. FEED-HEATERS AT MULHOUSE. 1 86 1. 

M. Burnat prosecuted his experimental inquiries into the efficiency of 
steam boilers fitted with feed-heaters, in 1861, as a sequel to his investiga- 
tions in 1859. The subjects of experiment were four French boilers which 
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v/ere erected in i860, as shown in fig. 129, at the spinning-mills of MM. 
Dollfus-Mieg & Co Mulhouse Three of these boilers are each constructed 
with three heaters and are hke the shop-boiler of the tnals of 1859 fig. 91, 

_^_________________^______^ page 221 The boiler is 3 feet 

^^ 9 inches in diameter and 19 feet 

8 inches iong, the heaters are 
i6j4 inches m diameter The 
grate is 5 feet 3 inches long and 
4 feet 3 mches wide 
Area of grate 32 31 sq. feet 

Heating surface 
Boiler 3 1 7 

Feed heater 473 

— 790 
Ratio of grate to heating 
surface i to 35 4. 
No I boiler is fitted with six 
feed heater pipes made of iron 
plate, 14J4 inches in diameter, 
placed two and two, in three flues 
one over another, beside the boiler. 
The burnt gases proceeding from 
the furnace, under the heaters, 
pass under the boiler in a single 
flue ; then, above the furnace into 
the upper flue of the feed-heater, 
descending by three circulations, 
and passing to the chimney. For 
No. 2, the gases circulate round 
the boiler, then make four circu- 
lations, by stages downwards, over 
the water- heaters, consisting of 
small cast-iron pipes, below the 
boiler; thence to the chimney. 

No. 3 is like No. i, except that 

the feed-heaters are made of small 

pipes of the size of those of No. 

2. The three flues are large, to 

facilitate access to the feed-heater. 

No. 4 is constructed on Fluhr's system, before described, page 280, 

■*rth J, he.iting surface of jjj square feet The feed-heater consists of six 

^;---;ntA ptp<."S, arranged three and three in two stages. 

r^ general results of the performance of Nos. i and 2 are given in 
j;j^ vj^ ■,-^. No, ,? >ieldcd results sensibly the same as those of Nos. i 
.ati 1 No. 4. tN'nslanlly yielded less evaporation per pound of coal than 
^e-.-qpa*. 3v da accident the trials of this boiler were interrupted; but 
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evidently this boiler was less efficient than the others. During 12 days of 
trial, the temperature of the gases leaving the boiler stood at about 1 1 lo*" R; 
no doubt often surpassed. It may be seen by the table No. 62 that in the 
other boilers the temperature was generally much below this. 

No. I boiler was tried successively with 6, 4, and 2 feed-heating pipes. 
No. 2 was tried without and with its feed-heater. 

The object of the first series of trials was to determine for each boiler 
the quantity of air introduced under the grate, which corresponded to the 
maximum efficiency. Results are given in table No. 62. 

The best effect is obtained with a maximum quantity of air when the 
feed-heaters are in action; as in Nos. i and 14 trials, with nearly equal rates 
of combustion, in which 250 to 260 cubic feet of air are consumed per pound 
of coal. When, on the contrary, the feed-heaters are not in action, as in 
No. 13, the maximum efficiency is obtained with the minimum supply of 
air, 137 cubic feet This contrast is explained by the fact that the excess 
of air needed to complete the combustion is less harmful in reducing the 
temperature when the boiler is followed by an expanse of feed-heater to 
absorb the heat, whilst the total quantity of heat generated is augmented, 
the balance of advantage being in favour of the more complete combustion. 
When there is no feed-heater to present a comparatively cold surface to the 
cooled gases, the warmer surface of the boiler fails to extract the heat so 
promptly, unless the temperature of the gases be allowed to remain at 
a higher degree by a restriction of the supply of air. 

The net gain, by the application of a feed-heater, is shown by the differ- 
ence of efficiencies. Thus: — 

Trials Nos. i and 14. Average maximum efficiency, with feed-heaters, 10.02 lbs. 
„ No. 13. Maximum efficiency without do. 8.94 



Net gain, 12.2 per cent of water per lb. of coal i . 08 



>> 



» 



In practice the gain is from 15 to 20 per cent, since there is supplied 
a compensation as a utilization of the unmeasured draught generally 
indulged in by stokers, whether there be a feed-heater or not. 

It appears that the feed-heaters made of large wrought-iron tubes 
do not differ sensibly in efficiency from those consisting of small cast- 
iron pipes. Comparing together Nos. i and 15 with a large supply of 
air, and Nos. 3 and 16 with a small supply: — 



Air per lb. of coal cu. ft. 

Temperature of water entering boiler F. 

Do. do do. feed-heater. F. 

Do. of gases leaving feed-heater.. F. 
Water evaporated per lb. of coal lbs. 



No. I. 


No. 15. 


No. 3. 


No. Id. 


Iron 


Cast-iron 


Iron 


Cast-iron 


Tubes. 


Pipes. 


Tubes. 


Pipes. 


254 


*ss 


147 


157 


216° 


240° 


183^ 


208'* 


72» 


72° 


73^ 


73' 


392'' 


381' 


302'' 


316" 


995 


10.03 


9.78 


9.7s 



To trace the influence of diminution ' '^ 



•wo^ and 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS. 



285 



then four, of the six pipes of No. i successively were shut off. The results 
are given in lines 4 to 10 of table No. 62. With four pipes, having 323 
square feet of surface, lines 4 and 5, there is practically the same efficiency, 
whatever the quantity of air supplied; but there is a reduction of about 
5 per cent of the efficiency gained by 6 pipes. With two pipes only, having 
162 square feet of surface, lines 6 to 10, the efficiency is very sensibly in- 
creased as the air is diminished. Evidently the whole of the surface of the 
entire feed-heater is actively effective — namely, 473 square feet for 3 17 square 
feet of boiler surface, or one and a half times the boiler surface. 

The results of forcing the fire are given in lines 2 and 12 of table No. 62, 
where 15 lbs. and 16 lbs. of coal were consumed per square foot of grate per 
hour, as against the ordinary 9 lbs. or 10 lbs. The forcing, as it is called, has 
not, in these instances, reduced the efficiency — a result which, no doubt, pro- 
ceeds from the use of the feed-heaters. 

It is found that if the feed-heaters are cleaned at intervals of one month 
the efficiency is not sensibly affected in the course of the interval. 

The increase of temperature of water in passing through the feed-heaters 
is but slightly affected by the initial temperature of the water. In intro- 
ducing water of from eo"* to 140'' F. a rise of from 140'' to 160"* F. may be 
obtained in feed-heaters like those now under notice, the temperature of 
the gases at the chimney being from 400'' to 460° F. The effect of the feed- 
heaters may thence be from 12 to 14 per cent of the total efficiency. 

The temperature of the water delivered into the boiler has been found to 
remain sensibly the same, whether the feed be continuous or intermittent. 

IV. EMPLOYMENT OF A BOILER AS A FEED-HEATER. 

Spare boilers may, at a small cost, be profitably employed as a means of 
heating the feed-water for boilers in action. The hot gases from the active 



Table No. 63. — French Boilers of 1859. — Performance of Coupled Boilers. 

Ronchamp Coal, large and small. (M. Buraat.) 



Particulars. 



Air at 62° F. per lb. of coal cu. feet 

Temperature of the feed-water entering I -p , 

feed-heating boiler j 

Do. do. entering boiler Fahr. 

Temperature of hot gases leaving boiler ...Fahr. 

Do. do. leaving feed-heater.. Fahr. 

Coal per hour. lbs. 

Do. do. per square foot of grate lbs. 

Residue percent 

Water per lb. of coal, from and at 212** F...lbs. 



Coupled 

Boilers. 

Nos. a and x. 



144 
99° 

210'' 

814° 
542° 

20 
18.4 
8.36 



Two Single 
Boilers, without 
Feed-heaters. 
Nos. 3 and 



I. 



184 



106° 

ist, 556^ 
2d, 639* 

298 

17.6 
7.74 



Single Boiler, 
No. 2, 
without 

Feed-heater. 



173 



103' 
921* 



290 

24 
14.0 

7.80 



are diverted to the spare boiler, which is full of water, and thence < 
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chained into the chimney. M. Burnat reports the results of several months' 
trial of cltaudihes accoupUes or coupled boilers,' at the factory of MM. 
Dollfus-Mieg & Co., Mulhouse. To the old French boiler of 1859, called 
No. 2 in the factory, the next boiler, No. i, of the same dimensions, was 
connected as a feed-heater. The two boilers were worked in connection for 
a week. They were afterwards worked independently together without 
feed-heaters; then No. 2 was worked alone. Table No. 63, page 285. 

The results of the table show an economy of 8 per cent by coupling the 
two boilers ; and of 7.2 per cent comparing the coupled boilers with No. 2 
boiler alone. 

M. Burnat gives the result of careful comparative trials made during 
the competition of stokers in 1863, showing that an economy of 1 1 per cent 
was effected by coupling two boilers, as compared with one of them acting 
alone without a feed-heater. 

The general experience of the boilers of M, Charles Kestner, at Thann, 
proves an increased efficiency of fully lO per cent, MM, Scheurer-Kestner 
and Meunier made a month's trial with the experimental boiler* without 
the feed-heater, and they found that it evaporated 8.35 lbs. per lb. of pure 
coal, against 9.25 lbs. with the feed-heater in action; proving 9J^ per cent 
reduction of efficiency, or, conversely, 1 1 per cent economy by adding the 
feed -heater. 

V. GREEN'S ECONOMIZER. 
The action of Green's economizer, applied to one of the boilers at the 
works of MM. Dollfus-Mieg & Co., Mulhouse, was tested by M. W. Grosse- 
teste' for a period of three weeks. The apparatus, figs, 130, consists of four 

ranges of vertical pipes, 
6% feet high, 3^ inches 
in diameter outside, nine 
pipes in each range, con- 
nected at top and bot- 
tom by horizontal pipes. 
The water enters all the 
tubes from below, and 
leaves them from above. 
The system of pipes is 
enveloped in a brick 
casing, into which the 
gaseous p rod uctsofcom- 
bustion are introduced 
from above, and which 




they leave from below, 
automatic scrapers. The 



The pipes are cleared of soot externally by 
capacity for water is 24 cubic feet, and the total 



it U S^'U'li InJiulniUt dt Mtilhoiut, vol. ] 
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external heating surface is 290 square feet. The apparatus is placed in 
connection with a boiler having 355 square feet of surface. 

This apparatus had been at work for seven weeks continuously without 
having been cleaned, and had accumulated a J^-inch coating of soot and ash, 
when its performance, in the same condition, was observed for one week. 
During the second week it was cleaned twice every day; but, during the 
third week, after having been cleaned on Monday morning, it was worked 
continuously without any further cleaning. Dudweiler (Sarrebriick) coal — 
a smoke-making coal — was used. The consumption was maintained sensibly 
constant from day to day. Table No. 64: — 

Table No. 64. — Green's Economizer. — Results of Experiments on its 
Efficiency as affected by the State of the Surface. 1869. (W. Grosseteste.) 



Time 
(February and March). 


Temperature of Feet 


[-water. 


Temperature of Gaseous Products. 


Entering 
Feed-heater. 


Leaving 
Feed-heater. 


Difference. 


Entering 
Feed-heater. 


l.eaving 
Feed-heater. 


DifTcreiice. 


ist Week 


Fahr. 
73°5 

77 .0 

73.4 

73-4 
79.0 

80.6 

80 .6 

79.0 


Fahr. 

i6i^5 
230 .0 

196 .0 
181 .4 
178 .0 
170 .6 
169 .0 
172 .4 


Fahr. 

88°.o 

153-0 

122 .6 

108 .0 

99.0 

90 .0 

88 .4 
93 .4 


Fahr. 
849° 

882 

831 
871 

952 
889 

901 


Fahr. 
261° 

297 

284 
309 

329 
338 

351 


Fahr. 
588° 

547 
562 

623 

551 
550 


2d Week 


3d Week — Monday..... 
Tuesday.... 
Wednesday. 
Thursday... 

Friday 

Saturday.... 



3d Week. 

216 lbs. 


3d Week. 

213 lbs 


1525 
7.06 


1428 
6.70 



Note to Table. — The averages for the ist and 2d weeks are taken exclusive of Mondays. 

1st Week. 

Coal consumed per hour 214 lbs. 

Water evaporated from 32° F. per hour.. 1424 
Water per lb. of coal 6.65 

In table No. 64, it is made apparent that there is a great advantage in 
cleaning the pipes daily — the elevation of temperature having been increased 
by it from 88° to 153°. In the third week, without cleaning, the elevation 
of temperature relapsed in three days to the level of the first week; even 
on the first day it was quickly reduced by as much as half the extent 
of relapse. By cleaning the pipes daily an increased elevation of temper- 
ature, 65° R, was obtained, whilst a gain of 6 per cent was effected in the 
evaporative efficiency. 

The advantage of regular and frequent clearing of the external surface 
of feed -heaters of soot, has also been experimentally demonstrated by 
M. Scheurer-Kestner, who tried the effect of Friedrichsthal coal, which is 
very smoky when the air-supply is deficient, on the action of the feed- 
heater of the experimental boiler at Thann.^ The first day after the feed- 
heater had been cleaned the temperature of the water leaving it was 147** T 

^ Afterwards described. 
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and 646 lbs. of water was evaporated per pound of coal. Five da)rs later 
the temperature fell to 127** F., and the water to 6 lbs. A thick coat of 
soot had been gradually deposited on the pipes: after it was removed the 
temperature rose at once to 170** R, and the water evaporated to 6}i lbs. 



Chapter XXVIII. 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS 

(tatUinmed), 

TRIALS OF THE AIR-SUPPLY TO FURNACES — ^PROPORTIONS OF FIRE- 
GRATES — INFLUENCE OF STOKERS, AND FREQUENCY OF STOKING. 

I. — Quantity of Air Entering the Furnaces of the Mulhouse Boilers^ 

of DoUfus-Mieg & Co. iSsS-sg. 

M. Emile Bumat,^ in April, 1858, tested the quantities of air entering 
the furnaces of Nos. i, 2, and 5 boilers, constructed with three heaters each, 
at the works of DoUfus-Mieg & Co. Burning dry SarrebrUck coal, large 
and small : — 

Nos. I and 2 209 cu. feet 7^5^ F. 

Na 5 167 „ 799* 

M. Burnat continued his experiments on the boilers of the same firm, 
in 1858-59,' for the purpose of determining the efficiency of various coals, 
when burned with various quantities of air. Each trial in each series lasted 
for at least a week. Nos. 7 and i boilers were worked on very r^^ar 
duty, yielding a nearly uniform supply of steam. Nos. 4 and 9 boilers, 
similar to the competitive boiler of 1859, fi&- 9i» were worked under con- 
ditions similar to those of that boiler. For each boiler the supply of air 
was varied, from the maximum allowed by a wide-open damper, to the 
minimum below which it became impossible to bum the coal. Table 
No. 65. 

It appears from the table that, for the same boiler and the same fuel, 
the efficiency may vary 12 or 14 per cent, according to the quantity of air 
admitted. For Nos. 7, i, and 9 boilers, the largest supplies are not excep- 
tionally great; they are even less than what stokers usually allow, for 
stokers like a strong draught, with which they can maintain the steam witb 
less labour than when they regulate the damper just to meet the actual 
requirements for air and steam, which vary from time to time. With a 
supply of 220 cubic feet of air per pound of coal, the fire can be more easily 
forced when a greater supply of steam is wanted. Even the supply of 
290 cubic feet, with boiler No. 4, is not very unusual. A greater rate of 
supply certainly is excessive, and M. Burnat has rarely found that the 
limit, 300 cubic feet of air per pound of coal, has been surpassed. The 

^ BuUetin de la SocuU ImimtridU di Mulkousi^ voL xxix. 1858; page 254. 
' Ibid. voL XXX. i859-6a 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS. 



289 



highest efficiencies are obtained with the smallest supplies of air, from 
120 to 127 cubic feet per pound of coal; though the combustion appeared 
in these cases to be very imperfect, the fire dull, and smoke abundant, 
whilst the fire could only be managed with much labour and attention. It 
is remarkable, nevertheless, that the lowest and most efficient proportions 
of air, indicated in the table, should closely follow the supply chemically 
utilized for perfect combustion — 130 cubic feet per pound of Ronchamp 
coal, already noted, page 219. 

Table No. 65. — Mulhouse Boilers, Dollfus-Mieg & Co. — Efficiency of 

Fuel, with various Draughts. 1858-59. 



Boiler. 


Coal. 


Coal 
per hour. 


Air at 63" F. 

supplied 
per lb. of coal. 


Water per lb. of coal 
from and at ax a* F. 


No. 7. 

Heating surface = 5 13 sq. ft. 
Fire-grate = 14.2 square feet 

These trials were made with 
great care. 


Ronchamp 
mixed. 


Ibfi. 

330 
330 
330 
330 


cubic feet. 
219 

216 

174 
148 

127 


lbs. % 

7.09 or 100 
7.08 „ 100 
7.62 „ 107 
8.00 „ 112 
8.06 „ 113 


No. I. 

Heating surface = 
301 square feet 


Sarrebriick 

slack, 
very inferior. 


284 
285 
276 

257 
242 

237 
234 


222 
229 
200 

145 

153 
207 

126 


5.46 „ 100 
5.67 „ 104 

5-93 » 108 
6.11 „ 112 
6.13 „ 112 
5.92 „ 108 
6.01 „ no 


No. 4. 

Heating surface = 

475 square feet 

Grate = 18 square feet 


Do. 


367 
370 

375 
361 

367 
316 


290 
264 
190 
141 
196 
121 


5.26 „ 100 
5.67 „ 108 
5.88 „ 112 
6.03 ,,114 
5.86 „ III 
532 „ loi 


No. 9. 
Heating surface = 291 sq. ft 

In the last trial the temperature at 
the damper was 788* F. 


Half Ronchamp 

slack and 
Sarrebriick slack. 


280 
263 

259 
260 


190 
169 

152 
123 


6.60 „ 100 
7.10 „ 108 

7.09 „ 107 

7.26 „ no 



M. Bumat gives the results of an experiment, showing that the tem- 
perature of the escaping gases increased with the supply of air. The boiler, 
with heaters, like No. 4 in table No. 65, had a heating surface of 475 square 
feet, with a grate of 18 square feet: — the quantity of coal consumed was 
293 lbs. per hour, or 16 lbs. per square foot of grate. 



Air at 6a' F. per lb. 

ist day 272 cubic feet. 

2d „ 198 

3d 168 



» 



Vol. I. 



4th 



99 



>y 



124 



» 



99 



Average Temperatun of Gases 
l«aviiig the Boiler. 

624° F. 
601 

550 
487 



19 



1 
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M. Bumat remarks that the velocity of the gases through the flues 
increases with the supply of air, and the absorption of heat is less complete 
as the velocity increases. 

He quotes the results of observations to the same effect by M. Adolphe 
Hirn, who burned small Sarrebriick coal, under a boiler generating the 
same quantity of steam per hour: — 

Water per pound of coal from and at 212^ 7.8% lbs. 

Air supplied per pound of coal 196 ca.ft. 

Temperature of ^e smoke in the chinmey 176^ F. 

Smoke black. 



7.02 lbs. 

255 CO. ft. 

392* F. 
none. 



That the conditions for absorption of heat; air-supply, and economy ot 
fuel are materially affected by the emplo3rment of feed-water heaters in 
connection with boilers, has been proved with a remarkable degree of force 
and conclusiveness by M. Bumat, as will be shown in chapter xxviL 

IL — Influence of the Dimensions of the Fire-grate. 

M. Bumat tested the French boiler of 1859, fig. 91, with grates of three 
different areas: 24.70 square feet, 12.37 square feet, and 9.03 square feet 
The results of trials lasting five weeks are summarized in table Na 66. The 
coal used was Ronchamp mixed, the same as that of the competition of 1859. 
The effective pressure of steam was a little more than 3 atmospheres. The 
same total quantity of coal was consumed per hour on the three grates; 
and the efficiency is shown to increase as the grate-area is diminished, in 
the ratios of 7.26 lbs., 7.54 lbs., and 7.79 lbs. of water per pound of coal, 
or as 100, 104, and 107; although in the third instance a laiger supply of 
air was administered. 

Table No. 66. — French Boiler at Mulhouse. i860. — Results of Performance 

WITH Grates op Different Areas. 



Area of 
Grate. 


Air at 

62* Y. 

per lb. of 

CoaL 


Average Temperature. 


Coal ConsomML 


Readne. 


Water 
per lb. of 

Cosl 

from sad at 

azs'F. 


Feed-water. 


Gas at 
Damper. 


Per Hour. 


Per sq.ft. 
of Grate. 


square feet. 
24.70 

12.37 
9.03 


cubic feet 
161 

164 

180 


Fahr. 
124^ 

124 

117 


Fahr. 
576^ 

613 
570 


lbs. 

127 
124 


lbs. 
S.28 

11.00 
14.74 


per oeot. 
16.5 

18.7 
19 


Iba 
7.26 

7.54 
7.79 



III. — Influeftce of tlie Vertical Height of the Boiler above the Grate, 

It does not appear that any rule had been followed for adjusting tlic 
levels of the fire-grates of the experimental boilers. Thus — 



French boiler of 1859 (fig. 91, page 221) 

French boiler at Wesserling (fig. 124, page r 
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French boiler of Schlumberger, Son, & Co. (fig. 125, page 279) — fl 

Central heater 18 inches. H 

Lateral heaters 16 „ H 

Fliihr's boiler (fig. 127, page 280) 12 to 14 „ I 

French boilers of 1S61 {fig. 129, page 282) iS „ I 

la the general practice of the Haut-Rhin, the levels of the tire-grated 
range from 8 inches to 16 inches for small powers, to from 16 to 22 inchcm 
for great powers. H 

M. Burnat made a series of experiments, lasting eight weeks, on No. ll 
French boiler of 1861, having a plate-iron feed-heater, at the factory of" 
MM. Dollfus-Mieg & Co., figs. 129, page 282. The grate was placed at 
oght different levels of from 1 2 inches to 26 inches below the heaters, and 
ivas tried at each level for a week. The steam was generated at an effective 
pressure of 45^ atmospheres, and the boiler was worked with perfect 
regularity. The coal was Ronchamp mixed, charged in quantities of 1 5 lbs- 
each, and consumed at the rate of lO lbs. per square foot of grate per hour- . 
The residue of the fuel varied from 14 to 16 per cent. The grate waS'd 
cleaned twice a day. I 

Levels. 12 14 16 18 20 22 24 26 in. I 

Air at 62° per lb. coal 171 177 182 2o3 193 170 188 197 cu. (LJ 

'^»dat"!^T.':..''°°)'''' '■" '■" '■'° '■" '■'' '-'5 'S'""' I 

It appears from these results that the most efficient level for the grate wan 
22 inches below the heaters, which gives 4 per cent higher efficiency tliai^ 
the 12-inch level, or than the 36-inch level. A range of 4 inches above th« 
best level reduces the efficiency as much as 10 inches below it: — cvidcncpl 
of diminished effect of the radiant heat when the level exceeds 22 inches;! 
evidence, also, that in rising from I3 inches to 22 inches the reduction o^ 
radiant action is super- com pen sated by the improved combustion of thej 
fuel in the enlarging fire-chamber. The temperatures of the smoke were;—! 

Leaving boiler 729° 718° 714° 738' 754° 761° 774° 8io°Fahx.fl 

Leaving feed-heater 460° 432° 426° 430° 442° 424° 426° 435° „ I 

Reduction of temperature... 269° 286° 298° 308° 312° 337° 348° 375° „ § 

The lowest temperature leaving the feed-heater is 424° F. for the 22-inch 
level, corresponding to the highest efficiency; whilst that for the boiler is 
714° for the 16-inch level. Without the feed-healer the 16-inch level would 
have been the best; but the feed-heater, by taking up the heat which ■ 
without it would have been wasted, admits of the better combustion of the! 
fijel by augmenting the level, the efficiency being also augmented. I 

The level, 22 inches, thus proved to be most conducive to efficiency, is! 
le level which had previously been adopted by M. Marozeau at Wesserling.l 

IV.^ — Clinker Grates. I 

Clinker grates have for a long time been in use in South Wales, for! 

iggjBOthracite slack in the treatment of copper ore. A bed of clinkWM 
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is accumulated on the grate-bars» upon which the slack is chaigedL Air 
for combustion is supplied through the clinker, and so the bars are pro- 
tected from the direct heat of the fuel 

M. Guilloteau designed a system of burning ordinary coal in the same 
way. For this purpose the level of the ordinary grate was lowered about 
5 inches, and the grate was covered with 5 inches of clinker. Upon the 
bed thus formed the fuel was charged and consumed. The supply of air 
through the grate was rendered practically uniform under varying con- 
ditions, by the thickness of the bed, and was finely divided and distributed. 

This system of grate was tried under one of the boilers of MM. DoUfus- 
Mieg & Co., almost identical with the boiler of 1859, ^- 9^9 p%e 221, 
against the ordinary grate, for a period of 12 dsys each, witb Sarrebriick 
slack and with Ronchamp coaL^ These coals, which had for a loi^ time 
been in store, were sensibly of equal efSdendea. The area of the grates 
was 17^ square feet 

Grate Ordinary GuiUoteau 

Coalper square foot of grate per hour 19 lbs. 19 lbs. 

Air at 62^ F. supplied per lb. of coal iiS}i co. ft. | '/rt i^ek^ 

Water per lb. of coal, from and at 212^ R... 6.13 lbs. 6.46 lbs. 

Showing a difference of 5.30 per cent in favour of Guilloteau*s grate. M. 
Bumat, with reason, ascribes the certain, though slight, economy, is^ to the 
fact that, whilst the supply of air to the ordinary grate was subject to great 
variation, the supply to the clinker grate was practically uniform ; 2d, to 
the minute subdivision of the air supplied through the clinker ; 3d, to the 
maintenance of the fuel at a uniform level on the clinker grate, and at a 
constant distance below the heaters; and the better absorption of radiant 
heat — a point of special importance for a boiler unprovided with a feed- 
heater. Two weeks' comparative trials were made, under No. i boiler 
fitted with a feed -heater, burning Ronchamp coal; and the respective 
efHciencies, under identical conditions, were: — 

For the ordinary grate 8.98 lbs. of water from and at 212^ F. 

For the clinker grate 8.87 do. do. da 

showing that, when the radiation of heat is of little moment, the clinker 
grate was not in this case more efHcient than the ordinary grate. 

The clinker grate may be preferable under certain conditions, easily 
defined ; but it is disadvantageous where a variable production of steam is 
in demand, and, no doubt, it needs a greater d^^ee of attention than the 
ordinary grate. 

V. — Inclined Grates, 

M. Marozeau,^ in 1861, prompted by the favourable \ — ^ - i* ■-■ - i r .i -^ >aj 

M. Guilloteau*s system of clinker grate, inclined the grate o* 

1 Bulletin de la SocUU IndustrUlle de Afulhouse, 1863; voL 
" Ibid, page 439. 
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boiler, fig. 124, page 276, upwards from the doorway towards the bridge, 
so that the fresh fiiel, charged on the front and lowest part, should have 
sufficient room for the disengagement and combustion of gases ; and when 
reduced to the state of incandescent coke, it should be pushed onwards up 
the incline; and that, by raising the fuel, now smokeless, nearer to the boiler, 
the action of the radiant heat should be augmented. The grates, when 
horizontal, had been placed at a distance of 2oJ^ inches below the central 
heater. In inclining them, they were placed 20j4 Inches at the fore-end, 
and 12 inches at the bridge, below the heater — ^making a difference of 
S^ inches in 63 inches, the length of the bars, or an incline of 1 in 7J^. 
The bridge was raised from the ordinary level, 12 inches, to a level 
7J^ inches below the heater. The area of the grate, 4 feet i inch wide, 
remained the same, — 2ij4 square feet Several comparative trials were 
made; and of these a medium sample is given by M. Marozeau. Trials of 
four days each were made in 1861, with the horizontal grate and the inclined 
grate, burning Ronchamp coal of good quality, having a residue of 12 per 
cent The effective pressure of steam was half an atmosphere. 

Grate Horizontal Inclined 

Coal per square fool of grate per hour 10.3 lbs. 10.3 lbs. 

Water per lb. of coal, from and at 2ia° F..... 9.78 lbs. 10,51 "^^ 

showing a difference of 7J^ per cent in favour of the inclined grate. The 
management of the fire on the incUned grate was less laborious than on the 
horizontal grate; and all the boilers at Wesserling were, in 1862, fitted with 
similarly inclined grates. 

Afterwards the system of stoking the inclined grates was altered. The 
fuel, when charged, was spread in small portions over the fire, and left, with 
as little disturbance as possible, to burn off'; when the surface of the fuel 
continued practically incandescent. 

Mixtures of dry and bituminous coals, — those of Creusot and Ronchamp, 
■ — were burned advantageously, both with respect to management and to 
efficiency. Creusot coal, taken alone, is difficult to manage: it cannot well 
be forced, and its efficiency is mediocre. The results of three series of trials 
made in 1862 on the inclined grate are here given ; with half atmosphere of 
effective pressure : — 

CrcuMl. mUHl"''' 1/3 Jio "ESip. 

Coal per square foot of grate per hour 8.5 lbs. 10 lbs. 9.7 lbs. 

Water per ib. of coal, from and at 212° F 9.63 lbs. lo.ai lbs. 10.85 ^^^ 

.esidue of coal 15.4 % 14.3 % 10,6 % 

lowing that the efficiency of the mixture was loj^ per cent more than 

[what was deducible in terms of the separate efficiencies of the two coals. 

To ascertain the effect of the change of system of the furnace on the action 

the feed-heater in the same boiler, the following averaged results were ob- 

lined, in 1862; and to these are prefixed the results of trials with thehorizon- 

■*S7- The pressure of steam was half atmosphere effective. The 

"liformly about 255 cubic feet at 62° F. per pound of coal^ 
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Z857. 1863. 1862. 

Grate Horizontal Inclined Inclined 

Co^l Ronchamp Ronchamp {|| R^ndSmp 

Coal per square foot of grate per hour ....... 9.4 lbs. 10 lbs. 9.7 lbs. 

Water per lb. of coal, from and at 212° F... 9.66 lbs. 10.21 lbs. 10.85 lbs. 

Residue of coal ^4-3 % ^4-2% ^^.6 % 

Gain of temperature of the feed-water. 1 88° 113® 101° 

Temperature of gases at damper 361° 1 94® 187° 

Whilst the efficiency of the fuel is, as before, considerably augmented by 
inclining the grate, it is still more augmented — about S}i per cent — by the 
substitution of the mixture of coals for Ronchamp alone. Correspondingly, 
the temperature of the gases is diminished ; and likewise the gain of heat 
from the feed-heater. M. Marozeau reasonably ascribes the relations of 
these results to the augmented absorption of radiated heat from the elevated 
fire, and the reduced balance of heat which passes into the flues. 

M. Burnat repeated the experiments of M. Marozeau, with Ronchamp 
slack and Creusot coal. He found that, whilst with the coals singly, 
8.20 lbs. and 9.69 lbs. of water respectively was evaporated from and at 
212° F.; with the mixture, }^ Ronchamp and % Creusot, 10.04 lbs. of water 
was evaporated, being S}4 per cent more than what was calculated in terms 
of the separate efficiencies. 

M. Burnat made experiments similar to those of M. Marozeau, in inclining 
the grate of No. i boiler, of 1861, fig. 129, page 282 ; the length of which was 
5 feet 3 inches, the same as that of M. Marozeau's boiler. It was tried at 
two inclinations — ist at 18 inches and 12 inches below the heaters, mean 

15 inches; 2d at 20 inches and 1^)4 inches, mean 16^ inches. These gave 
the same efficiencies as were yielded in M. Burnat's experiments, page 283, 
with the horizontal grate of the same boiler, placed at 14 inches and 

16 inches respectively below the heaters. These results do not prove that 
there was any economical advantage, in this case, gained by inclining the 
grate. 

VI. — Influence of tJie Stoker on the Efficiency of the Boiler. 

When, in 1861,^ the Mulhouse Society instituted competitive trials of 
stokers, in firing Dollfus - Mieg's boiler of 1859, at Mulhouse, having 
14.20 square feet of grate, eight stokers took part in the trials, and the 
following results, reported by M. Burnat, were obtained : — 

Ronchamp coal consumed per hour per square ) ih t- ^ c\\\ 

foot of grate j ^^'^ ^* ^ ^*'^ 

Do. per charge 11 lbs. to 22 lbs. 

Water per lb. of coal, from and at 212° F 9.09 lbs. to 7.95 lbs. 

Air at 62° F. supplied per lb. of coal average.. 138 cubic feet. 

Temperature at the damper average.. 860° F. 

It is seen that the efficiency was diminished as the weight of the charges 
increased — making a variation of 14 per cent by the variety of management 

^ BuUetitt de la Society IndiistridU de MulhousCy 1S61; vol. xxxi. page 335. 
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on the part of the stokers, to the number of eight M. Burnat considered 
that a skilful stoker might save one-fourth of the coal consumed by an 
unskilful or negligent stoker. 

In 1875^ the results of competitive trials of stokers, at the new boilers 
of MM. Dollfus-Mieg, showed a variation of 10 per cent in efficiency of 
performance by ten stokers. 

VII. — Influence of the Frequency of the Charges of Coal, 

It has been remarked that the efficiency of the fuel is, under the same 
circumstances, increased by shortening the intervals of firing, and reducing, 
of course, the quantity of coal charged each time. In the competitive 
performances of stokers, just noticed, it was observed that the stokers who 
obtained the best results fired at intervals of not more than 3 or 4 minutes, 
making, for 2 cwt. per hour, charges of from 11 lbs. to 15 lbs. of coal. 
But, in the competition of stokers in 1863, the first in order of efficiency 
fired at intervals of 2 minutes, 7^ lbs. of coal at a time; the second charged 
9 lbs. at a time; the others charged from 11 lbs. to 13 lbs. at a time. The 
performance of the first stoker was admittedly exceptional; he could not 
have continued his assiduous attentions to the furnace for many more days. 

With a view to settle the question, M. Burnat made, in 1863, two special 
series of experiments, lasting for eight weeks, with the same stoker, on 
No. I boiler of 1861, at the factory of MM. Dollfus-Mieg & Co., figs. 129, 
page 282. Ronchamp coal, in small pieces, was used for the first four weeks, 
and Ronchamp coal, large and small, for the remainder of the period. The 
pressure in the boiler was maintained at a little over 4 atmospheres effective. 
The abstract results are given in table No. 6y : — 

Table No. 67. — French Boiler at Mulhouse. 1863. — Experiments to show 
THE Influence of the Frequency of the Charges of Coal. 

\st Series. — Ronchamp Coal, nuts. 



^1 



Air at 

63- F. 

per lb. of 

Goal 


Temperature of 
Feed-water. 


Temperature of 
Hot Gases. 


Coal Consumed. 


Residue. 


Water 

per lb. of 

Coal 

from and at 

ai2* F. 


Entering 
Feed- 
heater. 


Entering 
BoUer. 


I<eaving 
BoUer. 


I^eaving 
Feed- 
heater. 


Per 
Hour. 


Per 

sq. foot 

of Grate. 


Per 
Charge. 


cnbicfeet. 

202 
202 
197 
202 


Fahr. 

90° 

87 
87.5 

86 


Fahr. 

213° 
224 

227 

226 


Fahr. 

849° 
840 

844 
835 


Fahr. 

421" 

426 
414 
421 


lbs. 

225 
225 
225 
225 


lbs. 

10.8 
10.8 
10.8 
10.8 


lbs. 

13-3 
26.6 

39-2 
55.4 


percent. 

12.9 

13-4 
12.8 

12.8 


lbs. 
9.87 
9.59 

9-59 
9.58 


2d Series, — Ronchamp Coaly large and small 


226 
1 212 


87° 
87 

87-5 
86 


230° 
226 
229 
228 


779° 
784 

795 
853 


396° 
410 

410 

489 


225 
225 
225 
225 


10.8 
10.8 
10.8 
10.8 


55.0 
41.1 

28.0 
15.0 


16.I 
14.6 
14.7 
12.6 


8.91 
9.18 

9.38 
9.64 



^Bulletin de la SocUU IndustridU dt Mulfunise^ 1876; voL xlvi. page 87. 
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The advantage of the smallest charge of 13 lbs. over the maximum 
charge, 55 lbs., is in the first series 3.03 per cent of efficiency; in the second 
series, which was made to check the first series, the benefit is 8.19 per cent 
The experiments were conducted with the greatest care; and the differences^ 
though not large, were well ascertained. 

But, for smaller and more frequent charges, the door is, of course^ more 
frequently opened, and indraughts of air in bulk more frequently take place 
— an effect in itself injurious. M. de Bonnard^ tested a boiler by connectii:^ 
the damper with the furnace-door, so that the damper became closed or 
nearly closed while the door was open. The indraught of air was thus 
checked, and .an augmented evaporative efficiency of 14 or 15 per cent 
was consequently effected 

That the management of the damper is of importance^ not only in check- 
ing the inflow at the opened doorway, but in regulating the draught throi^;fa 
the grate, was made manifest in a competition of stokers of the ** Bergischer 
Dampfkessel Verein,"* each of whom fired the same boiler successively for 
12 hours at a time. The lowest consumption of coal was 5.71 lbs. per 
indicator horse-power, and the highest was 7.67 lbs. In the first case, the 
damper was altered 17 times; in the second case, 3 times only. The best 
stoker began with a partially closed damper, and he gradually opened it as 
clinker was formed. At mid-day he thoroughly cleaned his fire, and started 
as before. The worst stoker almost entirely ignored the damper, and kept 
it wide open all day. 

From the results of observations made by MM. Scheurer-Kestner and 
Meunier-Dollfus, it appears that 38 per cent excess of air entered the 
furnace whilst the fire-door was opened. 



Chapter XXIX. 



SYSTEMATIC TRIALS OF FURNACES AND BOILERS 

(cantinutd), 

DISPOSAL OF THE HEAT OF COMBUSTION OF COAL BURNED UNDER 
STEAM BOILERS.— COMPOSITION OF THE PRODUCTS OF COMBUSTION. 

MM. Scheurer-Kestner and Charles Meunier, in 1868, conducted a course 
of trials of Ronchamp and other French coals in a French boiler in r^ular 
operation at the works of M. Charles Kestner at Thann,' figs. 131, 132. 
Their objects were to determine the volume of air consumed in the com- 
bustion of coal of known composition, to calculate the loss resulting from 
the formation of combustible gases escaping by the chimney; and, finally, 
to determine the conditions for the most economical use of coal, having 
regard to the composition of the gaseous products of combustion. They 

* ResumSde la SocuHi des Inghtieurs Civiis, 1879; page 244. See also Minutes 0/ Proceedings of 
the Institution of Civil Engineers^ 1879-S0; vol. lix. page 402. 

* Minutes of Proceedings of the Institution of Ch'il Engineers, 1879-80; ToL lis. page 401. 

* Bulletin de le SocUU Industridle de Mulhouse, 1868, 1869. 
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icertained the ultimate composition and the absolute healing power of 
le sevLTal coals used in the experiments, as recorded at page 48, and 
le proportion of heat absorbed in the formation of steam. The differ- 
ice, or heat lost, was then traced to the different causes of loss, which 




rere easily distinguished. The boiler is of the French type, having three 
heaters, with six feed-heater tubes at one side, arranged as shown in 
%s. 131, 132. 

The feed-heaters are so disposed as to receive the heat from both the 
boilers between which they are placed; but the right-hand boiler was 
'stopped off during the experiments, and the left-hand boiler only was 
m action. The body of the boiler is 21 feet long, 3 feet lij^ inches in 
diameter; and the head is 2 feet by 2 feet. The heaters, as well as the 
feed-heaters, are 25 feet 10 inches long, and 19.7 inches in diameter. The 

ire-grate is 4.2 feet long, 4,6 feet wide; air-spaces .31 inch wide. 
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Heating surface of the heaters 3oi-3 square feet 

Do. do. boiler 129.1 „ 

Total of boiler 430.4 u 

Heating surface of feed-heaters 764.0 „ 

1 194.4 „ 

Direct heating surface — exposed to the fire 32.3 „ 

Area of fire-grate 1 9.3 

Area of air-spaces through grate 5.5 

Ratio of grate-area to total surface of boiler i to 22.3. 

Do. do. to total surface of boiler and I - ^q 5^ 
feed-heaters j ^' 

The average composition of the Ronchamp coal used in the experiments 
devoted to analyses of the gases was as follows: — 

Carbon 70 per cent 

Hydrogen 4 ,. 

Oxygen 4 „ 

Nitrogen i „ 

Ash 21 „ 

100 „ 

The volume of air at 62° F. chemically consumed per pound of this coal, 
for its complete combustion, according to the calculation of M. Scheurer- 
Kestner, amounts to 121 cubic feet.^ 

Composition of the Gaseous Products, 

Fourteen distinct experiments were made, each of which lasted from one 
to eight hours — most commonly three hours. During this period the air 
was supplied to the furnace exclusively through the grate, except such as 
found its way by the doorway when the door was opened for charging. 
The gaseous products in the flue near the chimney were continuously sampled, 
collected from various points in the section of the flue. A generalized 
sample was thus obtained. Of the fourteen experiments, the last eight 
were designed methodically to test the gaseous products with increas- 
ing rates of consumption, which varied from 3.40 lbs. to 19 lbs. per 
square foot of grate per hour. The damper was regulated accordingly. 
Each charge of coal was distributed uniformly over the grate. From 
the composition of the gaseous products, the quantity of air that entered 
the furnace per unit of coal consumed, was calculated by means of a simple 
formula, based on the combining equivalents of the gases, by volume. Thus 
one volume of carbonic acid is produced from an equal volume of oxygen; 
and the presence of carbonic acid proves the combustion of an equal volume 
of oxygen. One volume of carbonic oxide is produced from half a volume 
of oxygen. The oxygen in excess represents itself. The nitrogen is a mea- 
sure of the total quantity of air introduced, neglecting the small percentage 

^The amount required is found by formula (i), page 35, to be 122.2 cubic feet. 
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of nitrogen disengaged from the fuel. The hydrocarbons and the hydrogen 
were also measured. The results of experiments Nos. 7 to 14, are abstracted 
in table No. 68. The columns of carbon vapour and hydrogen compre- 
hend the elements of the hydrocarbons and the free hydrogen. 

Table No. 68. — Products of Combustion of Ronchamp Coal under a 

French Boiler at Thann, 1868. 



No.ot 
dxpcn- 


Coal per 
sq. ft. 

Grate per 
Hour. 


Weight 
of each 


Intervals 
of 




Composition 


of the Gases. 




Total Air 
per lb. of 














ment 


Charge. 


Charges. 


Carbonic 
Acid. 


Carbonic 
Oxide. 


Carbon 
Vapour. 


Hydro- 
gen. 


Nitrogen. 


Frsc Air. 


CoaL 


No. 


lbs. 


lbs. 


min. 


7. 


V. 


7. 


V. 


7. 


7. 


cubic feet 


12 


8.2 


15-4 


5 


14.9 


.84 


I-I5 


1.35 


75.1 


6.7 


IIO.O 


II 


9.6 


30.8 


8 


14.2 


.97 


.98 


1. 1 1 


72.5 


IO-5 


I16.2 


9 


9.6 


15-4 


4 


14.6 


.86 


•49 


•56 


70.1 


13.3 


134-7 


14 


8.2 


30.8 


10 


134 


.24 


. -32 


1. 41 


63.7 


20.9 


144.5 


13 


8.2 


15-4 


5 


13-3 


? 


.46 


.91 


67.7 


17.6 


147.5 


8 


4.7 


15.4 


8 


12.9 


? 


.28 


.96 


59-7 


26.2 


' 156.6 


10 


19.0 


15-4 


2 


10.9 


? 


.19 


.19 


45-9 


42.8 


198.3 


7 


3-4 


132 


10 


8.2 


? 


.04 


•52 


37.4 


53.8 


260.5 










Wood ( 


Z)harcoal, 186 


8. 










— 






II. 2 


.37 






47.0 


41.5 


250.1 



Carbon and Hydrogen in Escaped Combustible Gases. 



No. of 
Experunent. 


Per Cent of total Carbon. 


Per Cent of 
total Hydro- 
gen. 


Temperature 
of Gases 

leaving Feed- 
heaters. 


In Oxide. 


In Hydro- 
carlx>ns. 


Total. 


No. 
12 
II 

9 
14 
13 

8 
10 

7 


per cent 

4.1 

50 
S-2 

1.5 

? 

? 
? 
? 


per cent. 
II. 4 
10.2 

5.9 
4.1 


per cent 
15.6 

15-3 
II. 2 

5-7 
6.1 

3.9 

3-4 

.9 


percent 

19-5 
16.7 

9-9 (?) 
26.9 (?) 

17s 
19.7 

4-7 
17.7 


F. 
246° 
262 

259 

275 
200 

313 
201 


Charcoal 

1 


3-2 




3-2 




3" 



In these experiments, it is seen that the supply of air varied from 
no cubic feet to 260 cubic feet per lb. of coal, or from 91 per cent to 
215 per cent of 121 cubic feet, the chemical proportion for complete 
combustion ; and that in all the experiments the products contained free 
air, ranging from 7 per cent to 54 per cent Even in presence of free air, 
from 1 1 per cent to 4 per cent of the constituent carbon remained either 
imperfectly or entirely unconsumed, whilst in round numbers about 20 per 
cent of the hydrogen escaped unconsumed, though more than twice the 
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air chemically required was supplied. Comparing Nos. 1 1 and 9, and 
Nos. 14 and 13, it appears that by reducing the weight of each chaige^ aod 
firing at shorter intervals, the proportion of unconsumed h3^drogefl was 
materially diminished. 

The quantity of the colouring matter of the smoke^ consisting of con- 
densed carbon vapour, was tested in two instances. The gases were drawn 
from the flue after leaving the feed-heaters for one hour in each trial, and 
passed through asbestos, upon which the particles of carbon were predpi- 
tated. The first trial was made with a clear fire and a strong draught, passing 
257 cubic feet of air per lb. of coal; and it showed that }i per cent of the 
carbon of the coal was lost as smoke particles. In the second trial, with a 
close fire and a weak draught, drawing 118 cubic feet of air per lb. of coal, 
I per cent of the carbon was lost as smoke. The second is taken as a 
maximum result, more than would be produced in ordinary practice. The 
average loss of carbon, in the solid form as smoke^ may thus be taken as 
from }4 to ^ per cent 

From an inspection of the tables it appears that, in general terms, the 
most effective combination is arrived at when about one-third of the 
gaseous products consists of free air. 

The combustion of the charcoal was so nearly complete^ that only 
3.20 per cent of the carbon was disengaged as carbonic oxide. 

Distribution of the Heat of Combustion. 

For the comparison of the absolute heat of combustion of coals with 
the proportion of heat utilized, and for the distribution of the difference, or 
lost heat, MM. Scheurer and Meunier experimented with the boiler at 
Thann previously employed ; but the fire-grate was differently proportioned. 

Area of fire-grate, 4.6 feet long x 4.47 feet wide. 20.6 square feet 

Ratio of grate to heating surface of boiler i to 21 

Do. to total surface of boiler and feed-heaters i to 58 

Total capacity of the boiler 433.6 cubic feet 

Do. do. feed-heaters 317-7 » 

Water room in boiler 33S-3 >» 

Steam room in boiler 88.3 „ 

Heated surface of brickwork for conduction and radiation of heat, 

above 1290 square feet 

The grate is inclined as shown in fig. 131 ; it is 23}^ inches below the 
middle heater, at the front, and 19.1 inches at the bridge. The gases from 
the furnace pass under the heaters, and return by the left-hand flue; thence 
by the right-hand flue to the feed-heaters, which are traversed in three sts^ies^ 
and to the chimney. The feed-heaters may be cut off by means of dampers. 

The boiler was at work day and night The coals were chaiged in 
quantities of 20 lbs. at a time, spread uniformly; and the rate of con- 
sumption of fuel was probably about 8 lbs. per square foot of grate per hour. 
The feed-water was of very good quality, holding only from 4 to 7 grains 
of solid matter per gallon, which consisted chiefly of calcareous salts. The 
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The feed- 



^iler was cleaned out at intervals of less than three n- 

Wters were cleared of soot at the end of each trial. 

The coals used for these trials were the same as those of which the 

composition and heating power have already been given, page 48, A 

quantity of wood charcoal was also tested. The leading results of the 
performance of these fuels are abstracted in table No. 69; they show, as 
before, laige proportions of free air amongst the gaseous products. 

Table No. 69. — Ikvestigation of the Distribution or the Total Heat or 

Combustion or Coai^. 

Results of Performance of Coals under a French boiler at Thann, 1868. 



ObKrvcd 

Total 
Heuof 



^^%>onchanip, No. 3 

No. 4 
^S aiTcbniclt, mean of 7 coals 

-fc*lanzy, Montceau 

„ anthracidc 

^--^retisot, anthracidc 

t—JTreusot }i, Ronchamp yi 

^^ood charcoal 



14,085 
'3.995 



14.544 



350-4 



h I 



17.3 4.46 
15.8 4.84 
14.0 4.7: 

la.o 4.6( 

24.4,4.58 

13.44.7 
15-9 4-7 



0.5 - 



pcilb. < 
Coairn 



The first two trials, with Ronchamp coal, show, by contrast, the 
^^^^vantage of carefully regulating the draught, in efficiency of fuel. In the 
y* *^t scries, the free air often fell to 1 3 per cent ; in the second series never 
^^'^Slow 24 per cent 

Correspondingly, the loss in combustible gases amounted to 12 per 

^^*nt in the first trials; and to only S per cent in the second trials. 

.^ Creusot anthracitic coal, which is with difficulty burned alone, is generally 

*^umed in mixture with Ronchamp coal, in the Alsatian districts. For the 

"*^»ial of the coal alone, it was, by necessity, broken to pieces of the size of a 

'^flvalnut; and the air-spaces of the grate were reduced to % inch in width, 

^nd were 54 in number. The layer of coal was kept thin, and the draught 

'^vas energetic; amounting to 269 cubic feet of air per pound, the greatest 

Quantity reported in the table. This coal was obtained direct fn>ni the 

%Tiin^ and was of exceptionally good quality. Another load of con), 

delivered in the ordinary way, representing the market quality of co;il, 

'Was also obtained for trial. For the two trials made of n mixture of 

C^reusot and Roo^aoap coals, the exceptional Creusot coal wan uiicd in the 
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maintenance of the efficiency is due^ no doubt, to the more favoundde 
conditions for burning the richer coal. The inferiority, again, of the second 
mixture, corresponds to the lower quality of the Creusot coaL 

Influence of Excess of Air. 

The bearing of the excess of air in the gaseous products on the effidoicy b 
remarkably exemplified in the work of the Friedrichsthal coal and the Alten- 
wald coal, two of the Sarrebruck coals. The corresponding evaporatioos 
are here ranged against the percentages of excess or free air for each coal:— 



FUXDKICHSTHAL. 






Free Air. 


Water per lb. Cod. 


Firee Air. 


Water per lb. QmL 


40% 


6.80 lbs. 


35% 


7.06 lbs. 


36 


6.46 


33 


7.28 


30 


6.38 


3a 


7.02 


27 


6.19 


30 


6.79 


27 


6.23 


38 


6.85 


24 


S.68 


»S 


6.71 


23 


5.80 


n 


6.66 



Here it appears, confirmatory of the results of analysis^ pa^e 300^ as 
pointed out by the experimentalists, that the maximum efficiency is attained 
when the free air amounts to one-third of the gaseous products, and tfa^ 
conclude that, under the conditions of their experiments, the most effective 
supply of air is from 175 to 190 cubic feet per pound of coaL 

Summary Distribution of the Heat of Combustion, 

The data supplied by the table No. 69 are collated with the ascertained 
quantities and composition of the gaseous products, to ascertain the pro- 
portions in which the lost heat was dissipated. The quantity of heat 
absorbed in the formation of steam was calculated from R^^ault's tables. 
The heat carried off by the air, nitrogen, and carbonic acid was calculated 
in terms of their volumes, temperatures, and specific heats. The unde- 
veloped heat of the combustible gases, and that of the precipitated carbon 
particles, were estimated in terms of the constituent carbon and hydrogen. 
The heat required to evaporate and raise the temperature of the hygro- 
metric water and water newly formed, was calculated in terms of the specific 
heat of gaseous steam. The absolute heat of combustion of the fueb was 
thence estimated to have been distributed in the following proportions, in 
round numbers: — 

PeroeoL 

Heat in the steam (about 60 lbs. pressure) 61.0 

Heat ungenerated in the combustible gases 5.5 

Heat lost in the clinker and ash 1.5 

Heat carried off in the gaseous products of combustion 5.5 

Heat ungenerated in the smoke-carbon 0.5 

Heat absorbed in the evaporation of the hygrometric water ) 

and water newly formed / 

Heat lost in the brickwork. 23.5 

100.0 
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It is shown that only 60 per cent of the total heat of combustion of 
the coals was utilized in the formation of steam ; and that more than 
half of the remaining 40 per cent, or nearly one-fourth of the total heat, 
was lost by conduction and radiation through the brickwork, whilst the 
rest was dissipated by other causes. Of these, it is important to note that 
the heat carried off by the products of combustion, averaging about 300° F. 
in temperature, did not exceed 5J^ per cent of the whole heat of com- 
bustion; whilst the un gen crated heat lost by the formation of smoke, or 
carbon particles, only amounted to }i per cent 

M. C. Kestner regularly employed two means of checking the perfor- 
mance of his boilers: the measurement of the water evaporated, and that of 
the temperature of the gaseous products leaving the feed-heaters. The second 
observation was made twice a day. The effect of such surveillance was to 
increase the efficiency of the boilers and the economy of fuel; for the 
stokers became more interested in their work, and, as a consequence, applied 
themselves to the better performance of their duties. The boilers of M. 
Kestner are all made with feed-heaters, and are similar to the experimental 
boiler, fig. 131, already described. They work day and night; the fires are 
moderately active, consuming 5.J^ lbs. of Ronchamp coal per square foot 
of grate per hour, generating steam of 4 or 5 atmospheres. With such a 
moderate rate of combustion, the work of the boiler, as well as that of the 
stoker, are more effective than under ordinary conditions, and they ap- 
proach the more nearly to the results derived from special trials and from 
competition. From the results of four years' steady work of Nos. i and 2 
boilers, in 1864-67, it appears that, in average, 7.08 lbs. of water were 
evaporated from 62° F. per pound of coal, equivalent to 8.38 lbs. of water 
from and at 312° F. The temperature of the smoke leaving the feed- 
heaters was 371° F., and the ash amounted to 22^ per cent of the coal. 

Influence of the Width of the Grate and tlu Length of tJie Bot/er—Thc 
boiler was originally constructed 1 8 J^ feet in length, with a fire-grate 3.28 feet 
in width, as indicated by fig. 133; and from the results of three months' 
regular work it appears that 7.69 pounds of 
water supplied at 50" F. was evaporated per 
pound of Ronchamp coal. The grate was 
then enlarged to 4 feet 7 inches wide, as 
shown in fig. 134, and for the two months 
following, S.35 pounds of water was evapo- 
rated per pound of coal, showing 8j4 per 
cent increase of efficiency, due no doubt to 
the augmentation of heat radiated on the boiler. The grate was still 
further widened, with the result of reduced efficiency. The boiler was then 
lengthened from 18% feet to 21 feet 4 inches, and the grate was reduced 
to 4 feet 7 inches wide; after which the efficiency was raised to 9*^ pounds 
of water evaporated per pound of coal. 
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Chapter XXX. 

EVAPORATIVE PERFORMANCE OF MULTITUBULAR FLUE 
BOILERS OF THE LOCOMOTIVE TYPE. 

I. LOCOMOTIVE BOILERS. 

The author collected, from various trustworthy sources, the results of the 
performance of locomotive boilers, of the earliest as well as the most recent 
designs, and has reduced them and placed them together with the results of 
his own observations, in table No. yo} 

Boilers of nearly every size and variety that have been used in Er^land 
are represented in the table ; the areas of grate vary from 6 to 24 square 
feet, the heating surfaces from 40 to 2000 square feet, and the ratios of sur- 
face to grate, or the surface-ratios, from 40 to i to 100 to i. The fuel used 
was coke, except in a few specified instances of boilers designed for burning 
coal, in which coal was used. 

The early coal-burning boilers of the South-Eastem Railway, designed 



1 




by J. I. Cudwo 



and constructed by Mr. J. I. Cudworth, are typified by fig. 135, representing 
No. 142 engine, combining an inclined grate with a long run — the incan- 
descent fuel sliding forward, the fresh coal being charged near the doorway. 
The fire-box is divided by a longitudinal partition into two compartments, 
making two furnaces, which unite in front of the tube-plate. The figures 
show in dotting the form of the original boiler, one of the "Folkestone" 
class, which was altered for burning coal. 

The coal-burning boiler of the "Canute," on the London and South- 

These dala are derived from Railuuiy Machinery, by D. K. Clark, 1855, page 156 ; lod 
Railu\iy Locomoiiva, pape 33" (Blackic & Son). Rererence is made to these works for infomutioo 
on the details of the boilers. 



EVAPORATIVE PERFORMANCE OF LOCOMOTIVE BOILERS. 305 

estern Railway, designed by Mr. Joseph Beattie, is shown in fig, 136. 
le fire-box is made with a water partition; the back compartment is 




overarched with fire-tiles. A combustion - chamber projected into the 
barrel is stocked with perforated bricks, which help to break up and mix 
the gases and air, and act as equalizers of temperature. 



-!l" 
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Table No. 70. — Locomotive Boilers: — Proportions and Resu 

Evaporative Perforicancb. 

The fad used was Coke, except when Coal is specifically stated. 




or 



Na 



I 

2 

3 

4 

I 

7 
8 

9 
10 

II 

12 

13 



14 

15 
16 

17 
18 

19 
20 

21 

22 

23 
24 



25 
26 

27 

28 
29 

30 



31 
32 
33 
34 
35 
36 



Name of Locomotive. 



Earliest Locomotives. 

Killing^orth. 

Do. improved 

Rocket 

Phoenix 

Atlas 

Star. 

Average of 4 locomotives, 

[soho 

Hecla. 

Bury's goods locomotives... 
Buiys passenger ,, 

Gt. Western Railway. 

Ixion.. 

Hercules 

Etna, Capricomus. 

Giraffe 

Mentor, Cyclops 

Royal Star 

Pyracmon Qass 

Ajax 

Great Britain, Iron Duke... 

Great Britain Variety 

Courier Variety 

London and North- 
western Railway, &c. 

A, York & North-Mid- 
land Railway 

Hercules, York & North 
Midland Railway 

Sphinx, Man., Sheffield, *> 
& Lincoln Railway, J 

(Later engines.) 
Heron, L. & N.-W. Ry...... 

No. 291 „ „ 

No. 300 „ „ 

South-Eastern Railway. 

No. 142 

No. 118 

No. 58 

No. „ 

No. 142 

No. 105 

No. 9 



Area of 
Fire- 
gnte. 



•q. ft. 

7^ 
10.9 

6 
6 

9.20 
7.76 

6.5 

844 

8.34 
9.2 

9.2 



13-4 
13.0 
1 1.4 
12.5 
13.6 
1 1.7 
18.44 

13-67 
21 

21 

23.62 



9.6 

9.6 

10.56 



10.5 

19 

22 



14.7 
26.25 

12.25 

» 

14.7 
10.5 

10.5 



Headng 
Suriaoe 
(Tubes 



the 
Ootiide}. 



•q. ft. 

41.25 
124 

326 
275 

359 
348 

412 

418 
461 

387 



699 




699 

822 

1363 
1067 

1938 

1938 
1866 



903 

828 

1056 



782 
1449 

1263 



1 1 58.2 

963.5 
705.7 

n 
1 158.2 

623.1 

623.1 



Ratio of 

Heatiqg 

Sorfaoeto 

Grate. 



Coke f^nninim prt 

Per Square Foot 

of Grate. 



ratia 

6 
114 

23 

55 

30 

46 
53.5 



35 

49 
50 
42 



52 

5M 

41 
48.6 

5M 
70 

74 
78 

92 
92 
79 



{ 



94 
86 

100 



74.5 
76.26 

57.41 



78.8 

36.7 
57.6 

» 
78.8 

59.3 
59.3 



Iba. 

44 (coal) 
57 (coal) 

35.5 

54 

60 

92 

90 

100 

130 

92 

125 

III 
112 



138 
105 

76 
69 

69 
84 
82 

90 
75 



TJti 






Ofa. 
vaaa 

Btn^r. 



I 



cu. ft. I Iba 



132 
105 

157 



56.5 
50.7 



62.25 (coal) 

30.86 (coal) 

61.22 (coal) 

44.49 (coal) 

55.71 
66.19 



2.3 

4 
3 
5-7 

%ai 
9.8 

10 

13.03 

II 

1 1.3 
9.24 

8.15 



15 

15 
ia7 

8.8 

8 

ia8 

84 
1 1.2 

II 

II 

8.6 



17 

IS 
22.1 



II. I 
6.2 
6.6 



8.77 

4-54 
8.60 

7.35 

7.73 

943 
too 



402 

5-32 
627 
7J6 

6.35 

6^53 
8.04 

742 

8.^ 
6.6s 
615 

493 



8.33 
laTo 

8.21 

8.61 

8.67 

8.8$ 

9.09 

9.90 

9.95 

9-17 
8.60 



ia52 
ia7o 
1041 



9.29 
8.23 
9.28 



10.15 
10.60 
10.13 
11.91 

9.77 
11.68 

ia96 



EVAPORATIVE PERFORMANCE OF LOCOMOTIVE BOILERS. 
Table No, 70 {continued). 
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Water 


s. 




H 


(Tube 




p'Sj,^, 


Con- 


PounTJi 








Ou«id«). 








Gnu. 


m.j". 






sq.ft. 


u). n. 


r«io 




ii>. 


cu ft. 


Ibi. 




London and South- 


















western Railway. 
















38 


Snake 


12.4 


985 


79 


87 




12.26 


la 59 


Canute(CQal-burningloco- 








moiive):- 


















Canute, feed-water 
















39 


heated, tiles 

Canute, feed- water 


16 


871 


54-4 


3S 


(coal) 


6.18 


iixia 


40 


heated, tiles 


» 


,. 


„ 


57 


(coal) 


9.6s 


10. S7 


4« 


Canute, cold feed- water, 
Canute, feed- water 


" 


■ 


■■ 


49 


(coal) 


7-77 


9.90 


43 


heated, no tiles 








43 


(coal) 


6.42 


9-54 


43 


Canute, cold water, no 
tUes 


„ 


„ 


„ 


S8 


(coal) 


8.89 


9S6 


44 


Canute, feed- water 

heated, tiles 

Canute, feed- water 


■■ 


" 


■■ 


46 


(coke) 


646 


8.76 


4S 


heated, no tiles 








49 


(coke) 


7.17 


913 


46 


Canute, cold water, no 
tUes 

Caledonian Railwav,&c 


" 




■■ 


54 


(coke) 


8.69 


10.04 


47 


No. 33, Caledonian Ry. 


ID-S 


83. 


79 


42 




7 


13.46 


48 


No. 42, 


lo-s 


78S 


7S 


57 




7.8 




49 


No. 43, 


10.5 


788 


75 


61 




9.3 


11.31 


SO 


No. SI, 


IO.S 


788 


75 


4S 




6.7 


11.04 


SI 


! No. .3, „ j 


10.5 


788 


7S 


108 




11.6 


8.09 


S3 


10.5 


788 


75 


S7 




8.2 


10.71 


S3 


No. 13. 


9.0 


788 


87.6 


loz 




14,7 


9.52 


5+ 


Nos. 125, 127, „ 


H.37 


1050 


92 


66 




8,66 


9.72 


55 


No. loz, „ 


11.8 


974 


82,5 


94 




ia3 


8.15 


S6 


Orion, Sirius, E. & G. Ry 


13.33 


7!S 


62 


44 




6.29 


10.71 


57 


America, Nile, „ 




736 


66,3 


70 




8.8 


9.31 


S8 


Pallas, „ 


16.04 


818 




38 




6 


10.47 


S9 


Orionl^. a S.-W. Ry. 


915 


802 


I7.65 


54 




7.3 


994 


60 


9.24 


495 


53-6 


84 




94 


8.28 


61 


Queen, „ 


10.S 


688 


6W 


87 






8S7 



IL MULTITUBULAR BOILER FOR TORPEIK>-BOATS. 

The boiler of the locomotive type, constructed by Messrs. John J. 
."hornycroft & Co., for first-class torpedo-boats, is illustrated by figs. 137.' 
'he barrel is of steel, and is 4 feet 5 inches in diameter, and holds 
04 flue-tubes, 1% inches in diameter outside, and 6 feet long, over the 
ube-plates, placed .65 inch clear of each other. The fire-box and the 
ubes are of iron. The fire-grate is square, and has 18.9 square feet of 

' See EttginiaiHg, September 24, 1S80. page 243; also Mr. John J. Thomyctoft's paper " On 
'oipeda-boU* and Light Yachts," in the J/fH. Pre. I. C. £., 1881; vol Uvi. page 87. 
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area; the total heating surface amounts to 620 square feet, which is 

32.S times the grate-area. 

Experiments were made by the Admiralty at Portsmouth, on one of 
_^ these boilers, to test the performance for 

forced blasts of various pressures. The 
coal used was Nixon's Navigation coal, 
leaving 9 per cent of ash. The trials lasted 
from I }4 hours to 2 hours, the fires being 
kept up in uniform condition. Four trials 
were made, with pressures of blast in the 
stoke-holes equivalent to 2 inches, 3 inches, 
4 inches and 6 inches of water s 
The results are given in table No. 71. 

Table No. 71. 

Results of Trials of Boiler of a 

First-class Torpedo-boat. 
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.. 
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^ioErJ."..}'- 
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3 


4 


6 


Do. in ash-pit ins. 


'■47 




326 


5.!5 


Do. in furnace ins 


111 


■.87 


3-00 


4-33 


Sleam pressure t ,, 
per square inch [ 


J'7 


"7 


"5 


"S 


Thickness of fire, 1 - 

at front f "*■ 


i% 


S>i 


4 


5X 


Do. do. at back ...ins. 






,, 














per hour / "^^■ 


[)'i 


1177 


1472 




Do. do. per sq. ) ,. 
ft. of grate r^^' 


49 


63 


78 


96 


Feed-water, tern- 1 p 
perature ) ' 


S3*S 


57- 


54" 


S«' 


Water evaporated 1 .. 
per hour ( '°^ 


6530 


7770 


9320 


,o,«40 


Water evaporated 1 ,. 
per sq.ft.of grater"^ 


355 


422 


507 


5S, 


Ef|uivalent water 










evaporated per sq. ., 
ft. of grate, from "*^- 


407 


484 


581 


'IS 


and at iiz" F.... 










Water evaporated (,. 
per lb. of coal... l"^^- 


7.06 


6.60 


6-33 


S.97 


Water evaporated | 










as from and at J-lbs. 
">-F 1 


».3' 


7.81 


7-45 ^■°' 1 



III. PORTABLE STEAM-ENGINE BOILERS. 
The results of the excellently conducted trial" -' -t^e steam-engi'i'* 



exhibited at the show of the Royal Agricultural Society, at Cardiff, in 1872, 
fully reported by the judges, Sir Frederick Bramwell and Mr, W. 
Menelaus.' To this report, with the valuable tables appended to it, prepared 
by the consulting engineers, Messrs. Eastons & Anderson, the author is 
indebted for the data with which he has formed the tables. The fuel used 
was Llangennech (Welsh) coal; an analysis of it, by Mr. G. J. Snelus is 
given at page 44, ante. The quantity of ash and clinker averaged, so far 
as it was observed, about 6 per cent of the fuel. The boilers were of the 
ordinary locomotive type, having a fire-box and multitubular flues; but 
Davey, Paxman, & Co.'s boiler contained, in addition, ten circulating 
wrought-iron bent water-tubes, 2;^^ inches in diameter, in the fire-box. 
rising from the sides to the top. The nominal power of each boiler, as 
announced by the maker, was 8 horse-power. Table No. }'2. 

Table No. 72. — Portable Steam-Engine Boilers. — Proportions 
AND Results of Evaporative Performance. 187a, 

)w. Citdiit.) " 
-LlanEeoncch (Welsh) Coal. 
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DfCOil. 




«1. fL 


»q 
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r-lLo. 
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J Marshall, 
( Sons, & Co. 


4-4 


3 





283.S 


94-5 


•S.7 
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a.58 


10.23 
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1 ShullUworth 


S-3 


3 


' 


aaao 


69 


12.S 
12-5 


: 


2.42 

a. 36 


11.83 

ii.Si 




Hayts 


SI 


5 


1 


170.6 


33 


14.8 


M-5 


1.06 


4-59 




j Davey, Pax- 1 
man, & Co. 


3.7s 


3 


75 


16S.4 


45 


ia3 
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1.83 
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Tuxford & Sons 


6.13 
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.: 
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SO 


9. 53 


104 


1.66 


10.S9 
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158.0 


34 
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SII.O 


89 


20.4 
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10.49 




Lewin .' 


4-3 




6 


i5>-6 














E. R. Se F. 

Turner 


3-5 


3 


5 


.87-B 


54 


20.7 


Z04 


3.16 


9.93 




Barrows & 
Stewirt 


5-0 


S 





119. S 


26 


13-6 


uo 


'■93 


8.97 




i Ashbey. Jef- 
fery. & Luke 


5-5 


' 


° 


204.5 


.02 


311 


319 


S.io 


9.27 



The working pressure in the boilers was maintained at about 80 lbs. per 
[uare inch; except for No. 3, 63 lbs.; No. 7, 60 lbs.; and No. 11, 70 lbs. 
be dimensions of the fire-box and flue-tubes are here subjoined: — 

' TAt Trials e/Parlablt SUam Engina at Cardiff; Rifcrt *r ihtjudga. 1872. 
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Order No. 


Grate. 


Flue-tubes. 


Length. 


Breadth. 


Height to Crown. 


Number. 


Diameter 
Outside. 




I 
2 

3 

4 

5 
6 

7 
8 

9 

lO 

II 

12 


inches. 

27 

26^ 

23 
18 

26 

18 

31 
30 

20>^ 
20 

29>^ 
25 


inches. 

33 
29 
32 

30 
34 

25J4 
21^ 

34>^ 

30 

25^ 

24^ 

3i>^ 


inches. 

33 J4 

3o>^ 

3*>^ 
30>^ 

31 

29>4 

34 
38 
31 
26 J4 

3i>4 
30H 


80 

56 
36 

39 
41 
42 

33 

39 

38 

55 
22 

62 


inches. 

2}i 

2 

2>^ 

2 

2V.6 
2^ 

2)1 

Iji 

2^ 


ft. ins. 

7 6 
6 
6 6^ 

6 5 
6 

6 3 

6 2 

6 

5 

6 2 

6 4 

6 i}i 



Chap. XXXL— RELATIONS OF GRATE-AREA, HEATING 

SURFACE, FUEL, AND WATER. 

It is well known that, in a given boiler, with a given furnace, the greater 
the quantity of fuel consumed per hour, the greater also is the quantity of 
water evaporated per hour; but that the quantity of steam generated 
increases at a less rate than the fuel consumed: in other words, that the 
quantity of water evaporated per pound of fuel is diminished. This 
diminution of efficiency is obviously due to the greater proportion of wasted 
heat which escapes by the chimney, indicated by the higher temperature of 
the escaping gases, unappropriated for evaporation. At what rate does 
this diminished efficiency take place .^ The answer is supplied by the fact, 
generalized from the experimental observations on stationary, portable, 
marine, and locomotive boilers, detailed or noticed in preceding pages, that 
the total quantity of water evaporated per square foot of grate is expressed 
by a constant quantity A, plus a constant multiple Be, of the fuel c con- 
sumed per square foot of grate, or by the general formula 

w = A-{-Bc (i) 

The sense of this equation is, that whilst the quantity of water evapo- 
rated does not keep pace with the fuel consumed, it increases by equal 
increments for equal increments of fuel per square foot of grate. This uniform 
proportion is expressed by the multiple Br of the fuel c; and as the constant 
quantity of water A added to the variable quantity Be, is relatively less in 
proportion to greater values of e, or the fuel consumed, the sum of the 
constant and the variable, ( A + B e), is also less in proportion ; that is, the 
evaporative efficiency of the fuel is reduced. 

Again, on the inverse supposition, that the efficiency of the fuel remains 



Kir 
■be 



rai 
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instant, liow is the performance of a boiler affected by the proportions of 
grate-area and the heating surface? The author, in 1852, investigated 
lis question by the aid of the observations already noticed, of the evapo- 
itive performance of locomotive boilers, using coke.* He deduced from 
them — -1st That, assuming throughout a constant efficiency of the fuel, or 
proportion of water evaporated to the fuel, the evaporative performance of a 
locomotive boiler, or the quantity of water which it is capable of evaporating 
per hour, c/ct:reas£s directly as the grate-area is increased; that is to say, 
the larger the grate the smaller is the evaporation of water, when the 
efficiency of fuel is the same, even with the same heating surface. 2d. That 
the evaporative performance increases directly as the square of the heating 
surface, with the same area of grate and efficiency of fuel. 3d. The neces- 
sary heating surface increases directly as the square root of the performance; 
that is to say. for example, for four times the performance, with the same 
efficiency, twice the heating surface only is required. 4th. The necessary 
heating surface ineirases directly as the square root of the grate, with the 
;me efficiency; that is to say, for instance, if the grate be enlarged to four 
imes its first area, twice the heating surface would be required, and would 
be sufficient, to evaporate the same quantity of water per hour with the same 
efficiency of fuel. The following table, No. 73, of examples from locomotive 
practice, extracted, slightly modified, from Railway Machtmry^ shows how 
losely the evaporation proceeded according to the square of the ratio of 
heating surface to the grate-area — in brief, the square of the surface- 
.tio — when there was the same efficiency, 9 lbs, of water, at the ordinary 
imperalures and pressures, evaporated per pound of coke. 

Table No. 73, — Relative Heating Sdrface, Grate-abea, and Consumptiom 
OF Fuel and Water in Locomotive Boilers. 



Actual the Sqi 



Water 
PIT lb. of 

Coke 



1. Orion, Sinus, Fallas, 1 

E. &G. Ry f 

2. C, R. Passenger Engines 

3. Snake, L. & S.-W. Ry.... 

4. Sphinx, A, Hercules 



The quantities of water, in column s. are plotted as crosses in fig. 13S, 
having been set off as ordinates to the base-line AB, representing the 
Burface-ratios, at the respective surface-ratios in column 3 of the table. The 
parabolic curve AC, traced closely through the stars, is such that the 
' See Railtaay Machtntry, 1855; piij;e 154, 4c. ' Raihrny Mackinoy, page 158. 
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quantities of water evaporated per hour per square foot of g^te, measured 
by vertical ordinates, are as the squares of the surface-ratios measured from 



Ao 




c 

r-30 



d 

a 

o 

'3 

hi. I 

3 



- B 

i,<3 



L.O 



•aB 



^0 60 

Heating Surface-ratios. 

Fig. Z38.— Diagram to show Rate of Economical Consumption of Water pa- Square Foot of 

Grate, for given Surface-ratios. 

the end A on the base-line, when the evaporative efficiency is constant, — in 
this case equivalent to 9 lbs. of water per pound of coke. 

The relations above illustrated may be expressed algebraically: — 

Let A = the area of heating surface, in square feet 
g = the area of the fire-grate, in square feet 
W = the quantity of water evaporated per hour. 
w = the quantity of water evaporated per hour per square foot of grate, 
r = the weight of fuel in lbs. consumed per hour per square foot of grate. 

The surface-ratio, or the ratio of the heating surface to the grate-area, 
is expressed by -; and the square of this ratio is(-) . The water w, per 

square foot of grate per hour, bears a constant proportion to the fuel c, and 
each of them bears a constant proportion to the square of the surface-ratio. 
Or, for the water, — 




in which ;;/ is a constant coefficient Multiply both sides of the equation 
by £-, the area of the grate, and the equation, 



A^ 
W = w — 

^ 



(3) 



expresses the total quantity of water, W, evaporated per hour, in terms of 
the heating surface and the grate-area when the evaporative efficiency of the 
fuel is constant If W be expressed in cubic feet, as in table No. 73, the 
value of m for this table, in connection with the curve, fig. 138, is easily 
found to be .00222, when 9 lbs. of water is evaporated per pound of fuel, and 



VV = .00222 



^ 



(4) 



From this equation (4), the general deductions, page 31 1, on the relations 
of heating surface, grate-area, and water evaporated, when the proportion 
of fuel and water is constant, are directly derived. 
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What is thus proved by direct experiment, is deducibte from a con- 
sideration of the diagrams of progressive evaporation, figs. 14 to 17, 
pages 88 and 89, in a locomotive boiler, from which, and also from the 
results of the other experiments on progressive evaporation already noticed, 
it is clear that the areas of such diagrams, being similar and of a hollow 
triangular form, with a full head, and a quickly reduced curve, vary as tlie 
squares of their bases; that is to say, the evaporative duty of the boiler 
varies as the square of the quantity of heating surface. 

From a further consideration of these diagrams, which are practically 
similar, it is clear that in proportion as the total quantity of water eva- 
porated per hour is increased, the final rate of evaporation at the end of 
the flues is likewise increased, proving that the final temperature of the 
outgoing gaseous products is also increased. Thus the loss of heat is 
increased, and. as before stated, the total quantity of water evaporated does 
not keep pace relatively with the fuel consumed. Still, the rise of final 
temperature is uniform with the increasing rate of evaporation, the rate of 
loss of heat is uniform; and therefore, as before stated, the quantity of 
water evaporated increases by equal increments for equal increments of fuel 
per hour, This conclusion is confirmed by the results of trials of evaporative 
performance of various l4inds of boilers, already detailed. 

To co-relate or amalgamate the formula (1), in which the surface-ratio 
is constant, with the formula (2), in which the evaporative efficiency of the 
fuel is constant, let the surface-ratio - be expressed by r. In formula (i) 

the value of w is for a special ratio r and fuel c, A and B having specific 
values. For another ratio r', when the efficiency of the fuel remains the same, 
let c be the corresponding fuel per square foot of grate per hour, and w the 
corresponding water. The fuels are as the squares of the ratios; that is, 

c : ^ :: r^ : /=; and --4!; 



/ = (A + Be) X - ; or a/ = (A + B^) x 



l-whence, by reduction. 



= A— „ + Bc'; 



- (S) 



showing that the value of the quantity A in the genera! formula (l) is 
varied as the square of the surface- ratio. It may be expressed by ar^, in 
which a \s A constant which is specific for each kind of boiler, whilst the 
quantity Br is constant for all su rf ace- rati os ; and tlie general formula 
becomes, — 

a/-fl^-(-Bc (6) 

» =■ the water evaporated in pounds per square foot of grate per hour. 
= the fuel consumed in pounds per square foot per hour. 

■ = - - the ratio of the heating surface to the grate-area; 
i 

or, the heating surface in square feet per foot of grate. 



. 1 
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a constant, specific for each kind of boiler, 
a constant, specific for each kind of boiler. 



fV 



the eflSidency of the fuel, or the weight of water evaporated per pound 

of fiieL 

When the water and fuel per foot of grate per hour are given, the value of 
the required surface-ratio is found from the above formula; for of^^w^Bc, 
and 



w-Bc 



(7) 



When the water per foot of grate per hour, and the surface-ratio, are 
given, to find the fuel per foot of grate per hour required to evaporate the 
water. B^=w— tff*, and 

c^ " (8) 



B 



w 



When the efficiency E = — ^, of the fuel is given, that is, the weight of 

c 

water evaporated per pound of fuel ; also, the surface-ratio ; to find the fuel 
that may be consumed per square foot of gfate per hour, correspondii^ to 

that efficiency. As— =E= ^^'"*"^^ =B+ — ; then tfr«=r{E-B); and 

c c c 



r= 



E-B 



(9) 



Newcastle Marine Boiler^ page 94. 

Select for comparison, from tables Nos. 25 and 26, pages 99 and 102, 
the performance of this boiler with a grate-area of 22 square feet; and 



-jwflv 




coaL 



^ 



Fig. Z39.— Newcastle Marine Boiler. —Diagram to show Relation of Water and Coal per square foot of 

Grate>area, 22 square feet Surface*ratio, 34.05. 

749 square feet of heating surface, 34.05 times the grate, with increasing 
rates of combustion of coal per square foot per hour. Find the correspond- 
ing weights of water evaporated per square foot, and plot them to ^ 
scale, upon a base-line A B, fig. 139, measuring the weights 
sumed. They are found to lie in, or close to, a straight 
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■obliquely upwards from a point D in the ordinate of zero, at a level wliicli 
is 25 lbs. above the base-line, and the genera! formula (6) becomes 

H' = 25 + 9.7if; (10) 

in which A— 25, and 6 = 9.71. The annexed table, No. 74, shows the 
correspondence of the actual quantities of water evaporated, with those 

_which are calculated from the coal consumed, by this formula.^ 

Table No. 74. — Newcastle Marine Boiler — Relations of Coal 
AND Water. 

Graie 23 square feel. Surface-ralio 34.05. Calculaiion by formula (lo). 
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192.7 
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251.9 


248-7 


-5.0 


10.84 


IS 


23.04. 


10.62 


244-7 




10.79 






11.17 




277.2 




10.67 


•I 

18 


36.05 
26.98 
28.51 


10.33 

10. So 
10.58 


269.1 
291.4 

301.6 


301.8 


-li 


10.67 



Since A=ar* = 2$, in the present instance; a = -| ^ 



= .02156, and 

i»r' = .02is6^. By substitution, the following formula is obtained, which 

rlies to all surface-ratios in the Newcastle boiler: — 
10 ^.o2i56r* + 9.71c (u) 
The results of the other experiments with the Newcastle boiler, made 
with different areas of grate, may be reduced for direct comparison with 
those made with the 22-feet grate, by reducing both the coal and the water 
per square foot per hour, in the ratio of the squares of the respective surface- 
ratios, whilst the ratio of the coal and water, or the efficiency for each area 
of grate, remains constant The table No. 75 shows the reduced water 
(column 6) corresponding to the reduced coal (column 5), for the normal 
surface-ratio 34.05. In column 7, the reduced waters are given as calculated 
by the formula (10); and the differences by the formula, which are, upon 
the whole, inconsiderable, are given in the last column. 

To show the suitability of formula (11) for the calculation of water 
evaporated, from the given surface-ratios, as they are, the annexed table. 
No. 76. shows, by comparison (columns 5 and 6), the actual and calculated 
quantities of water evaporated by the coals (column 4), with the ratios in 
column 3. The percentages of differences, column 7, are identical with 
ttiose exhibited in the previous table, 

t'Hw diaeonai line C D, m %. 139, does not exactly strike the average of the results for the . 
- feet »!onc, as given in the diagram^ but it is the average for the remits obtidned'J 
of grate taken together. For reference to the line A E, see page 317. 
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Table No. 75. — Newcastle Marine Boiler — Relations of Coal 

AND Water. 

Varying grate-area and surface-ratio. Calculations for normal surface-ratio, 34.05, by fonDok (10). 









Coalper Square Foot of 
Grate per Hour. 


Water oer Sq. Foot of Grate per Hour, 
for Norxnal Surface-ratio, 34.05. 


No. of 
Experi- 
ment. 


Grate-area. 


Surface- 
ratio. 


ActiiaL 


Reduced in 
the Ratio of 
the Squares 
of the Sur- 
face-ratios, 
for Normal 


Reduced in 
the same 
Ratio as 

for the Coal. 


Calculated 

Column 5 

by 
Formula 

t mm \ 


Difference 

by 
Formula. 










Ratio, 34 05. 




(11}. 




(i) 


(a) 


(3) 


(*) 


is) 


J^ 


i7) 


(8) 




sq. feet. 


ratio. 


Ihs. 


lbs. 


lbs. 


lbs. 


po'cent. 


10 


42 


17.83 


16.0 


58.35 


563.1 


591.6 


+ 5.1 


II 


V 


» 


17.6 


63.82 


583.3 


644.7 


-I-IO.5 


12 


V 


» 


18.13 


66.12 


592.4 


667.0 


-H2.6 


13 


33 


22.7 


20.36 


45.81 


423.7 


469.8 


■i-ia9 


2 


28.5 


26.28 


19.0 


31.90 


355.0 


334.8 


- 5.7 


5 


22 


34.05 


17.27 


17.27 


202.0 


192.7 


- 4.6 


14 


99 


» 


22.08 


22.08 


251.9 


2394 


- 5.0 


15 


99 


» 


23.04 


23.04 


244.7 


245.7 


+ 1.6 ' 


16 


» 


» 


25-97 


25.97 


290.1 


277.2 


- 4.4 


17 


» 


19 


26.05 


26.05 


269.1 


277.9 


+ 3.3 


! 6 


i> 


99 


26.98 


26.98 


291.4 


287.0 


- 1-5 


18 


» 


» 


28.51 


28.51 


301.6 


301.8 


ao 


4 


19.25 


38.91 


17.25 


13.21 


165.5 


153.3 


- 74 


21 


18 


41.61 


18.67 


12.50 


139-7 


146.4 


+ 4.8 


22 


» 


» 


24.89 


16.67 


182.7 


186.9 


+ 2.3 


7 


i> 


» 


27.36 


18.32 


208.3 


202.9 


- 2.6 


8 


15-5 


48.32 


37.40 


18.57 


197.4 


205.3 


-f 4.0 



Table No. 76. — Newcastle Marine Boiler — Relations of Coal 

AND Water. 

Varying grate-areas and surface-ratios. Calculations for the actual ratios, by formula ( Ii4«. 











! Water per Square Foot of Grate per 


Number 

of 
Experi- 
ment. 


Grate- 
area. 


Surface- 
ratio. 


Actual 

Coal 

per Square 

Foot of 

Grate per 

Hour. 


Hour, for the given Surface-ratios. 


' Actual, 
1 as from 
and at 
a I a* Fahr. 


Calculated 

by 

Formula 

(ix) 


Difference 

by 
Formula. 


(t) 


(a) 


U) 


t 


is) 


(6) 


(7) 




square feet. 


ratio. 


lbs. 


lbs. 


per cent. 


10 


42 


17.83 


16.0 


154.4 


162.2 


+ 5.1 


II 


» 


» 


17.6 


160.9 


177-7 


-1- 10.5 


12 


» 


» 


18.13 


162.5 


182.8 


-H2.6 


13 


33 


22.7 


20.36 


188.3 


231.5 


+ 10.9 


2 


28.5 


26.28 


19.0 


2II.5 


199.4 


- 5.7 


5 


22 


34.05 


17.27 


202.0 


192.7 


- 4.6 


14 


» 


» 


22.08 


1 251.9 


239.4 


- 5? 


15 


» 


» 


23.04 


244.7 


248.7 


-h 1.6 


16 


» 


» 


25.97 


! 290.1 


277.2 


- 4.4 


17 


}) 


» 


26.05 


269.1 


277.9 


+ 3.3 


6 


» 


» 


26.98 


291.4 


287.0 


- 1.5 


18 


99 


» 


28.51 


301.6 


301.8 


0.0 


4 


19.25 


38.91 


17.25 


2 16. 1 


200.1 


- 7.4 


21 


18 


41.61 


18.67 


208.5 


218.6 


+ 4.8 


22 


» 


99 


1 24.89 


1 272.8 


279.0 


+ 2.3 


7 


>> 


91 


1 27.36 


' 311. 1 


303.0 


- 2.6 


8 

1 


155 


48.32 


' 37-40 


397.6 


413-5 


4- 4.0 



The consistency of the results of the application of the formula under 
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widely varying proportions of boiler, and varying rates of combustion^ 
affords evidence of the correctness of the principles on which it is based. 

Wigan Marine Boiler^ page 114. 

The trials of this boiler were made with a constant grate of 10.3 square 
feet area, and a constant surface 
of 508 square feet, giving a sur- 
face-ratio of 50. The average 
results of the trials selected for 
the present purpose, are placed 
in the following table. No. TJ, 
together with the quantities of 
water evaporated, as calculated 
by the following formula de- 
duced from the plotting of the 
results, fig. 140: — 

a/=25 + io.75r (12) 

Showing a smaller constant and 
a greater multiple than the for- ibs. 
mula of the Newcastle boiler. 

Substituting for 25 the general rig. T4a— Wigan Marine Boiler.— Diagram to show Relation 
expression ar^, and reducing of water and Coal per square foot of Orate-area. 

for the value of ze/, the general formula is, 

a/ = .oi r2+io.75 c\ « (13) 

which may be employed for different surface-ratios. 
Table No. 77. — Wigan Marine Boiler — Relations of Coal and Water. 

Grate 10.3 square feet ; surface-ratio 50. 




Dbscription op Coals. 



South Lancashire and Cheshire coals — 
Mr. Fletcher's trials 

South Lancashire and Cheshire coals — 
Messrs. Nicol & Lynn 

Hartleys (Newcastle) coals 

Welsh coals 



{ 



Coal 

per Foot 

of Grate 

per 

Hour. 



Ibs. 
27.63 

27.50 

41-25 
28.83 

26.20 



Water 
per Pound 

of Coal 
from and 

at 212* 

Fahr. 



lU. 

11.54 

11.92 
11.36 

".95 
12.44 



Total Water per Square Foot 
of Grate per Hour. 



Observed. 



lbs. 

318.8 

327.8 
468.6 

344.5 
325.9 



By 

Formula 

(12). 



lbs. 
322.1 

320.6 
468.6 

334-9 
306.6 



Difference 

by 
Formula. 



per cent. 

+ I.O 

- 2.2 

0.0 

-2.8 

-6.0 



It appears from this table that the South Lancashire and Cheshire coals, 
and the Newcastle coals, were equally efficient; and that the Welsh coals 
had a slightly greater evaporative action than the others. 

Experimental Marine Boiler^ Navy Yard, New York, US,, page 232. 
This boiler affords examples of very low surface-ratios. With its normal 
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proportions, 10.8 square feet of grate and 150.3 square feet of surface, the 
surface-ratio is 14. When the flue-tubes were stopped off, the surface-ratio 
was only 421. By the plotting of the experimental results, reduced for a 
uniform surface-ratio of 14, the following formula was derived : — 

W = .O204t^ + J.6s^ £ {14) 

It is seen in the following table. No. 78, that the calculated evaporaticHi 
is considerably in excess of the actual reduced evaporation, in the extreme 
instances of the flash-flue and the small surface-ratio, 4.21. It is obvious 
that such dissimilar cases as those of a flash-flue and a multitubular boiler, 
are not directly comparable. 

Table No. 78. — Experimental Marine Boiler, Navy Yard, New York- 
Relations OF Coal and Water, 

Varying giate-aiea and suHace-iatia Calculations foe noimal surbce-ralio 14- 









Caal j>er Sqiun Foot 
of draw per Hour. 


Waler per Squire Fool nf Gnle pa- 


Inda 




Surfm- 


H<H,r. 


or Notnul Ratio tv ] 




Reduced in 




C.lcul««l 




Expai- 




nlio. 






Reduwd 


cotro, 

F "^uU 


Dificmn 








Aclual. 


of<h.Sur- 


inlhc 


by 










TorN'onui 


SimcRiUio. 












Ratio M- 




{■4}- 






«)Ulin f«l. 


nirio. 


ibi 


lb). 


»». 


11k. 


ptrcuL 


X 


10.8 


4-11 


11.77 


;g; 


865 


996.1 


+ IS 


V 






.6.57 


1082 


1400 


-1.294 


w 






16.S8 


1E3.3 


III9 


I40I 


-1.25.2 


A 




"4 


5-57 


S-S7 


5103 


46.4 




D 






10.99 


10.99 


98.39 


87.7 


-10.9 


C 






16.57 


16.57 


131-7 


'30-3 


- 1.0 


D 










17Z.5 


172.4 




E 






27.76 


27.76 


205.4 


215-5 


-t- 4.9 


I 


8"64 


17.24 


>5 


9.88 


84.80 


79-3 


- 6-5 


L 






20.73 


.3.66 


109.60 


108.1 


- 1-4 


J 


6.48 


22%* 


'5 


5.64 


46.67 


47.0 


+ 0.7 


M 






22.84 


10.30 


76.54 


82.5 


+ 7-1 


K 


4-32 


34.03 


15 


^■54 


22.67 


233 


+ 2.8 


N 






27.58 


4.67 


33-81 


39-6 


+ 17 



iVigan Stationary Boilers, page 123. 
The data afforded by these typical boilers are specially useful, as they 
represent classes of boilers in general use in England. The several experi- 
mental results, required for the present purpose, are collected in the annexed 
table, No. 79. The first two are the results for flash-draughts, for which 
the side and bottom flues were cut off, and the gases were conducted direct 
to the chimney after having passed through the tubes. By plotting the 
coal and water reduced according to the squares of the surface- ratios, for 
a uniform ratio of 30, this formula was obtained, — 

w=2o + <).s6c (15) 

And in the general form, for various ratios, — 

w = .0222r- + <).$6c (16) 
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By the formula (15), the quantities of water in column 7 of the table No. 79 
were calculated from the reduced coals in column 5. 

The agreement of the reduced and the calculated quantities of water 
(columns 6 and 7) is very close, excepting for the flash-draught, which, as 
before noted, is not directly comparable. 

Table No. 79. — ^Wigan Stationary Boilers — Relation of Coal and Water. 

Varying grate-area and surface-ratio. Calculations for ratio 3a 



BOILKRS 

(Withoot Economizer). 



(«) 

Galloway, flue-tubes ) 

only s 

Lancashire, flue- ) 

tubes only J 

Galloway, complete... 
Lancashire and Gal- i 

loway J 

Lancashire 

Do 

Do 

Do. with water ) 

tubes ( 

Galloway 

Lancashire and Gal- ) 

loway ( 

Lancashire 

Do 



Grate- 
area. 


Surface- 
ratio. 


Coalper Square Foot 
of Grate per Hour. 


Aaual. 


Reduced in 
the Ratio 

of the 
Squares of 
the Surface- 
ratios, for 
Ratio 30. 


(a) 
sq. feet. 

31.5 


(3) 
ratio. 

1370 


(4) 
lbs. 

18.58 


(5) 

lbs. 

89.10 


99 


14.74 


19.91 


82.47 


n 


22.8 


18.3 


31.68 


n 


235 


14.0 


22.82 


ft 

99 


24.4 


17.26 

18.6 

I9.I 


26.03 
28.12 
28.87 


w 


25.4 


16.71 


23.31 


21 


34.3 


21.8 


16.68 


M 


35.5 


23.0 


16.43 


)9 


36.5 
9* 


21.5 

22.7 


14.52 
15.33 



Water per Square Foot of 
Grate per Hour for Ratio 3a 



Re- 
duced 
in the 

same 
Ratio. 



(6) 
lbs. 

7S7.3 

678.8 

322.9 

230.4 

271.5 
290.2 

293.7 
251.0 

179.6 

179.2 

158.0 
165.1 



Calcu- 
lated 
from 
Column 

Fo^r^ula 
(15)- 



(7) 
lbs. 

871.8 

808.4 

322.9 

238.2 

268.8 
288.8 
296.0 

242.8 

I79.S 
1 77. 1 

158.8 
166.6 



Difference 
by For- 
mula. 



(8) 
percent 
+ 15.0 

+ 19.0 
0.0 

+ 3.4 

- I.O 

- 0.5 

+ 0.8 

- 3.3 
0.0 

- 1.2 

-I- 0.5 
-I- 0.9 



Stationary Boilers in France^ page 228. 

The proportions and the results of performance are treated in the 
following table, No. 80. The following special formulas have been deduced 
for the three boilers respectively, and for the three collectively: — 



"Fairbaira" w 

Lancashire w 

French w 

All the boilers w 



.01143/^ + 7.7 r (17) 

.oii26r^ + 8.or (18) 

.01126/^ + 8.0^ (19) 

.oiiir^ +7.82^ (20) 



It is seen that the same formula applies to the Lancashire and the French 
boilers; and that, therefore, the reporters of the trials were justified in 
asserting that these boilers were equally efficient The comparatively 
inferior quantity evaporated in the first trial in the table, resulted probably 
from an excessively large surplus of air admitted into the furnace: the total 
quantity of air in that instance, amounted to 261 cubic feet per pound of 
coal. 
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Table No. 80. — Stationary Boilers in France — Relations or 

Coal and Water. 



Calculations of evaporative perfbrmaiice 1 


For surface-ratio 30. Ronchainp ooftL 


1 






Coolper Square Foot 
ofGnueperHour. 


Waterper 
per Hotti 


Square Foot of Grate • 




Gnto- 


Suxnco- 


r, lor Sur&ce-iatio yx [ 




Reduced in 




Calculated 


1 


BOOBKS. 


orea. 


ratio. 




the Ratio 


Reduced 


from Col- 












of the 


in the 


umn Sp by 










1 Actual 


Squares of 


same 


FMmuhn 


bjFor- 


I 






1 


tihe Surface- 
ratios for 
Ratio 90. 


Ratio. 


(.,^..). 


nulaSb 




aq. feeL 


ratio. 


IbL 


lbs. 


Iba. 


lbs. 


percent 


"Fairbaim^.. 


20.5 
n 


49.5 

>9 


ia70 
18.53 


m 


34.8 
62.7 


40.7 
63.3 


+ 17 

•¥ a9 


Lancashire 


n 


29.8 


1041 


10.55 


94.1 


i6i!8 


- 1.7 


„ 


99 


99 


19.15 


1941 


165.0 


- 1.9 


French 


n 


W 


19.50 


19.76 


166.8 


164.5 


- 14 


20.1 


30.3 


1 1. TO 


II. 14 


95.5 
165.4 


97.1 
162.3 

167.6 


+ 1.7 


99 


n 


19.87 


1948 


- 1.9 


99 


w 


W 


20.57 


20.16 


166.6 


+ a6 



Locomotive Boilers^ page 304. 

The experimental trials from which the evaporative performances of loco- 
motives have been tabulated, table No. JO^ pages 306, 307, have, of course^ 
been conducted under various conditions. There is, nevertheless, a remark- 




JOO MO M0 4«0 CM M« 

Fig. 141.— Plotted Results of Performance of LocomotiTe B<Mlen. 

able degree of harmony amongst them, for, when reduced for a surface-ratio 
of 75, and plotted as in fig. 141, they are seen, with a very few exceptions of 
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sarly date, to follow the laws of evaporative performance already enunciated. 

I the performance of the boiler of the primitive KillingworJh engine, 

I the evaporative efficiency is increased by one-half to represent the 

ralue of coke compared with coal as imperfectly burned in that boiler, — 

Erange as well as should have been expected, with those of other locomotives. 

Bin fact, the improved Killingworth boiler exhibits a performance above the 

genera! average; but there is not room, for it within the scope of the 

diagram. The two Bury engines, Nos. 1 2 and 1 3, of table No. 70, stand 

considerably within the range of the diagram. They were tlie original 

I four-wheeled engines of the London and Birmingham Railway, and con- 

I Bumed I cwL of coke per hour on a square foot of grate. They danced 

I about on the rails, and pitched unbumt fuel through the tubes; and the 

I marked inferiority of their performance is easily accounted for. 

Select for special illustration the group of engines of the Great 

I Western Railway, — Nos. 14 to 24, in table No. 70, with the exception of the 

" Hercules," because it primed considerably when it was tried. The trials. 
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though reduced to a single entry averaged for each class of engine, were 
very numerous, amounting to 200 trials in all. Reduce the tabulated 
quantities of coal and water per square foot of grate per hour, in the pro- 
portion of the squares of the respective surface -ratios for each class of 
engine, to the square of the ratio 75, which is assumed as a good practical 
ratio for locomotives. The results of the reductions are given in the table 
No. 81, cols. S and 6. Let these be plotted as in tlie diagram, fig. 142, in 
I which the base-line AB represents coke per square foot of grate per hour. 
I For the several reduced cokes in column 5 of the table, set up ordinates. 
I according to the vertical scale, representing the respective quantities of 
[ water in column 6, and mark the positions by crosses, as shown, to which 1 
L the reference numbers are attached. Draw the straight line CD to take a 1 
Lmean path through the crosses. It cuts the ordinate from the beginning j 
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of the base at D, the height of which, AD, measures lOO lbs. The vertical 
BC, for 350 lbs. of coke, measures 2880 lbs. of water, equal to 100 lbs. 
(constant) + 2780 lbs., or 100 lbs. + (7.94 x 350 = 7.94^). The inclined line 
in fig. 142, is the same as that based on much wider averages, in fig. 141 ; and 
one formula will serve for all. That is to say, using good coke as fuel, the 
evaporative performance of locomotive boilers in which the flue-tubes are 
spaced sufficiently apart to admit of a free circulation of water around 
them, is substantially embraced by the following formula when the surface- 
ratio is 75, which is a good practical ratio: — 

w = 100 + 7.94^ (coke) (21) 

For any surface-ratio, the general formula is, — 

w = .0178/^ + 7.94^ (coke) (22) 

Table No. 81. — Locomotive Boilers on the Great Western Railway.— 
Proportions and Results of Evaporative Performance. 









Coke per Square Foot of 


rWater per Square Foot of Grate per Hoar, 


Nos. 






Grate per Hour. 












of Trials, from 
table No. 70. 


Grate-area. 


Sur&ce-ratio. 




Reduced as the 














Squares of the 


Reduced m 
the same 

Ratio as for 
the Coke. 


Caloilated 


Dufereooc 








Actual. 


Surface- 
ratios for 
Ratio 75. 


from 0^5 by 
Formula (azj. 


by 
Fonnnls. 


X. 


a. 


3. 


4- 


5. 


6. 


7- 


8. 




square feet. 


ratio. 


Ibi. 


lbs. 


Iba. 


lbs. 


per cot. 


16 


II.4 


41 


97 


324.6 


2665 


2678 


+ .50 


17 


I2.S 


48.6 


76 


181.O 


1558 


1537 


-1-35 


18 


13.6 


51-4 


69 


146.9 


1274 


1266 


- .63 


14 


13.4 


52 


138 


287.1 


2391 


2380 


- .46 


19 


II.7 


70 


91 


104.4 


924-3 


929 


+ -54 


20 


18.44 


74 


69 


70.9 


644.2 


633 


-1.70 


21 


13.67 


78 


84 


77.7 


769.1 


717 


-6.67 


24 


23.62 


79 


75 


67.6 


581.3 


637 


+ 9.64 


22 


21 


92 


82 


54.5 


542.3 


532 


-1.84 


23 


21 


92 


90 


59-3 


548.7 


575 


+ 4.74 



The nearness of the quantities of water to the mean line of the diagram, 
fig. 142, is remarkable. Calculating them from the values of c in column 5 
of table No. 8i, by formula (21), the results are given in column 7 of the 
table, and in column 8 are shown the differences between these and the 
reduced values in column 6. 

Using good coal as fuel, the formulas for the coal-burning locomotive 
boilers in table No. 70, pages 306, 307; namely, Nos. 31-34, fig. 13S, and 
Nos. 39-41, fig. 136, are: — 

Nos. 31-34, S. E. R. Nos. 39-41, L. & S. W. R. 

For surface-ratio 75 a/ = 5o + 9.6^ w = ^o + g,S2c (23) 

For any surface-ratio «/ = .oo9r* + 9.6^. ...w = .009 r* + 9.82^.... (24) 

In contrast with the performance of regular locomotive boilers, the 
performance of the boiler of the torpedo-boat, table No. 71, page 308, is 
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instructive. Plotting by crosses, as in fig. 143, the quantities of water 
evaporated, as from and at 212"* F., per square foot of grate per hour, for 
the relative consumption of coal, — Nixon's Navigation, — and drawing the 
straight line CD, to pass evenly through the crosses, it is seen that the 
vertical AD represents a constant of no lbs. of water, and that the 




A-i 



Fig. 143.— Plotted Results of Performance of the Thomeycroft Boiler. 



vertical BC measures 713 lbs., or no lbs. constant+603 lbs. variable. As 
tfr^= 1 10 = ^x32.8' (the surface-ratio squared), a is equal to (110-^32.8' = ) 
.00978. Again, 603 lbs. of water-?- 100 (the corresponding consumption of 
coal by the diagram) =6.03; and the equation for the boiler is — 



w .oog^Sr^ + 6,o^c; or, say, 
w .oo98r' + 6r 



(25) 



Here it is remarkable that, whilst the coefficient, .0098, of the constant, is a 
little greater than that for the locomotive coal-burning boilers, the co- 
efficient, 6, of the variable, — the multiplier of the* coal consumed, — is less 
than two-thirds of that of the locomotive boilers ; showing that the conditions 
of the boiler for evaporative efficiency are comparatively unfavourable. 
The most obvious cause of inferiority is the shallowness of the fire-box, in 
consequence of which the grate is placed nearly at the level of the lower 
flue-tubes, and one-third or one-fourth of the tubes must necessarily have 
been blocked by the fuel. The fuel lay from 9 inches to 14 inches deep at 
the tube-plate, and no doubt, with so limited a run, a portion of the gaseous 
products passed only half-consumed into the flue-tubes. 

Portable-Engine Boilers, page 308. 

These boilers are arranged in the table No. 82, in the order of the 
surf and the water per square foot of g^ate are reduced 
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for the ratio 50, columns 5, 6, from which has been deduced, by plotting, 
as in fig. 144, the formula, — 

w = 2o + &.6c (26* 

For any given surface- ratio, the general formula is, — 

a/ = .oo8r* + 8.6f (27) 

The calculated quantities of water, column 7, by formula (26), follow 

closely the reduced quantities, column 6, except in the first three instances, 

Nos. 12, I, and 8, where they 




are much in excess. In these 
instances, the excessive re- 
duction of the grate has 
involved a material depar- 
ture from the normal dis- 
position of a fire-box, espe- 
cially for No. 8, in which 
the grate was reduced to 
one-third of its normal area. 
The surface -ratios were 
driven up to 102. 94.5, and 
8g. The first two boilers. 
Nos. 12 and i, have the 
greatest numbers and the 
smallest diameters of tubes. 
The drift of the evidence 
goes to show that fewer 
tubes, of latter diameter, do better for the combustion of coal, the circu- 
lation of water, and the absorption of heat. 

There is another exception. No. 3, with a surface-ratio 33, in which the 
calculated quantity of water is twice as much as the reduced actual quan- 
tity. The excess in this case is satisfactorily accounted for by causes which 
were pointed out by the judges in their report' 

Looking to the evaporating capabilities of the portable-engine boilers in 
their ordinary condition, with unrestricted grates, it may be useful to show 
at what rates they are capable of evaporating water from and at 212°, in the 
uniform ratio of 10 lbs. of water per pound of coal consumed. For the cal- 
culation of these rates, the formula (9), page 314, may be employed. It is. 




E-B 



The value of E is 10, of B is 8.6, and of a is .008; and, by substitution, 
.OoSr' 

. .=:H^- (=9) 

' "The engiiie was indiCrerent1)r manageA" . . . " It would appear (hit the boili 
one-hftlf, ot talher less than one-hnlf, its duly in making steam." — Report of Ikt Judges, page l| 
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y this formula, the value of c^ the quantity of coal consumed per square 
)ot of grate per hour, is found, when the surface-ratio r is given for each 
oiler. Thence, multiplying by the grate-area, is found the total quantity 

able No. 82. — Portable -Engine Boilers — Relations of Coal and Water. 

Calculations of evaporative perfonnance for surface-ratio 50. 









Coal per Square Foot 


Water pel 


r Square Foot of Grate ] 




Grate- 




of Grate ] 


)er Hour. 


per Hour for Surface-rado 50. 1 




Reduced in 








No. of 


area as 


Surface- 




the Ratio 


Reduced 


Calculated 




BoUer. 


Reduced 


ratios. 




of the 


in the 


from Col- 


Difference 




for 




ActuaL 


Squares of 


same 


umn 5, by 


by For- 




Trial. 






the Surface- 
ratios for 
Ratio 5a 


Ratio. 


Formula 
(a6). 


mula. 


(0 


(a) 


(3) 


(4) 


(S) 


(6) 


(7) 


(8) 




sq. feet 


ratio. 


lbs. 


lbs. 


lbs. 


lbs. 


percent. 


12 


2.0 


102 


31. 1 


7.473 


69.28 


84.27 


-1- 21.6 


I 


3.0 


94.5 


15.7 


4.395 


44.96 


57.80 


-»- 28.5 


8 


2.37 


89 


20.4 


5.73 


60.11 


69.28 


+ 15.2 


2 


3.2 


69 


12.8 


6.721 


79.51 


77.80 


— 2.1 


a 


» 


» 


12.5 


6.564 


77.52 


76.45 


- 1.4 


10 


3.5 


54 


20.7 


17.75 


176.2 


172.6 


- 2.0 


6 


3.2 


50 


9-53 


9.53 


103.8 


102.0 


- 1.7 


4 


3-75 


45 


10.32 


12.72 


140. 1 


129.4 


- 7.6 


7 


4.7 


34 


13.0 


28.11 


262.3 


261.7 


- 0.2 


3 


5.1 


33 


14.8 


33.97 


155.9 


312.10 


-1- lOO.O 


II 


5-0 


26 


13.6 


50.30 


451.1 


452.6 


+ 0.3 



Table No. 83. — Portable-Engine Boilers — Calculated Evaporative 

Performance. 

From and at 212° F., at the rate of 10 lbs. of water per pound of coal. 



No. of Boiler. 


Surface- 
ratio. 


Grate-area. 


Coal Consumed per 
Hour. 




'n > J 


Per Square 
Foot of 
Grate. 


Total 


Total Water jcYaporatco 
per Hour. 


I 
10 

6 

4 

2 

12 

9 
7 
3 

II 


ratio. 
64 

54 
50 

45 
41 
37 
35 
34 
33 
31 

26 


square feet. 

4.4 

3.5 
3.2 

3.75 

5.3 

5.5 

4.3 
4.7 

5.1 
6.13 

7.2 

5.0 


lbs. 
23.40 
16.66 

14.30 
11.57 
9.60 
7.82 
7.00 
6.60 
6.22 
5.50 

4.23 
3.86 


lbs. 

102.96 

58.31 

45.76 

43.24 
50.88 

43.01 

30.10 

31.02 

31.72 

33.71 

30.45 
19.30 


lbs. 
1029.6 

583.1 
457.6 

432.4 
508.8 

430.1 
301.0 
310.2 
317.2 

337.1 

304.5 
193.0 


cubic feeL 

16.50 

9.34 

7.33 
6.93 

8.15 

6.89 

4.82 

4.97 
5.08 

5.40 
4.88 

3.09 


Averages, 


40 


4.84 


9.14 


44.24 


442.4 


7.09 


To evapor-^ 
ate 8 cubic 
feet of>- 
water per 
bour, J 


40 


5.46 


9.14 


49.92 


499.2 


8.0 
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of coal per hour; and ten times the coal is the quantity of water. In this 
way the preceding table, No. 83, is calculated; in which the boilers are 
placed in the order of their surface-ratios. It is seen that No. 2 boiler is 
capable of evaporating, at the given rate of efficiency, 8.15, say 8, cubic feet 
of water per hour. This is just i cubic foot per nominal horse-power:— 
all the boilers having been designated of 8 horse-power. No. 11 boiler 
would only evaporate 3 cubic feet per hour, at the given rate of efficient, 
whilst No. I is capable, by calculation, of evaporating 16 j4 cubic feet 
per hour. As has already been seen, there is reason, in the design of its 
tube-surface, for doubting whether No. i is capable of so good a per- 
formance. 

Standard Average Practice for Portable-Engine Boilers, — The last line of 
the table No. 83 may be assumed as a standard result of average practice 
for portable-engine boilers of 8 nominal horse-power. The following data 
may be taken, in round numbers : — 

Nominal horse-power 8 H.P. 

Area of fire-grate 5.5 square feet 

A rea of heating surface 2 20. o „ 

Ratio of heating surface to grate-area, or surface-ratio.. 40 to i. 

Coal of good quality consumed per hour. 50 lbs. 

Do. do. per horse-power per hour 6.25 lbs. 

Do. do. per square foot of grate say 9 lbs. 

Water evaporated from and at 212° F. per \ 

hour, at the rate of 10 lbs. per pound > 500 lbs., or 8 cubic feet 

of coal ) 

Do. per horse-power 62.4 „ or i „ 

Do. per square foot of grate, ) 
91 lbs say [ 90 » or 1.45 „ 

GENERAL FORMULAS FOR PRACTICAL USE. 

By the French experiments with stationary boilers, the Lancashire and 
French boilers were, by the formulas (18) and (19), page 319, identical in 
performance ; and the so-called " Fairbairn " boiler was nearly as effective as 
these, — within 3^ per cent The three forms of boiler may, therefore, be 
accepted as equally efficient ; and they may be classed with the Wigan boiler, 
as of equal efficiency, with the same coal, and with the same management 

The performance of the Howard boiler, likewise, is conformable to the 
formula for the Wigan boiler; and the Howard boiler is a type of the 
"sectional " kind of boilers. 

The formula for the Wigan boiler is, therefore, applicable to all sta- 
tionary boilers, other than multitubular, with good coal and good man- 
agement. 

The performances of the Newcastle and the Wigan marine boilers, 
pages 315 and 317, are nearly alike. Thus, for a surface-ratio 30, the 
corresponding quantities of water iv, for different rates of coal c^ per square 
foot of grate per hour, are as follows: — 



6-5 


213.6 


b-5 


334.0 


o.o 


10.4 


0.O 


4.6 
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CoaL , £-10 3o 30 40 lbs. 

Newcastle boiler 

Wigan boiler : 

Differences 

Less than Wigan 0.0 4.6 6.3 ;.i per cent 

Halve the difference, and take a mean of the formulas; the mean will 
a satisfactory general formula for marine boilers: — 

Newcastle w = .02i56r' + g.7i^ 

Wigan a/ = .oi/-'+ 10,75^ 

Mean a/ = .oi6f'+ lo.zsc (30) 

For coal-burning locomotive boilers a mean of the two formulas adduced, 
(23) and {24), page 322, which are nearly identical, will be a satisfactory 
formula : — 

S. E. Railway iti-.oogr' + g.tc 

L. & S. W. Railway w^.oogr* + g.$2e 

Mean w^.oogr' + g.y^ (31) 

The general formulas which have been deduced are here collected 
together: — 

JRirmu/as for ike Relation of Coal and Water consumed in Steam Boilers per square 
foot of grale-area per hour, and the ratio of ike heating surfaee to the area of the 
fire-grate. 

Water Dken as Evaporated fcDBi uiil it iii* F. 

Stationary boilers w = .Q222r*+ 9.56^ (32) 

Marine boilers , w= .oi6r'+ 10.35 c (33) 

Portable-engine boilers w= .ooSr*-(- 8.6f. {34) 

Locomotive boilers (coal-buming).. «"= .oo9r'+ 9.71:. (35) 

Locomotive boilers (coke-buming).. H' = .oi78r'+ 7.94^ (36) 

Limits to tlte Application of tke Formulas (32) to (36). 

There are minimum rates of consumption of fuel below which these 

irmuias are not applicable. The limit varies for each kind of boiler, and 

varies with the surface- ratio. It is imposed by the fact that the maximum 

raporative power of fuel is a fixed quantity, and is naturally at that point 

if the scale, say E in fig. 139, page 314, where the reduction of the rate of 

combustion for a given ratio procures tlie absorption into the boiler of the 

whole of the proportion of the heat which is available for evaporation. In 

&e combustion of good coal the limit of evaporative efficiency may be taken 

as measured by I2J^ lbs. of water from and at 212" F.; and in that of 

good coke by 12 lbs. of water from and at 213° F. The dotted line EA, 

1 39, represents the correct course of the diagram towards the zero point, 

indicating a constant proportion of w= 12.5^, for coal; or w= \2c, for coke. 

To ascertain the minimum rates of combustion of coal for stationary 

ilers, to which the formula (32) applies :^The limit is reached when w 

imes equal to 12.51:; or when i2.5i- = .0222r*-t-9.S6i:, or .0222r' = (i2.s — 

'"2.94^. By reduction, t='-TTT'* = -°°7SS'*- ^^^ ^ given surface- 
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ratio r, the limiting value of c is found by multiplying the square of the 
ratio by .00755. 

For the other kinds of boiler, the limiting values of c are found in the 
same way. They are here placed all together: — 

Stationary boilers. limiting value oic =.oo75sr*. 

Marine boilers „ „ =.oo7r*. 

Portable-engine boilers „ „ =.oo2r*. 

Locomotive boilers (coal-burning)..'... „ „ =.oo325r*. 

„ „ (coke-burning).... „ „ =.oo44r*. 

For lower values of c^ or consumptions of fuel per square foot of grate 
per hour, the values of w^ the corresponding quantities of water, are simply 
12.5 ^ for coal, and 12 ^ for coke. 

The annexed table, No. 84, contains the limiting values of c for given 
surface-ratios r. 

Table No. 84. — Minimum Values of r, or Minimum Quantities of Fuel Con- 
sumed PER Square Foot of Grate per Hour, for gfven Surface-ratios, 

TO WHICH THE FORMULAS (32) TO (36) ARE APPLICABLE. 



Stationary 

Marine 

Portable 

Locomotive (coal-buming) . . . 
Do. (coke-burning) . . . 



Locomotive (coal-buming) . . . 
Do. (coke-buraing) . . . 



SURPACB-RATtOS. 



10 



15 



20 



30 



40 



50 



Minimum Consumption of Fuel per Square Foot of Grate per Hoar. 



lbs. 


Ibe. 


IbL 


lbs. 


lbs. 


lbs. 


.2 


.7 


1.7 


3-0 


6.8 


I2.I 


.17 


•7 


1.6 


2.8 


6.3 


II. 2 


•05 


.2 


.4 


.8 


1.8 


3-2 


.1 


•3 


•7 


1-3 


2.9 


5-2 


.1 


.4 


I.O 


1.8 


4.0 


7.0 



lbs. 
18.9 
17.5 

5-0 
8.1 

1 1.0 



60 



II. 7 
16 



70 


SURPACB- 

75 


-RATIOS {cO 
80 


ntmu4d). 
90 


100 




159 

21 


1 8-3 
25 


20.8 
28 


26.3 
36 


32.5 

44 



The only limit to the application of the formulas (32) to (36), to 
ascending values of r, or quantities of fuel per square foot per hour, is 
the limit of endurance of the fuel itself under the action of tlie draught: 
— from 100 lbs. to 120 lbs. per square foot per hour, for ordinary hard 
coal or coke. Beyond this limit the fuel is liable to be shaken and 
partly dispersed, unconsumed, by the force of the draught; although coke 
has been known to withstand the draught of a locomotive when consumed 
at the rate of 1 30 lbs. per square foot per hour. 

Applications of the General Formulas for the Evaporative 

Performance of Steam Boilers. 
The table No. 85 contains the relative quantities of fuel consumed and 
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/ater evaporated, for surface-ratios and rates of combustion per square foot 
f grate per hour, within the range of ordinary practice. 



'able No. 85. — Evaporative Performance of Steam Boilers, for Increas- 
ing Rates of Combustion and Different Surface-ratios. 

For best coal and best coke ; surface-ratio 30. 



Kind of Boiler, 
and Fuel. 



Stationary, coal, 
formula (32). 



Marine, coal, for- 
mula (33). 



Portable, coal, 
formula (34). 



Locomotive (coal- 
burning), 
formula (35). 



Locomotive (coke- 
burning), 
formula (36). 



Water from and at 
2X2* F. per Hour. 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coke 



Fuel per Square Foot of Grate per Hour, in pounds. 



lbs. 
62.5* 
12.5 



62. 5* 
12.5 



50 
10 



57 
1 1.4 



56 
II. 14 



10 



lbs. 
116 

11.56 



117 
11.69 



93 
9.3 



105 
10.5 



95 
9.54 



15 



lbs. 
163 



168 
11.25 



136 
9.01 



10.26 



135 
9.02 



20 



lbs. 

211 

10.56 



219 
10.95 



179 
8.95 



202 
10.10 



8.75 



30 



lbs. 

307 
10.23 



322 
10.69 



265 
8.83 



299 
9.97 



254 
8.47 



40 



lbs. 

402 

10.06 



424 
10.61 



I. 



51 

77 



396 
9.90 



33* 
8.^«; 



35 



50 



lbs. 

498 

9.96 



527 
10.54 



437 
8.74 



493 
9.86 



8.03 



Surfoce-ratio 50. 



Kind of Boiler, 
and Fuel. 



Stationary, coal, 
formula (32). 



Marine, coal, for- 
mula (33). 



Portable, coal, 
formula (34). 



Locomotive (coal- 
burning), 
formula (35). 



Locomotive (coke- 
burning), 
formula (36). 



Water from and at 
a 1 2* per Hour. 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coke 



Fuel per Square Foot of Grate per Hour, in pounds. 



5 



lbs. 
62.5* 
12.5 



62.5* 
12.5 



62.5* 
12.5 



62.5* 
12.5 



6o' 
12.0 



10 



lbs. 
125* 
12.5 



125* 
12.5 



106 
10.6 



120 
11.95 



I20' 
12.0 



15 



lbs. 

187. 5* 
12.5 



187.5* 
12.5 



149 
9.93 



168 
11.20 



164 
10.91 



20 



lbs. 
247 

12.33 



245 
12.25 



192 
9.6 



'7 

).85 



2; 
10. »5 



203 
10.16 



30 



lbs. 

342 

II.4I 



348 
11.58 



278 
9.27 



314 
10.45 



283 
9.42 



40 



lbs. 

438 
10.95 



450 
11.25 



364 
9.10 



411 
10.26 



362 
9.05 



50 



lbs. 

534 
10.67 



552 
11.05 



450 
9.00 



508 
10.15 



442 
8.83 



Surface-ratios 75. 



Kind of Boiler, 
and Fuel. 



Locomotive (coal- 
burning), 
formula (35). 



Locomotive (coke- 
burning), 
formula (36). 



Water from and at 
2 1 a* per Hour. 



Per square foot 
Per lb. of coal 



Per square foot 
Per lb. of coke 



Fuel per Square Foot of Grate per Hour, in pounds. 



30 



lbs. 

342 
".39 



338 
11.27 



40 



lbs. 

439 
10.97 



418 
10.44 



50 



lbs. 

536 
10.71 



497 
9.94 



60 



lbs. 

633 
10.65 



576 
9.61 



75 



lbs. 

778 
10.37 



695 
9.26 



90 



lbs. 

927 
10.26 



815 
9.05 



100 



lbs. 

1020 
10.20 



894 
8.94 



* These quantities fall below the scope of the formulas for the water, as explained in 
\tticxi. 
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It is seen that, with the surface-ratios 30 and 50, the boilers are in the 
order of evaporative efficiency as follows: — 



Surface-ratio 30. 

Marine. 

Stationary. 

Locomotive (coal-buming). 

Portable. 



SURPACB-RATIO 5a 

Marine. 
Stationary. 

Locomotive (coal-buming). 
Do. (coke-burning). 
Portable. 



Locomotive (coke-burning). 

Portable-engine boilers are clearly inferior in efficiency to coal-buming 
locomotive boilers, and they may be constructed like these with sensible 
advantage. 

Table No. 86. — Equivalent Weights of Best Coal and Inferior Fuels. 

To be used with formulas (32) to (36), page 327. 



Relative 






Relative 






Relative 






Heating Eau 
Power of We 


ivalent 


Equivalent 
V^eight of 


Heating Equ 
Power of Wei 


ivalent 


Equivalent 
Weight of 


Heating 


Equivalent 
Weight of 


Equivalent 
Weight of 


ight of 


ight of 


Power of 


Inferior Bes 


tCoaL 


Inferior Fuel. 


Inferior BesI 


tCoaL 


Inferior Fuel 


Inferior 


BestCoaL 


Inferior Fad 


Fuel. 






Fuel. 






Fuel. 






best 


i:oal=x. 


best coal=z. 


best< 


coalsx. 


befttcoalax. 




best coals X. 


best coal=i. 


100 I. 




I. 


70 


70 


1.43 


40 


.40 


2.50 


99 


99 


1. 01 


69 


69 


1.45 


39 


•39 


2.56 


98 


.98 


1.02 


68 


68 


1.47 


38 


.38 


2.63 


97 


97 


1.03 


67 


67 


1.49 


37 


•37 


2.70 


96 


96 


1.04 


66 


66 


1.52 


36 


.36 


2.78 


95 


95 


LO5 


65 


65 


1.54 


35 


•35 


2.86 


94 


94 


1.06 


64 


64 


1.56 


34 


•34 


2.94 


93 


93 


1.08 


63 


63 


1.59 


33 


.33 


3-03 


92 


92 


1.09 


62 


62 


I.61 


32 


•32 


3-13 


91 


91 


1. 10 


61 


61 


1.64 


31 


.31 


3-23 


90 


90 


I.II 


60 


60 


1.67 


30 


•30 


3-33 


89 


89 


1. 12 


59 


59 


1.69 


29 


•29 


3-45 


88 


88 


I.I4 


58 


58 


1.72 


28 


.28 


3.57 


87 


87 


1. 15 


57 


57 


1-75 


27 


.27 


3-70 


86 


86 


1. 16 


56 


56 


1.79 


26 


.26 


3.85 


85 


85 


I.18 


55 


•55 


1.82 


25 


.25 


4.00 


84 


84 


1. 19 


54 


•54 


1.85 


24 


.24 


4.17 


83 


83 


1.20 


53 


•53 


1.89 


23 


.23 


4-35 


82 


.82 


1.22 


52 


•52 


1.92 


22 


.22 


4.55 


81 


.81 


1.23 


51 


•51 


1.96 


21 


.21 


4.76 


80 


.80 


1-25 


50 


•50 


2.00 


20 


.20 


5.00 


79 


•79 


1.27 


49 


.49 


2.04 


19 


.19 


S-27 


78 


■78 


1.28 


48 


.48 


2.08 


18 


.18 


Hi 


77 


■77 


1.30 


47 


•47 


2.13 


17 


.17 


sM 


76 


.76 


1.32 


46 


.46 


2.17 


16 


.16 


6.2$ 


75 


•75 


1-33 


45 


•45 


2.22 


15 


.15 


6.67 


74 


.74 


1-35 


44 


•44 


2.27 


14 


.14 


7-H 


73 


•73 


1-37 


43 


■43 


2.33 


13 


' *« 


«&» 


72 


.72 


1.39 


42 


.42 


2.38 


1 " 






71 


.71 


1.41 


41 


•41 


2.44 
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Employment of the Formulas (32} to (36) for Fuels of Inferior Heating 
Power. — 1st To find the evaporative performance of a given weight of 
inferior fuel, per square foot of grate per hour. Substitute, for the given 
weight of inferior fuel, the equivalent weight of best coal, and find by 
the formula the water evaporated. 

The equivalent weight of best coal is found by multiplying the weight 
of inferior fuel by the number in column 3 of the table No. 86, opposite 
the relative heating power of the inferior fuel. 

2d. To find the weight of an inferior fuel required for a given eva- 
porative performance. Find, by the formula, in its inverted form, on 
the model of the equation (28), page 334, the weight of best coal required, 
and substitute for this weight the equivalent weight of the inferior fuel. 

The equivalent weight of inferior fuel is found by multiplying the 
weight of best coal by the number in column 3 of the table, opposite 
the relative heating power of the inferior fuel. 

A table of relative heating powers of fuels is given at page 66.' 



Chapter XXXll.— MECHANICAL STOKERS. 

The earliest form of mechanical stoker, or mechanical means of sup- 
plying fuel to the furnace, appears to be that of Mr. Wm. Brunton, who 
patented his system, June 29, 1S19, and gave evidence upon it on the 30th.* 
He had had it at work experimentally at the Eagle Foundry, Birmingham, 
during two years previously, The fire-grate was circular, and revolved on 
a vertical spindle driven by machinery. A year later. May 31, 1S20, eight 
" fire regulators," as he called them, had been erected under waggon boilers, 
and set to work. The grate was 5 feet in diameter, having an area of 
20 squire feet, and made 10 revolutions per hour. The consumption of 
fuel was at the rate of three bushels, or about 240 lbs. of coal per hour in 
London, and 3 cwts. in Lancashire; or from 12 lbs. to 17 lbs. per square 
foot of the grate per hour. The coal was discharged from a hopper in 
regulated quantities, by means of a toothed roller, upon every part of the 
grate in succession, as it slowly revolved ; and the gases distilled from the 
fresh coal passed over the fuel which was in a more advanced state of 
ignition. Thus, by equal and regular distribution of fuel, a thin fire, and 
a good draught; by dispensing with the opening of the fire-door for 
stoking; and by the equal treatment of every particle of fuel delivered on 
the grate, smoke was completely prevented, and a reported saving of over 
I per cent of fuel was effected. In Staffordshire, the refuse small coal, 

* The late Dr. Rankine constructed n formula, according 10 whicli tlie efficiency of fuel for eirft- 
"Tled in terms of ihe surfnce- ratio simply, ll appears from the results of experiments 
«t thnt such a formula is not based on correct principles. Sec Dr. R-inkioe's pl-pcs J 
ativc Power of Fnel," in the Transatfioni of tht InsOlution of Engitttn im Su^^ 
Also, Sttam Engj'nf ami olAcr Jyime Afirrm-t, tSsj; page 293. 
i Ctmimttee on Sleam Enginei -amd Ftmtaut^^^^ 
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previously unused, was beneficially consumed on Mr. Brunton's grates, with 
an efficiency equal to 70 per cent of that of the saleable coaL The cost 
of the apparatus was ^£^300, including a royalty of £60 or £70?^ 

Mr. John Steel, of Dartford, sent, for the Select Committee of 1819^ a 
description of his revolving grate, on a vertical spindle, fed from a hopper 
by means of a toothed roller, resembling in principle the Brunton grate. 

Mr. John Stanley, July 27, 1822, patented the employment of a fan on 
a horizontal axis, in conjunction witii a hopper and fluted feed-rollers at 
the front of the grate; the purpose of the fan being to project and scatter 
the broken fuel over the grate. He improved on this arrangement by a 
system patented October 22, 1834, in which a pair of fans or dispersers 
were placed on vertical spindles, for the better projection of the small coal, 
which was passed between two plain rollers, by which it was crushed to a 
uniform small size. The dispersers consisted of rapidly-revolving discs 
having radiating flanges or arms for scattering the coaL 

Mr. J. G. Bodmer, May 24, 1834, and October 5, 1843, patented a 
system by which the fire-grate was moved inwards from the doorway, by 
a slow traversing movement, to the bridge, where the fire-bars, which were 
laid transversely, and were framed in sections, were dropped and returned 
to the front on rails. In Mr. Bodmer's later practice the fire-bars were 
returned by means of a pair of return-screws. The forward screws were 
"drunk'' in the middle portions of their length, so as to give a slig^tiy 
reciprocating movement to the bars, and so to prevent the formation of 
clinker cake. The fuel— coal-slack — ^was supplied from a hopper. One of 
these grates was at work at Old Ford, near Bow, in 1843, g}^ feet long 
and 30 inches wide. Another, 15 feet long and 27 inches wid^ was at 
work on the Croydon Railway. The work was satisfactory; and smoke 
was entirely prevented.* 

Mr. John Juckes, September 4, 1841, patented his system of mechanical 
firing, by means of travelling fire-bars, connected to form endless chains, 
passing over two rollers or wheels. The bars are moved slowly from front 
to back, at the upper side, returning to the front at the lower side ; and in 
doing so they carry the small coal supplied from a hopper, in a layer of a 
regulated depth, into the furnace, where it is gradually coked, and con- 
sumed as it advances. One result is complete prevention of smoke. In 
September, 1842, comparative trials of Juckes' furnace and an ordinary 
furnace were made and reported to the City of London Smoke Committee 
by Messrs. Easton and Amos. The boiler was cylindrical with hemispheri- 
cal ends, 4 feet in diameter and 20 feet long, underfired. Ord's Redhugh 
coals were consumed, and whilst they evaporated 7.73 lbs. of water per 
pound of coal with the common furnace, 8.65 lbs. was evaporated with 
Juckes' furnace, showing a saving of about 11 per cent by the Juckes 
furnace. Mr. Juckes mentions the result of an experiment he made to bum 

^ Report of the Select Committee on Steam Engines and Furnaces^ 182a 

' See Mr. Bodmer's paper **0n the Combustion of Fuel in Furnaces and Steam Boflers," in 
the Minutes of Proceedings of the Institution of Civil Engineers^ 1846; voL v. page 362. 
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gas-tar in mixture with small coal, in the proportion of 20 lbs. or 30 lbs. 
of tar to 100 lbs. of coal. The mixture was rolled in in the course of 
ten minutes. "There was not the shadow of a shade of smoke at the 
chimney-top."' 

Mr. Samuel Hall, February 20, 1845, patented a system of reciprocating 
inclined fire-bars, in which air was introduced through openings all round 
the furnace above the fuel. He patented an improvement, March 19, 1849, 
in which the inclined bars are reciprocated by means of an eccentric motion, 
and the air is introduced only at the doorway, as in fig. 145. The fuel is 
supplied from a hopper, between 
which and the brickwork there are 
three cast-iron plates, between which 
two narrow passages are formed for 
lUpplying sheets or streams of air 
over the fuel at the front of the 
furnace, the supply being regulated 
by means of a valve. The air is 
heated in its passage between the 
plates. Clinker and ash are collected 
on and removed by a sliding shelf scaiei/Bo. 

at the foot of the grate. An inclined plate is placed across the ash-pit 
nder the fire-bars towards the back, to direct the supply of air for the back 
part of the furnace, between the bars, in order to cool these and heat the 
By another inclined plate, near the front, the supply of air through 
the grate may be regulated. The rate at which the coal was supplied was 
adjusted by the speed of the eccentrics, which was usually about twelve 
turns per hour. It is in evidence that Mr. Hall's furnace worked well, 
amokelessly, and economically. 

Messrs, T. & T. Vicars, in two patents of July 4, 1867, and October 16, 
1868, devised a method of feeding small coal from a hopper at the front 
ty pushing it into the furnace, by means of two pistons or "pushers," 
assisted by movable fire-bars, having an alternated longitudinal recipro- 
■cating movement. 

In the current practice of mechanical stoking, the stokers are of two 
classes; those which operate by delivering the coal-slack at the front, and 
coking it gradually whilst it is pushed backwards on the fire-grate towards 
the far end; and those which operate by spreading or scattering the fuel 
over the surface of the fire. Several apparatus were shown at the Smoke 
Abatement Exhibitions at South Kensington and Manchester, which have 
been tested by the writer there and elsewhere. 

FIRST CLASS OF MECHANICAL STOKERS. 

The Vicars Mechanical Stoker. — In the system of Messrs. T. & T. Vicars^ 
iigs. 146, in which, as was stated, small coal and slack are fed automatical 



1 Report /mm t/u Sd«t Cammtta m Smoke J'mtnlum, 1843; pagEs 72-76. 
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into the furnace, the fuel is fed from a hopper into two cases or boxes, from 




which it is gradually pushed, by reciprocating plungers alternately, into tlie 
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fireplace, when it falls on tlie fire-bars, which, by a slow reciprocating move- 
ment, carry the burning mass gradually backwards. Such unconsumcd coa! 
as reaches the end of the grate-bars, together with the clinker and ash-refuse 
carried back, are discharged over the ends of the fire-bars into the flues, 
wherein they form up and maintain a bank, which acts as a bridge, closing 
the far end of the ash-pit, and on which the combustion of the precipitated 
fuel is, in due course, completed. The fire-bars are usually 2'/i feet in 
length, with a perforated dead-plate 12 inches long; thus practically the 
extent of grate is 3f^ feet. An ordinary bridge of brickwork is built in 
the furnace-tube or flue, at a distance of 4 feet from the ends of the 
fire-bars. 

The supply of fuel and the travel of the fire-bars are regulated with 
facility, independently of each other, by means of a simple mechanical 
combination, for which motive power is required. The travel of the bars 
may be adjusted of any length, from a state of rest to a maximum of 
4 inches. The alternate fire-bars are lowered and drawn towards the front 
of the furnace, and then all the fire-bars travel inward together. The 
motion is derived from a driving shaft, on each end of which an eccentric 
is fixed, working a ratchet-wheel and pawl, by which a transverse shaft at 
the front is caused to revolve. By means of cams on this shaft the hori- 
zontal movements of the fire-bars are effected. The speed of this motion 
can be regulated to from 30 to 120 turns of the shaft per hour. The 
furnace can, when required, be fed by hand through a doorway between 
the two pushing rams. 

A Lancashire boiler, fitted with the Vicars stoker, has frequently come 
under the inspection of the writer, 20 feet long, 8 feet in diameter, having 
two flues 2 feet 10 inches in diameter, and worked at a pressure of 50 lbs. 
per square inch. Previous to the application of the stoker, the boiler was 
worked with smokeless Welsh coal, at iSj. per ton hand-fired, of wliich 
2.08 cwL was consumed per hour, costing u. loyid. Since the Vicars 
stoker was applied, ordinary household slack, at 8s. per ton, is used on the 
same duty, and consumed at the rate of 2.18 cwt. per hour, costing loVjt^. 
per hour, and saving is. per hour, or 53 per cent, when compared with the 
previous practice. The mechanical stoker works without producing any 
visible smoke at the chimney top. 

Equally good results of performance of the Vicars stoker are reported 
from the Southwark and Vauxhall Water Works, Hampton. Four of 
the steam boilers, Cornish, 6 feet in diameter, 28 feet long, with a 
3>^-feet Hue and fire-grate 6 feet long, were worked by hand-firing, using 
Welsh coal at i6s. 6d. per ton. They were afterwards fitted with the 
Vicars stoker, having 3j^-feet grates, using bituminous slack at 13J. per 
ton. 

The leading results of the comparative trials are given in table 
No. 87. The conditions are the same for the two series of trials: continuous 
action day and night ; the state of the dampers ; and the number ol days' . 
trial 
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Table No. 87. — Trials of the Vicars Mechanical Stoker v. HAND-FiRiKa 



I 



Date of trials 

System of stoking. . . > 

Number of days* trial, 24 hours per day 

Number of hours 

State of dampers 

Designation of coal 

Area of fire-grate, total 

Coal consumed 

Do. per hour per boiler 

Do. do. per square foot of fire-grate 
Clinker and ash 

Do. do. per cent 

Water evaporated 

Do. do. per hour per boiler. 

Do. do. per pound of fuel 

Price of fuel per ton 

Cost for fuel per 1000 gallons evaporated.... 



April 13-19,1886 
Hand-firing 

7 
168 

Half-closed 

Welsh 

84 square feet 

37 tons 10 cwts. 

1. 1 25 cwts. 

6.00 lbs. 

915^ cwts. 

12^ 

72,730 gallons 

108.3 „ 

8.65 lbs. 

16/6 

8/6.09 



July 21-27, 1 886 
Vicars 

7 
168 

Half-closed 
Bituminous slack 
45.6 square feet 
91 tons 16 cwts. 

2.73 cwts. 
26.9 lbs. 

129^ cwts. 

7>^ 
169,670 gallons 

252.5 w 

8.25 lbs. 

13/0 
7/0.40 



These results show a saving of is, s,6gd. per 1000 gallons evaporated, or 
17.3 per cent in cost for fuel, with an increase of 133 per cent of evaporative 
power. 

In another case, at the Hydraulic Power Company's station in South- 
wark, four Lancashire steam boilers, 28 feet long, 7 feet and 7J4 feet in 
diameter, are worked with the Vicars stokers, and a Green's economizer 
of 96 pipes. In one of the boilers, on trial, 353.3 gallons of water was 
evaporated per hour, by 392 pounds of rough small bituminous coal, from 
76°.2 F., into steam of 82.5 lbs. pressure per square inch; or 9.01 pounds of 
water per pound of fuel. From the results of trials conducted by Professor 
Kennedy and Mr. B. Donkin, jun., 10.65 pounds of water, or 12.4 pounds 
from and at 212'' F., was evaporated per pound of Nixon's Navigation small 
coal.^ 

Knap's Mechanical Stoker, — Mr. Conrad Knap patented a system of 
mechanical stoking, figs. 147, in which, as in the Vicars system, the fuel 
is pushed on to the grate. The hopper from which the fuel is fed is pro- 
vided with an adjustable plate, by which the supply to the crushing and 
feeding roller, which slowly rotates, may be varied, or entirely cut off. 
After passing the roller, the coal falls down an inclined plane to the front 
of the pusher, by which it is delivered over a curved distributor— curved 
transversely, in order to equalize the fall of the coal over the width of the 
grate. Five of the fire-bars are movable, and six are fixed. The movable 
bars are worked at the front end, and rest on a cross-bar, to which a hori- 
zontal reciprocating motion and a slight vertical movement are given by 
means of a pair of side-levers working on a pivot By these levers, also, the 
pushers are moved. The grate is overarched with fire-brick for about one- 
half of its length, to aid in completing combustion and prevention of sm^ 

* These results are derived from a paper on ** The Distribution of Hydraulic Power ^ 
by Mr. E. B. Ellington, in the Proceedings 0/ the Institution 0/ Civil Engineers^ iSSy-S? 
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The Knap stoker was tested by the writer for the Smoke Abatement 
Committee, at the Chalk Works, Grays, Essex, in October, 1881. The fire 




was not regularly maintained, and the smoke, though of slight average 
density,— No. 2 on the smoke -scale, —was continuous. The maximum 
density of smoke was No. 4, 

Si'ic/air's Mecltanical Stoker. — In Mr. Geoi^e Sinclair's apparatus, 
figs. 148, the coal is fed into the furnace from a hopper, and the feed is 
varied by the adjustment of the stroke of the ram to from \% inches to 
4 inches. The fire-bars are in five groups or sections, each section consisting 
of three bars, of which the outer bars are flanged, and the centre bar is of a 
herring-bone form, interlocking with the inner edges of the outer bars of the 
section, which are similarly serrated. The far end of the centre bar is 
bevelled at its bearing surface, and rises on a cross-bearer as it is pushed 
back, so as to break up clinker at the further end of the furnace. The 
motions of the fire-bars and the ram are taken from a five-throw crank-shaft 
placed in front of the boiler, from each crank of which a short connecting- 
rod gives motion to a section of bars. The shaft is driven by means of a 
spur-wheel and a pinion, and a belt-pulley, and can be thrown out of gear 
by a clutch. The crank-shaft makes one turn in \% minutes. 

Results of a test-trial of the Sinclair boiler at Dalkeith, have been given 
at page 273. 

The apparatus was tested at the Smoke Abatement Exhibition by the 
author. It was applied to a Cornish boiler 5;.^ feet in diameter, 14 feet 
long, with a flue-tube 3 feet in diameter. The boiler was not set in brick, 
nor was it covered; and the burned gases passed directly through the tube 
lo the chimney. In the course of the trial, which lasted for 7 hours, burning 
'■•el was consumed at the rate of 232 pounds per hour, or 19.4 Ibt 
■f fire-grate per hour. Twenty cubic feet of water 1 
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evaporated per hour, or at the rate of 5.36 pounds per pound of coaL 
This low rate of efficiency is 
accounted for by the condi- 
tions of the boiler, chiefly the 
flash-flue, from which the gas- 
eous products passed direct to 
the chimney. But, looking to 
the high rate of combustion of 
the fuel per hour, it is remark- 
able that the boiler was worked 
with an entire absence of 
smoke. The clinkers were 
worked off automatically and 
effectively from the far end of 
the grate in large rolls. 

Holroyd- Smith s Meduaii- 
cal Stoker. — In Mr, Holroyd- 
Smith's Helix Furnace-feeder, 
illustrated in connection with 
the steam boiler of Hawkesley, 
Wild & Co., the slack fuel from 
the hopper descends into a 
horizontal trough laid across 
the front of the boiler, at or 
about the level of the fire-door, 
in which it is traversed by 
means of a feeding -screw 
movement From this trough 
the fuel drops into three longi- 
tudinal troughs at right angles 
to it, passing into the fireplace, 
and connected by perforated 
castings, to form up the grate. 
The fuel is moved by screws 
in these troughs, one in each 
trough, into the fireplace, where 
it is at the same time lifted 
in consequence of the thrust- 
ing action of the screws, in 
the manner of an under-feed. 
These, the longitudinal screws, 
are double - threaded, of from 
S inches to 10 inches in pitch, 
and of tapering form, being 
5 inches in diameter at the 

front, and 2j^ inches at the far ends; and they are 45^ feet in length. Thqf 
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; at the rate of one turn in 38 seconds in tlie special trial that was 
inducted by the author for the Smoke Abatement Committee, at the 
rinting works of Messrs. Unwin, near Ludgate Hill. London, in November, 
I. The apparatus was applied to an inside-fire boiler. Slack, the fuel 
i, was consumed at the rate of 181 lbs. per hour, or 11. 78 lbs. per square 
: of grate per hour. The feed-water was consumed at the rate of 
' cubic feet per hour, or 9.22 lbs. per pound of fuel. A considerable 
ischarge of smoke was made, resulting from the frequent levelling of the 
, which was raised into ridges, in consequence of the mode of feeding 
the fuel by isolated propelling screws. The maximum smoke-shade 
as No. 10 of the scale, — dark brown; — the average smoke-shade was 
o. 4.5 ; and smoke was visible during 16 per cent of the whole time. 
M'DougalVs Mechanical Stoker.— T\x\^ stoker, like others, feeds the fuel 
by pushing it into the furnace, and carrying it back by means of recipro- 
cating fire-bars. The fuel descends from a hopper by gravitation, and i.s 
pushed in upon and over the coking-plate by the agency of a ram, to which 
a reciprocating movement is communicated by means of an eccentric on a 
transverse shaft, and an arm which is slotted to receive an adjustable pivot, 
so that the travel of the ram may be varied. The ram is of less height of 
frontage at the middle than at the sides, in order that the greater proportion 
of fuel may be delivered next the sides of the furnace. The feed of the 
fuel is also adjusted by means of a vertical sliding-plate. The coking-plate, 
upon which the fuel is first deposited, projects a short distance into the 
furnace, to facilitate coking; and it is provided with apertures for the 
admission of air to ignite the fuel before it reaches the bars. All the fire- 
bars are movable; tliey are supported at their outer ends on a transverse 
shaft, called " the eccentricated shaft," a shaft formed of a series of cranks or 
eccentrics having a throw or stroke of half an inch, turned out of a solid bar 
of steel on three centres pitched at angles of 120 degrees. Each bar is 
carried by its own eccentric, and its motion is one-third of a revolution 
before or after that of each of the contiguous bars. The bars thus acquire 
a compound longitudinal and vertical movement at the front, whilst their 
inner ends rest on a bevelled cast-iron bridge, rising as they advance 
inwards, and the neighbouring bars falling as they are drawn outwards. 
I By these combined movements of the bars the fuel is carried inwards, and 
I the clinker is broken up. The motion of the eccentricated shaft is derived 
lifrom a cone-pulley of three speeds. 

The M'Dougall stoker at the Irkvale Chemical Works was tested under 
[the direction of Mr. R. B. Longridge, in order to ascertain the comparative 
I merits of mechanical and hand firing on a Lancashire boiler. 7 feet in 
fidiameter, 30 feet long, with two flues 2 feet 9 inches in diameter, and 
1 five conical water-tubes in each flue, and 27;^ square feet of grate-area. 
I The boiler was the middle boiler of three in a group. The flues had 
1 been swept three days previously, and the adjacent boilers were continued 
tat work during the trials; whilst the manhole cover had been removed, and^ 
|be steam generated in the middle boiler was dischai^ed under atmosphei; 



1 



340 



PRINaPLES AND PERFORMANCE OF STEAM BOILERS. 



pressure. Tyldesly coal slack was used. The fire-bars for faand-firii^ 
were of an ordinary pattern, 5 feet long, Ji inch thick, with ^-inch 
air-spaces. The fire-bars for the machine were also 5 feet in length, 
with two narrow slots in the width. The flueway over the bridge was 
12 inches high. Four days' trials were made, of 24 hours each, two 
days for machine-firing, and two days for hand-firing. In hand-firing 
the alternate system was adopted, and a regular thickness of from 
6 inches to 9 inches of fuel was maintained on the g^tes. 

In the course of the first trial of the mechanical stoker, with rapid com- 
bustion, the poker was used twelve times to loosen the clinker adhering to 
the bars, after which the clinker was gradually pushed by the machine itself 
to the back end of the grate, and over the bridge into the flue» from whidi 
it was drawn at intervals, through a doorway beneath the bridge. During 
the second (rial, with slower combustion, the poker was only used twice; and 
on the conclusion of this test, after fifty hours of continuous working, die 
thickness of clinker on the bars did not exceed half an inch. For eighteen 
hours during the last trial it rained without ceasing; the boiler had only 
a covering of brickwork for protection. The flues were then swept out, 
after which the fires were lighted and steam got up for firing by hand. 
With the more rapid combustion, the fires had to be cleaned seven tiam 
in the course of the twenty-four hours, and five times during the trial 
with the slower combustion, besides the cleaning which was found necessary 
between these trials to clean out the air-spaces. Table No. 88. 



Table No. 88. — ^Trials of the MT>ougall Mechanical Stoker 

versus Hand-firing. 



No. of trial 

System of firing. 

Duration of trial 

Coal consumed 

Do. do. per hour 

Do. do. per hour per ) 

square foot of grate-area j 

Ash and clinker, per cent 

Temperature of feed-water 

Quantity of water evaporated... 

Do. do. per hour 

Do. do. per pound of coal... 
Do. do. do. from and at ( 

2X2° F I 

Average temperature in the ) 

side-flues, near the dampers J 
Average temperature of the ) 

atmosphere J 



I 
Machine. 


2 
Machine. 


3 
Hand. 


24 

15,904 
663 


24.2 

1 2,096 

500 


24 

15*904 
663 


24 


18.3 


24 


II. 8 


ii.i 


10.9 


44^ 

1 796.5 

74.85 

7.05 


44° 

14303 
59.60 

7.38 


45° 

1602.6 

66.76 

6.29 


8.27 


8.66 


7.48 


622^ 


578° 


642^ 


54° 


56° 


56° 



4 
ELand. 

24 hours. 

12,096 pounds. 

504 



99 



18.3 

10.8 per cent 
46** F. 
1324. 1 cubic feet 
5S-20 „ 
6.83 pounds. 

8.00 „ 

569° F. 
57° F. 



Here is shown a gain of 12 per cent in evaporative efficiency, in 
the machine-stoking over hand-firing, at the higher rate of combustion, 
and of 8 per cent, at the lower rate of combustion. 
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■"■MECHANICAL STOKERS. 

The author had occasion to test the M'Dougall mechanical stoker, at 
the Crescent Bleach-works, Salford, in July, 1SS3, for the National Smoke 
Abatement Committee. The boiler was 7J^ feet in diameter, and 30 feet 
long, having two flue-tubes 3 feet in diameter, with grates 5 feet 2;4 inches 
lit length, making a combined area of 31 '^ square feet of grate. The trial 
lasted for six hours, during which time 28 cwt. of slack was consumed, 
being at the rate of 45^ cwt, or 523 pounds per hour, or 16.7 pounds 
per square foot of grate-area per hour. Of feed-water, 457.3 cubic feet 
was evaporated at atmospheric pressure, being at tlie rate of 76.32 cubic 
feet per hour, or 9.10 lbs. per pound of slack from 57' F., equivalent to 
10.56 lbs. per pound of slack, from and at 212° F. The fires required 
to be opened up eleven times in the course of six hours, or every half 
an hour, arising probably from the fact that the rate of feed was excessive 
in relation to the capacity of the fire-bars for carrying in the fuel; and 
the feed was suspended several times, making together 100 minutes of 
rest for the left-hand feed, and 50 minutes for the right-hand feed, yet 
the fires were bright near the back of the furnace. The deficiency of 
the carrying power of the fire-bars may be accounted for by their very 
limited traverse — }4 inch to and fro — the shortest travel that has come 
under notice. The excentric bearings for the fire-bars, exposed to a 
considerably high temperature, required to be greased at intervals of 
three-quarters of an hour. 

SECOND CLASS OF MECHANICAL STOKERS. 
Henderson's Mechanual Stokcr.-~\vi this stoker, the slack is charged 
into a hopper, in which it is crushed, as required, and carried downwards 
by a revolving toothed roller, which beats opposite a pressure- pi ate. The 
width of the clearance between the roller and the plate is regulated by 
means of a screw, for the purpose of controlling the feed of coal to the 
furnace. The coal is dropped upon two horizontal fans or propellers. 
ibrmed with fins, by which the fuel is propelled into the furnace upon 
'^the fire-grate. The fans are caused to revolve on vertical spindles, by 
friction- wheels, which are below them and support them, the wheels 
being keyed on a horizontal transverse shaft driven by means o( worms 
and worm-wheels, by power from a small engine, placed near the boiler. 
The furnace-bars are reciprocated by means of a rocking crank-motion. 
in which there are two sets of cranks at right angles. Whilst every 
alternate bar rises and falls 3^ inch above and ^ inch below the regular 
level, the intermediate bars have a longitudinal movement of i inch to 
and fro, in order to break up clinker as it is formed, and carry it back- 
ward over the bridge, and to cause the coal to travel backward as it burns. 
Mr. Henderson's stoker has been at work on several boilers at the Dean 
Clough Mills of Messrs. Crossley. Halifax. The boilers are 7Ja feet 
in diameter, and 23"^ feet in length, having two flues 3 feet in dia- 
meter. The grates are 3 feet 10 inches in length, having a combined 
area of -;3 .square feet It is stated that 5 tons per day of Charl.ston 



V 



^^ 



#;tf#j>/*«vy i>^ ^ ittmf 




f^'/^f;#l M4»4 w**5* rW*^ </ ^*-A 

7 h^ hf^^s^^^ 6/ fM Af «f fyvil^ ver^ $ feet i mefes 

If f/if;il ^if'^^ /if Vi^ ^\nnf^ (Mt Tf»e feed-water 
<fft4'.f%% Ic/yif^imi//^, »M 9(rA4 Mmrcil t«> the 

7 aMa Hh. A/;, hpmm% 14uMM$it.M, Stock 



Hy*r»*« /ff Ptmintw 



h^n%f% 



TliMit M( w/»rk, 

I'lUsI, .,,. 

I )ri. ( ofimirriftil, )»#ir Iwmr, / wMi. 
Mo. (Iff. /Jo, I .. 

|iri m(. f(if)f of Kf*«*'\ I **' 
1 twil wiiirt i'v»t|iOfiilr(|, mliir ft. 
1'immI w<il(M MHtNUiiiril |irr | 

|Mi|Ml(l lit I iml lioiii ftlllt I lliN, 

III Ji J* I'"., .1 



7,71 

134-7 
to. 39 




I lir M'^iiUm, tulilr No. 8(j. f«lu)W ^;rriitrr (|uan titles of water evaporated per 
\\\y\\\ l>v tlir imH-liHiiiral Mtdkrr thai) by haiui-firini;^: — hy 5 per cent on the 
\\\^\ \U\\ iiiul .\\ \\KV ivnt nn the Hn*oiui day. Likewise, a greater evapor- 
rtUw \Uu UMuy with thr nuThaniral j«tokcr:— by 17 i>ercent on the first day, 
A\\\\ -5<» iH*i wnt \m tlu* MiToiul ilay. The burnt gases from several bottcrs 
\\\')\' \Uh\\*i\%l into \Mio \hiitnu\\\ and there was not an oppoctnnit^r of 
v^tvMs«i\iu^ th^« Hiuokv^xhadcH^ it' ther\' wore any, fnrni the mechanical stoko. 

A. «v*v/»\v .l/v^'iuvKu/ .WivK'^. In Mcs^wrs. James Xewton & Sobs 
WxU'tu. ^luall v\\d. \M xiaek. (ivnn the hopper is dropped mtxi a sbbS 
wsv^^tisU* owi ihs^ vKv< uear the rvvf v^f the doorway — ftom which 
u » * iuv*iv!!^xl tutv* ihv tuMMvv l>v a blast of heated air. delivereti ac rsmc 
»^K\*\a\ ".vi»t .i pijv whwl^ ttavetses the rtves of the botlec ami t hitmgJB. 
v\-> N^ i'^N* It ^x ofwNt S itvasts of a faa The $>-stem was 



W.,-* v^»V Oi 



.'>vv ' .iN\txI>:iv X^'o'S tit a *•:«: and ,& 



MECHANICAL STOKERS. 



345 



lowerful enough to supply all the three boilers at once, one of the three 
fired by hand. It was, in consequence, nearly impracticable to 
distinguish accurately the discharge of such smoke from the chimney as 
night iiave arisen from the test-boiler. The discharge was continuous, but 
die smoke from the test-boiler, so far as it could be distinguished, was 
light in shade. The slack was consumed at tlie rate of 494 pounds per 
hour, or 16.8 lbs. per square foot of fire-grate per hour ; and the fire required 
:casionally to be levelled. The feed-water was supplied at the average 
temperature 140" F. ; and evaporated at the rate of 68 cubic feet per hour, 
r 8.44 lbs, per pound of fuel. The steam was let off from the boiler at 
atmospheric pressure. The boiler was also tested with hand-firing, when 
17.4 lbs. of fuel was consumed per square foot of fire-grate per hour, and 
65.45 cubic feet of water, fed at the average temperature 137° F., was eva- 
porated per hour, or 7.67 lbs. per pound of fuel. 

There was 10 per cent greater evaporative efficiency by the use of the 
mechanical stoker, compared with hand-firing. This result is corroborative 
of the reportof the chief engineer of the National Boiler Insurance Company, 
by whom the boiler had previously been tested. 

Frisbie's Underfeeding Stoker. — As a type of underfeeding furnaces — 
such as have the fuel introduced from below — Frisbie's mechanical fire- 
feeder and furnace, an American invention, may be noticed. It was 
introduced in England in 1872. The fuel is supplied to a circular grate, 
om beneath, through a central aperture, being fed into a cylindrical box 
■ hopper, swinging on pivots, and having a movable bottom or piston. 
When the box is placed aside, for filling, the central aperture is temporarily 
closed by a curved plate or apron fixed to the box at one side, retaining 
Ihe fuel on the grate. When the full box is replaced under the grate, the 
movable bottom is raised until it comes into line with the apron. The 
charge of fuel is thus elevated into the centre of the fire. Economy of fuel, 
with prevention of smoke, are the results of the use of this apparatus. 
iccording to Mr. B. P. Walker, who states that as much as 25 lbs. of coal 
iper square foot of grate per hour have been burnt in it The effect of 
Kfting the piston of the charging hopper, and raising fresh coal underneath 
the burning fuel, is an immediate issue of numerous jets of gas in all direc- 
tions from the conical pile at the centre.' 

In the course of discussion on Mr. Walker's paper. Sir F. J. Bramwell 
referred to a waggon boiler at Woolwich Dockyard, which was at work in 
I846, and was fitted with a mechanical feeder, working from below the 
frate. The fireplace was nearly square, and the fuel was raised through a 
iquare central opening. This mode of firing gave "a beautiful smokeless 
flame;" but there was intense heat immediately above the central part. 
The apparatus was given up and removed, in consequence of the occasional 
difficulty of pushing the shut-off sliding-plate across the opening, through 
Uic coal. 

' Sre Mr, B. V. Walker's Paper "On the Frisbie Mechanical Fire-feeder and Crale for iioilcrs 
i Fiirnaces," in ibe Pmttdissi of the InstUulian »f !Ht(kani((U Enginetrs, 1876. page 318. 
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Chapter XXXI II.— GAS-FURNACES AND POWDERED- 
FUEL FURNACES. 

The idea of transforming solid combustibles into gaseous combustibles, 
as well as of making the first practical application of the idea, is due to 
M. Ebelmen, who, in January, 1842, read a paper at the Academy of 
Sciences, in which he explained the results of experiments which he had 
made at the forges at Audincourt during the preceding year. Twenty 
years later, when Dr. Siemens had accomplished the remarkable practical 
results of his system of regenerative furnace, the gas-furnace came into 
general practical use in the manufacturing industries. Gazogenes, gas- 
generators, or gas-producers, are now generally employed, especially on the 
Continent, in metallurgic operations and many other industries. Gazogenes 
are employed in various forms, suited to the nature of the fuels and the 
duty to be performed. There is a grate at the lower part, nearly horizontal, 
upon which a bed of fuel lies of considerable thickness. The tliickness 
may vary from 2 feet to 4 feet, according to the kind of fuel used. The 
upper part of the furnace is generally at the level of the ground, made 
with one or several boxes, or simple openings, through which the fuel is 
charged. There are also holes through which the fuel may be picked or 
loosened when necessary, and arches that are formed by bituminous fuels 
broken down. These holes are also useful to enable the stoker to inform 
himself of the state of the fire, and to judge of the proper time for intro- 
ducing more fuel. The depth of ordinary gazc^enes varies from 8 feet to 
10 feet. A fireproof damper is adapted to the producer to regulate the 
supply of gas, and to close at any moment the communication with the 
furnace. 

The action of the gazogene is as follows: — In the lower portion the 
fuel is burned, and this may be called the zone of combustion ; higher up, 
the carbonic acid takes up a further equivalent of carbon, becoming car- 
bonic oxide, and this may be called the zone of carbonization ; whilst, at 
the uppermost layer of the producer, hydrocarbons are produced in what 
may be called the zone of distillation. The functions of gas-furnaces are, 
then, to distil and volatilize the fuel into carbonic oxide and hydrocarbon 
gases in the gazogene ; to conduct the gaseous mixture into a combustion- 
chamber — the place where it is required to develop the heat; and then to 
mingle with it the proper proportion of atmospheric air required for ejffect- 
ing its complete combustion. The combustible and the air are in the 
same physical condition — gaseous, so that they may be intimately mixed 
in suitable proportions, and with but a slight excess of air. In the pro- 
ducer of the gas-furnace the layer of fuel is of constant thickness, the rate 
at which the gas is generated and delivered being regulated by means of the 
damper once for all ; and exactly the same conditions are uniformly present 
for the supply of air to be mingled with the gases. Much labour is saved, 
as the fuel needs only be supplied at intervals of from eight to twelve 
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hours; and inexperienced labourers can, without difficulty, be trained | 
become good firemen. 

I. THE FICHET GAS-FURNACE. 

M. A. Fichet/ who had successfully applied gas-furnaces for heating 
gas-retorts in the manufacture of coal-gas, applied them to steam boilers, 
under arrangemenis similar to those he had employed for heating gas- 
retorts. But he was led by the rapid cooling of the flame in contact with 
the surface of the boilers, by which, with bituminous coals, smoke was 
produced, to adopt very different arrangements. He entered upon a series 
of experiments, the results of which led him to the principle on which 
complete combustion was to be attained, without any excess of air mingled 
with the products of combustion: — the intimate mixture, within an inclo- 
sure consisting of refractory substances, of the combustible gases and the 
air, each of them having been divided into thin threads; and the com- 
pletion of the combustion herein, so preventing the contact of any but 
completely converted gases with the surfaces of the boiler. 

The application of the gas-furnace constructed on these principles to 
an ordinary French boiler, at the iron-works of M. MuUer, Ivry, is illustrated 
by fig. 1 5a The ~ 

heaters are 24 inches 
in diameter, and the 
boiler is 4i'/i inches. 
The heating surface 
amounts to 560 sq. 
feet, exclusive of that 
of the feed - water 
heating apparatus. 
The producer is 
l)laced in front of 
the boiler, and below 
the level of the floor. 
The fuel is supplied 
through the box en- 
trance at the top in 
quantities of 200 lbs. 

at a time, every hour; and the cover is closed with a sand-joint The fuel 
falls, when the box-valve is opened, into a hopper where the temperature 
is not considerable, and where, for want of air, combustion cannot take 
place. Thus the fuel is dried and is gradually heated as it descends, until 
it arrives in a hotter region. When it has passed into the -vault, it comes 
into contact with the hot gases in the lower part of the producer, it begins 
slowly to distil at the surface, at the same time falling gradually until it 




a aad l^chel'i Gas-fumacc applied Co 



' See " Eludes sur la Comboslion,' 
CiVi/i, 1874, page 6gy, and a notice 
EMiemy. by D. K. Ckrk, i&So. 



by M. A. Fichet, in the Mimaira dt la SixiMdrs Ingfnimis 
of M. Fichet's expenmenls in Fud, lii Cmitiuslun and 
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arrives within reach of the air, when it is converted into coke^ under the 
pressure of the superincumbent load. During the descent and the pro- 
gressive distillation, the small coal, which has been charged above^ becomes 
agglomerated and yields a dense coke which does not go to pieces during 
combustion, and is, nevertheless, sufficiently porous to admit of the circu- 
lation of air. 

To obviate the loss of heat by radiation through the grate, a swing-door 
is hung at the entrance for air, formed double, and perforated with air-holes 
through which air passes, the air by its circulation preventing the doors from 
becoming overheated. 

As the fuel descends below the crown of the vault, it spreads outwards 
and downwards according to the angle of repose, the sides of the hopper 
being suitably inclined to facilitate the natural action of the fuel The 
gases, as they are produced, ascend and are directed through an inclined 
opening into the chamber g under the boiler, the roof of which is constructed 
with flat pieces of fire-clay, formed with grooves or interspaces^ by which 
the gases ascend into the combustion-chamber. The flow of the gases 
from the producer is regulated by the damper r. When the production of 
steam is to be suspended for some time, this damper is completely closed; 
so also is the damper at the entrance for air. The gazogene may thus 
continue alight for several days ; and it may be restored to its usual state 
of activity in a few hours, when the dampers are reopened. The air for 
combustion is supplied by a pipe, which passes through the exit flue F, 
and is heated in its course. The air is delivered into the chamber n, below 
the gas-chamber^, at each side of which it rises, when it passes to the com- 
bustion-chamber. The air receives additional heat in skirting the gas- 
chamber, and thus acquires a degree of ascensional force by which it is 
delivered with velocity through the orifices where ignition takes place It 
may, therefore, be divided into thin streams, or jets, which meet the streams 
of gas arriving in another direction. Resulting eddies take place, which 
facilitate the mixture of the elements, by which complete combustion is 
accomplished. The fuel is charged into the hopper every hour. The 
stoker finds, with satisfaction, that the less the fire is touched, the better 
it goes. In comparison with a duplicate boiler alongside, worked with an 
ordinary furnace, hand-fired, in which 6 lbs. of water was evaporated per 
pound of bituminous coal, the gas-furnace boiler evaporated, on an average, 
8.90 lbs. of water per pound of coal. 

In applying the gas-furnace to an internally-fired boiler, fig. 151, 
M. Fichet delivered the gases from the passage g^ controlled by a damper, 
into the fire-brick combustion-chamber C, which is constructed within the 
fire-tube at one end. The outer end of the combustion-chamber is provided 
with an inclined door, lined with fire-brick, and pierced with a number of 
holes, into which numerous iron tubes, /, /, are fixed, open at both ends, 
through which the air for combustion is admitted into the chamber C The 
tubes act as nozzles, through which jets of air are blown into the body of 
combustible gas, setting up verj- active combustion. The temperature for 
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combustion is maintained by the fire-brick lining, so that connbustion is 
completed before the flame can touch the surface of the metal. It is 
sometimes found of advan- 
tage to raise a perforated fire- 
brick wali or diaphragm at 
the inner end of the fire-brick 
chamber, substituting, at the 
same time, two long vertical 
sheets of air through the 
door.for the multitubular jets. 
The products of combustion, 
after circulating round the I 
boiler, pass off by the Sues/ I 
and F, to the chimney. \ 

M. Fichet states, as the |_ 
results of numerous observa- 

tion.S, that, in the gases sup- Fig. i!i.—Muller& Fii.hsi'.C«u-fi.mace, applied lom 

plied by the gazogene, there n ema - « 

are frequently not any traces of carbonic acid, sometimes '/i per cent, rarely 
I per cent. In the gaseous products of combustion, there is not a trace 
of free carbonic oxide, and often there is not a trace of free oxygen; 
but. for the strongly bituminous coals, it is necessary to admit an excess 
of oxygen, of from i to ij4 per cent, to ensure the complete absence of 
smoke. This proportion of free oxygen represents an excess of air 
amounting to from 4 to 6)4 per cent. 

I 11. THE WILSON GAS-PRODUCER. 

I The Wilson gas-producer, fig. 152, introduced by Mr. Bernard Dawson, 

is an upright cylindrical chamber of firebrick, having a solid hearth, kept 
nearly full of small bituminous coal. A mixture of air and steam, said to 
comprise 20 parts of air to 1 part of steam by weight, is delivered into the 
lower part of the chamber, the air being induced by two small jets of steam 
from a steam boiler, shown in section, fig, 153. The fuel is resolved into 
combustible gases, — hydrogen, carbonic oxide, and hydrocarbons, — in the 
manner of the ordinary gas-furnace; and the gases pass through a number 
of openings above the level of tlie fuel, into an annular flue, whence they are 
conducted by an underground conduit to the place of consumption. The fuel 
is charged in at the top, which is closed by a pendulous conical valve or plug. 
As applicable for supplying heat to steam boilers, the results of a test- 
trial, in November, 1886, at Apsley Paper Mill, Hemel- Hempstead, con- 
ducted by the author, may be noticed. Four Cornish boilers were fitted 
with two 4-cwt. Wilson gas-producers, for generating steam by gas-firing. 
The boilers are each $li feet in diameter, with a 3-feet furnace-tube, and 
21 feet long; having eight Galloway tubes in each. The producers stand 
side by side in an open yard adjacent to the boiler-house. Each producer 
is cylindrical, 8 feet in diameter, 9 feet high, of firebrick cased in plate-iron. 
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The internal hearth is 5 feet in diameter, having 20 square feet of area, the 




fuel space above the hearth is 4){ feet deep, and the gases pass through 
openings into the annular flue surrounding the ncclc 
or upper part of the furnace, whence they are 
conducted underground to the boilers. Hen 
supply of gas to each boiler is regulated by means 
of a valve. The gas is delivered through the door- 
way, together with air, into the furnace-tube, and 
combustion takes place. 

The four steam boilers are set in a row. I 
boiler was separated from Nos. 2. 3, and 4, and 
was devoted to the generation of steam for sup- 
plying the blast injector attached to each gas- 
producer. The three other boilers were connected 
for the supply of steam to the factory. The feed- 
water was measured separately into No. r boiler. 
The coal used in the producers was cobbles from 
Wyken Colliery, broken up by hand ; charged into 
each hopper about four times per hour. The trial 
lasted five hours. The level of the water in the 
boilers was maintained at the same point at the 

The wii™ Gas-producer; action end of the trial as at the commencement. 

ismia uciar, act ^^^ leading rcsulls of the test-trial are given 

in the following table, Na 90. and for comparison, the results of a six- 




GAS-FURNACES AND POWDERED-FUEL FURNACES. 



351 



days* test which had previously been made with hand-firing are prefixed. 
In this case, the fire-grates were 4 feet 8 inches long, presenting an area 
of 14 square feet for each boiler. 

Table No. 90. — The Wilson Gas-producer. — Hand-firing versus Gas-firing. 



Date of trial 

Kind of trial 

Kind of boilers 

Number of boilers in steam 

Do. do. full steam 

Duration of trial 

Description of coal 

Average pressure of steam per square inch 

Average temperature of the atmosphere 

Coal consumed 

Do. do. per boiler in full steam 

Do. do. do. do per hour 

Do. do. per square foot of fire-grate or I 

hearth / 

Temperature of feedwater 

Water evaporated by boiler in full steam 

Do. do, do. do. per hour 

Do. do. per boiler in full steam 

Do. da do. do. per hour 

Do. do. by No. i boiler (producer)... 

Do. do. do. do. per hour 

Total water evaporated by four boilers 

Do. do. do. per hour 

Water evaporated per pound of coal 

Net do. do. by three boilers in full I 

steam, exclusive of steam for producer. j 

Do. do. do. from and at 212° 



Sept.-Oct., 1886 

Hand-firing 

Cornish 

4 

4 
142 hours 

Wyken cobbles 

57.25 lbs. 

T. c. 

41 6 I II 

10 6 2 10 

163 lbs. 



11.64 



»i 



54" 
8476 cub. ft 

59-69 
2119 

14.93 



» 



» 



5.71 lbs. 



Nov. 19, 1886 

Gas-firing 

Cornish 

4 

3 
5 hours 

Wyken cobbles 
55 Ihs. 
52° F. 

T. C. 

I 14 2 15 

- II 2 5 

258.6 lbs. 

12.93 „ 

57^^^ 



374.02 cub. ft. 
74.80 
124.67 
2494 
33«8o 
6.76 
407.82 „ 
81.56 „ 
6.56 lbs. 

6.02 „ (net) 

6.79 lbs. I 7.16 „ (net) 



The following data may be re-stated for comparison : — 



Goal consumed per boiler in full steam per hour 
Water evaporated do. do. do. 

Water per pound of coal from and at 212° F.... 



Hand-firing. 

163 lbs. 

1493 cub. ft. 

6.79 lbs. 



Gas-firing. 

258.6 lbs. 
24.94 cub. ft. 
7.16 lbs. (net) 



It is shown that the boilers in full steam did two-thirds more evaporative 
duty by gas-firing than by hand-firing; and, with 5 J^ per cent more evapo- 
rative efficiency, after allowance made for steam consumed in blowing the 
producers. 

It is also shown that the weight of steam consumed by the producers 

. 33.80 X 100 ^ ^ , , , , . , ,. 

as — g — = 8.29 per cent of the total quantity generated m the four 

boilers. 

The total evaporative efficiency of the boilers with gas-firing, if no 
deduction be made for the demands of the producers, is expressed ) 
6.56 pounds of water per pound of coal, or an equivalent of 7.81 poun 
from and at 212°, which is (7.81 — 6,79 =) .98 pound, or 14.4 per cent mc 
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efficiency than was obtained by hand-firing. This is an expression of the 
absolute difference of efficiency in favour of gas-firing. The practical dif- 
ference, after making the needful allowance, is as above stated, 5^ per cent 

Smoke was frequently visible at the top of the chimney during the trial 
with gas-firing, ranging from No. i to No. 7 of the smoke-abatement scale: 
This was evidence of deficiency of air or of imperfect mixture of the air 
and the gas. In fact, the furnace doors were 2}i inches open for the whole 
time, to make up a deficiency of air, as the flues were insufficiently laige» 
and the fires were forced, in order to keep up the pressure. At intervals^ 
of course, no smoke was visible, with gas-firing; and there is no good 
reason why, with sufficient draught, gas -firing should not be conducted 
entirely without smoke. 

Comparative trials have been made at Plas Power Colliery, by Mr. John 
H. Darby, in which it was shown by the best result that a greater absolute 
evaporative efficiency was attained of 9.85 per cent in favour of gas-firii^. 
The following was the average composition of the gases produced : — 

Carbonic acid '. 6.26 

Oxygen 0.00 

Hydrogen 14.68 

Carbonic oxide. 33-98 

Marsh gas. 4.73 

Nitrogen S^-S^ 

100.00 

III. POWDERED-FUEL FURNACES. 

The use of coal or other fuels in the form of dust, in currents of air, for 
the generation of heat in furnaces was patented, in 1857, by Mr. John Bourne. 
Mr. T. R. Crampton, in 1873,^ described his experiments in this direction 
with a marine boiler, containing 1500 square feet of heating surface. The 
fire-bars were taken out, and the furnaces were lined with brickwork. A 
combined current of air and powdered coal was injected into each furnace; 
and it is stated that whilst the temperature in the smoke-box was from 
380*" to 400* F., water was evaporated at the rate of from 10 lbs. to 1 1 lbs. 
per pound of coal-powder. " It is impossible," he says, "to produce smoke^ 
as the whole of the volatile matter is produced in the first instance." 

Messrs. Whelpley and Storer devised a system of burning powdered 
coal. Lump coal is reduced to the state of impalpable powder. It is then 
fed, together with air, through a conduit, from which it is drawn by a fan 
and discharged into the front of the furnace through an air-tight aperture: 
In 1876, the system was tested by Mr. Isherwood, for the American Govern- 
ment, under an externally-fired cylindrical boiler, 40 inches in diameter and 
ID feet long, with flat ends, having 74 flue-tubes, 2]^ inches in diameter, for 
the return draught. The draught was continued round the sides of the 
boiler, and the heating surface amounted to 442 square feet The air for 

^ "On the Combustion of Powdered Fuel," in \\\e Journal of the Iron and SUd Instituie, 1873; 
page 91. 



GAS-FURNACES AND POWDERED-FUEL FURNACKS. 



353 



combustion was delivered into the closed ash-pit through a 5-inch vertical 
pipe. The powdered coal was delivered through a ■'-inch horizontal pipe 
The boiler was tried with powdered anthracite, on t! e ne sjstem and th 
lump anthracite burned on an ordinary grate. A b k arch h h as 
used with the dust-fuel, was removed to make way fo the tl lump 

fuel, making an addition of 15 square feet of heat 
ing surface. The results, taken generally, did not 
show any difference between the performance of 
the coal in the lump and as powder. But there 
is reason to suspect that a considerable proportion 
of the dust escaped and was precipitated uncon 
sumed. 

A system of burning coal-dust for generating 
steam, introduced by Mr. G. K. Stevenson, of Val 
paraiso, was applied experimentally to a Cornish 
boiler in Blackfriars, where it was at work in 1S77 
The boiler, figs. 154, was one of two precisely alike 
placed side by side, 5 feet 8 inches in diameter 
and 28 feet 8 inches long, with a fire-tube $}4 feet 
in diameter. A fire-clay retort, 8 feet long, A, was 
placed within the fire-tube. It was perforated with 
numerous J^-inch holes. The fuel was not finel) 
pulverized; it was like coarse powder. The a 
and the powder together, in measured quantities 
proportioned automaticaliy. were driven together 
through the brick pipe B into the retort, and the e 
inflamed. A few fire-bricks were placed in the flue 
to form a bridge. From the results of compara 
tive experiments' it appears that, under the same 
circumstances, the boiler evaporated S.3 lbs. of 
water per pound of powdered coal, against 6^ lbs. 
per pound of lump coaL The quantity of air de- 
livered for combustion, per pound of powdered coal, 
was just 12 lbs., or exactly such as was chemically 
consumed in effecting complete combustion; yet, ^"^^ 

it is said, no smoke was produced. — 

As with gaseous fuel, so with powdered fuel, it \\\ li ■ 

conducting inclosure is necessary for ensuring complete conibubtioi 




Chapter XXXIV.— FACTORY CHIMNEYS. 

The natural draught of chimneys is excited by the comparative levity 
1, of the hot gases in the chimney, in virtue of the excess of their tcmperatufC^ 
■«bove the temperature of the external air, and their consequent expansion 
' Reported in TAt Engineer, May iS, 1877; paye 336. 
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by heat The movmg force is measured by the difference of the weight per 
unit of base, — say i square foot, — of the column of hot gases, and that ctd, 
column of external air of the same height, — ^the height of the chimney above 
the level of the fire.^ 

The volume and density of air and the burned gases are here juppesed 
to be the same at the same temperature. They zxc, in reality, neaiiy so; 
thu^ the volume of i pound at 62'' F., under J4.7 lbs. pressure per jqoaic 
inch, is, for — 

Air 13.14 cubic feet 

Bumed gases, net is.50 „ 

Mixture of bumed gases and air, 2 to 1 12.71 „ 

Do. do. do. I to I (usual condition)... 12.8a „ 

The work to be done is the lifting of the hot gases. Assuming diat 
there is no internal friction on the walls of the chimney, and that the 
external air has a free rounded entrance at the base, having an area My 
as large as the sectional area of the chimney, and that it is duly bumed and 
expanded at the entrance, the velocity with which the bumed gases would 
ascend would be that due to the height of a prism or colunm of these gases^ 
equal in weight to the moving force, calculated for the same unit of base. 

The height in lineal feet, on a base of one square foot^ is expressed by 
the volume of the prism in cubic feet 

The volume of hot gas increases in the direct ratio of the absolute 
temperature. The volume of one pound under one atmosphere, -at the 
temperature 62** R, or the absolute temperature (62+4619) 523^P^is^as 
before taken, 13.14 cubic feet, and that of an equal weight of the hot gas, 

is 13.14x^^^ = ^1^ T; and, reducing,— 

Volume of i pound of Hot Gas at the normal aimaspheric fntsmrt, 

v--^ (O 

39-8 

V = the volume of the hot gas, in cubic feet 
f = the sensible temperature of the hot gas. 
T' = the absolute temperature of the hot gas = (/' + 461). 

The external air may be taken, meantime, at 62** F. as a standard 
temperature; and if, for example, the absolute temperature T be twice as 
much as that of air at 62^ or (523 x 2 = ) 1046**, the volume of i pound is 

( — ^ = 1 26.28 cubic feet, being twice the volume of an equal weight of air 

at 62°. 

The height of the column of air at 62*, and that of the hot gas at 
(1046—461 =-) 585** sensible temperature, having a base of one square foot, 

^ Mr. Briggs pointed out in ihe Journal of the Franklin Institute^ that, in A still atmoq>heie, the 
column of hot gases may rise unbroken to a level considerably higher than the top of the chimnqTi 
and that insomuch the force of the draught may be augnienteil. 
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weighing i pound each, are, then, respectively 13.14 feet and 26.38 feet. 
Supposing that the height of the chimney is 13-14 feet, tlie same as that of 
the coiumn of air weighing one pound, then the weight of the hot column 

at 585°, of die same height, is 1 ^" ^ = J ^4 pound. The difference of these 

weights is yi pound, which is the ascensional force, and is the weight, as 
was said, of a column 13.14 feet high; and this is the head from which the 
upward velocity is reckoned, being, in point of fact, equal to the height of 
the chimney. The upward velocity due to this height /i, is, 1^8 = ^^ = 
8v'i3.t4 = 29 feet per second. 

From the upward velocity, the weight of gas discharged is found by 
dividing it by 26.2S, tlie height of a column weighing i pound. Then 
(29-5-26.28 = ) i.io pounds is the weight discharged per second. 

Suppose, again, that the height of the chimney is loo feet. The weight 
of a column of external air, 1 foot square, loo feet high, at 62° F., is (100-i- 
13.14 = ) 7.61 pounds; and that of an equal column of hot gas of ttvice 
the absolute temperature is (100-9-26.28 = ) 3.805 pounds. The difference 
(7.61-3.805 = ) 3.S05 pounds, is the ascensional force. It is also the 
weight of a column too feet high, the height of the column being, as 
before,_ equal in height to the cliimney. The velocity due to this height 
is (8V// = 8\'!00 = ) 80 feet per second. The weight of hot gas carried 
off is equal to (8o-t- 26.38 = ) 3.04 pounds per second. 

To vary the illustration, let the hot gases in a chimney 100 feet high 
have an absolute temperature four times that of the external air at 63°, or 
(523x4 = ) 2092°, equivalent to the sensible temperature (2092—461=) 
1631°. The volume, likewise, is quadrupled, and the height of a column 
I foot square, weighing i pound, is {13.12x4 = ) 52.48 feet. Thence, the 
weight of a column 100 feet high is (100-^52.48 = ) 1.90 pounds. But the 
weight of an equal column of external air, 1 foot square, is, as before stated, 
7.61 pounds; and the difference of these weights (7.61 — 1.90 = ) 5.7! pounds, 
is the measure of the ascensional force, equivalent to a column of the hot 
gas (52.48 X 5.71 = ) 300 feet high, which is the acting or ascensional head by 
which the gas ascends. The velocity of ascent due to this head is (8^/1 = 
8v3o6 = ) 138.5 feet per second; and the quantity of gas discharged 
amounts to (138.5^52.48 = ) 2.64 pounds per second. 

It is notable that, although, in this instance, the absolute temperature 
is twice as high as in the preceding instance, producing a much greater 
ascensional velocity; yet the weight of liot gas discharged per second is 
positively less than before. This, apparently an anomaly, is readily 
explained by the relation of density to velocity, according to which the 
density and weight of the hot gases are diminished more rapidly with the 
temperature than the ascensional velocity is increased. There is an inter- 
mediate temperature at which the maximum rate of discharge is attained, 

The process, thus exemplified, for finding the ascensional velocity 
when the temperature of the hot gases is given, and the temperature of I 
4ibe external air is 62^ under one atmosphere of pressure, may be reduced j 
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to an equation. The value given by the formula (i), page 354, is, as 
before explained, equal to the volume or the height of a prism of gas 
I foot square, weighing i pound ; and the quotient of the height of the 

chimney divided by this value, or (h-t^^-) ^^, is the weight of 

the column. Similarly, the quotient of the height of the chimney divided 
by 1 3. 14 feet, is the weight of an equal column of external air at 62^ or 

IT 

. The difference of these quotients is the ascensional force; or 

13.14 ^ 

/= ( JL.- 3^\ and, reducing- 
\I3.I4 T / 

Ascensional Farce of a Column of Hot Gas 1 foot square^ for exUmal iemferaiwn 

62^ F,^ under one atmosphere, 

/=h/.076i-52^\ (a) 



(.0761 -5^«) 



/» ascensional force, in pounds per square foot 
H » height of the chimney, in feet 
V » absolute temperature, Fahr., of hot gases in chimney. 
^« acting or ascensional head, in feet 
f^s ascensional velocity, in feet, per second. 

Finally, the ascensional head A, or the height of the column of hot 
gas of which the weight is equal to the ascensional force, is found by 
multiplying this force / formula (2) by the volume, V, of i pound of 

the hot gas, formula (i). Thus, A=/V=(Hro76i -^\ X-^\ = 

Ascensional Head in the Chimney^ for external temperature 62** F.^ under one 

atmosphere of pressure. 

For a given height of chimney H, the ascensional head varies as the 

I V which is equivalent to ^-3, or to , in which 

523 / 523 ^ 523 

the numerator shows that the ascensional head varies as the excess of 

the sensible temperature above 62** F. 

The ascensional velocity v^ due to the ascensional head A, of the hot gas 

in the chimney, is t; = 8V//, and, by substitution — 

Ascensional Velocity in the Chimney, for external temperature 62® F,j under one 

atmosphere of pressure. 



t< = 8yH^^-ij=8yHx s/^f^ (4)- 

Here, the factor SVH indicates that the velocity varies as the square 
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root of the height of the chimney. For a chimney of a given height, 
when 8VH is constant, the velocity varies as the factor, >y/ 1, 

or A / ^— ^, or A / , in which the numerator shows that the 

V 523 ' V 523 

ascensional velocity varies as the square root of the excess of the sensible 

temperature in the chimney above 62° F. 

But the ascensional head and velocity may be expressed generally for 

any initial temperature of external air, and for any temperature of hot gas. 

In the formulas (3) and (4) the quantity 523**, which is the absolute 

temperature equivalent to 62°, is to be replaced by the symbol T for 

any absolute temperature of external air; whence the general formulas: — 

Ascensional Head in the Chimney for any temperatures ^ under one atmosphere 

of pressure, 

/1 = h(2I^) = h(|^- i\ (S) 

Ascensional Velocity in the Chimney for any temperatures^ under one atmosphere 

of pressure, 

^' = 8\/H(^5;^\=8^/H(y-I^ (6) 

h — acting or ascensional head, in feet 

V = ascensional velocity, in feet, per second. 
H = height of the chimney, in feet 
T = absolute temperature of external air. 
T' = absolute temperature of hot gas in chimney. 

The densities of the external air and the hot gas are inversely 

T'— T D — D' 

as the absolute temperatures ; and — — — = -— ~ — , By substitution in 

formulas ( 5 ) and ( 6 ) : — 

Ascensional Head in the Chimney for any densities^ under one atmosphere of pressure, 

..h(5=£).„(|-) (r) 

Ascensional Velocity in the Chimney for any densities^ under one atmosphere 

of pressure, 

-V^(^)=8xA^) («) 

D = density or weight of one cubic foot of external air. 

D' = density or weight of one cubic foot of hot gas in the chimney. 

The quantity of gas discharged per second, or the " flow of weight," 
Mr. Brownlee defines it, is directly as the velocity, and inversely as 
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absolute temperature, or as =. It has already been stated that the 

maximum discharge takes place at some middle temperature. To exemplify 
the operation of the law according to which this middle temperature is 
determined, take, for instance, the temperature of the external air at 62^ R, 
and a chimney 100 feet high. For the following values of /, the tempera- 
ture in the chimney, — 

62% 100**, 200**, 250°, 300®, 400°, 500°, 600®, 700% 800**, 900% 1000° F., 

the values of the excess temperatures (/'—/), or (T'-T), above 62** F. are, — 

o^ 38^ 138% I88^ 238^, 338°, 438% 538°, 638% 738^ 838-, 938° F. 

The values of the ascensional heads are proportional to these excess 
temperatures, and they are, in parts of the height of the chimne>% expressed 

according to formula (5), by the fraction ( ), or 1^ li, as 

follows: — 

aoo, .070, .260, .360, .455, .646, .837, 1.029, I-220, 1.411, 1.602, 1.79s- 

The ascensional heads in feet, A, for a chimne}" 100 feet higfa^ are by 
formula ( 5 ) equal to the product of 100 by these proportional values: — 

0.00, 7.0, 26.0, 36.0, 45.5, 64.6, 83.7, 102.9, 122.0, 141.1, 160.2, 179.3 feet. 

The ascensional \*elocities, in feet per secoiid, are; by the cqoatioa r=S^i, 

as follows: — 

^o. 21. i, 40,9, 4$,!, 53.9. 64.2, 73.1, Si. I, SS.3, 95.C, ICI.2, ic^.i n> j«rsec 



Os^' 



The quantit\- or weight of gas dischar^[ed per second is proooctSooal to —^ 



or the quotient of the \^locit\- by the absolute tempcritzrcL jetjccs e n ted 
prv>portionaIIy by the numbers, — 

o. ;S> or. 6S. 71. 74, 76, 76.4, 76, 75, 74. 75, 

which are enibcviici c^^icallv in n^. i ^ ^. 

I: :s ar^\aren: :h.it, whilst the ascer^ic^na! head rr»crs^«:S£> r— ^ .-w — V 
nith the cxoc^^s tcn:r>erJLtur«. ar.i the ^^cerrsioaal -v^^rrrr 2:5 tbe sc^iaie 
rw^ v"f the excess tec:pejarure. the w e£^t ci gas cisi.'r.r.—^d. rr tiie *• 5rTr 
o* xvoi^.,^ ii^CTv.jL>cs r'icCw^v toT" ^-Tic •^w^r «.£!mc^TA«.^ir'£^ x^^^am^t^ .'^is ^ : i^^- ^ ' 7: 



. sj>.^ — >: :s ::j: — -: := ^r^ F^ ir:?i., ii ^trzerLl tirrr^s t2je ^f^nnf^^-^n r for 
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maximum discharge by weight is equal to twice the external temperature 

plus 461 : or it is, — / ^ ^ \ , \ 

*^ ^ * * (2/+461)., (a) 

in ^vhich / is the temperature of the external air; showing that the 
temperature for maximum discharge increases at the rate of twice the 
atmospheric temperature. 

At the same time, the quantity or weight of hot gas discharged per 
second varies very little within the wide limits of temperature, 400° to 
icxDO** F., for the external temperature 62^ According to the last line of 
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Fig. 155.— Relation of Weight of Gas discharged to Temperatore at the Chimney. 

values above, it varies between these temperatures, proportionally as 74 to 
76.4 and thence to 73, which shows that the flow of weight is practically 
constant between 400° and 1000°. Even at the lower internal temperature 
300°, the flow of weight is as 71. 

When the absolute temperature in the chimney is twice the external 
absolute temperature, the ascensional head is equal to the height of the 
damney. This condition of equality is simply deduced from the equation 

T IT \ 

( 5 ) for the ascensional head, in which 7^=2, and 1 7p — i I = i; and, there- 
fore, A, the ascensional head = H, the height of the chimney. 

The upward velocity per second, by formula ( — ), multiplied by the top- 
area of the chimney, in square feet, A, gives the volume in cubic feet per 

second passed out of the chimney, 8A V H( — — — V In cubic feet per 
hour the volume is (60x60=) 3600 times as much, or it is: — 

28,800 A\/h7^^ {h) 

To find the quantity of coal from which this volume of hot gases is gener- 
ated, allow, in round numbers, 150 cubic feet of air as at 62° F. chemically 
consumed per pound of coal, and twice that volume, or 300 cubic feet 
of air, as at 62°, or 523° absolute temperature, (T), actually used « 
pound of coal. This is also the volume of the gaseous products; and 
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volume of these products from one pound of coal, for any other temperature 
T, is equal to ( 300X — = ).S74 T'. Dividing the quantity (i) by .574 T, 

and reducing, for the value (62+461 =) 523** of T for the sensible tempera- 
ture 62° F.:^— 

Coa/ Consumed per hour for a chimney of any given dimensions^ and for any 
temperature in the chimney, the temperature of the atmosphere being 62^ K, 
calculated for a perfectly free draught, 

^_ 2i94AVH(r-523) (9) 

C = the potential quantity of coal consumed per hour, in pounds, for a perfectly 

free draught. 
H = the height of the chimney above the fire-grate, in feet 
A = the top-area of the chimney, in square feet 

Such are the leading principles of natural draught in chimne)^; and 
a knowledge of these principles is useful for the guidance of practicians. 
But their operation is complicated by the frictional resistances of the 
flue ways and of the chimney; the resistances of eddies, due to bends^ 
inequalities, and restrictions of flues, besides the resistance of the fire- 
grate and the fuel. There is, moreover, the contraction of the hot gases 
by cooling, and the loss of head by accidental leakages of air through 
openings and flaws in the brickwork, and other diverting agencies. It 
happens thus that, in factory chimneys, the efl*ective draught is but a 
fraction of that which exists potentially in the chimney. Dr. Ure* describes 
a striking example of the "prodigious" difference between the velocity 
of draught according to the abstract law of the difference of temperatures, 
and the actual draught With an ordinary sheet-iron pipe of from 4 inches 
to 5 inches in diameter, attached to an ordinary stove, burning good charcoal, 
the velocity of the draught was measured by means of a stop-watch, and 
the ascent of a puff" of smoke from a little tow dipped in turpentine thrust 
quickly into the fire. The velocities for three trials were as follows: — 

Trial Calculated Expenmental Average temperature 

Velocity. Velocity. in Chimney. 

feet per second. feet per second. 

I 26.4 5.0 190° F. 

2 29.4 5.76 212 

3 34-5 6.3 270 



1 



The chimney was 45 feet high, and the temperature of the atmosphere G^'' F. 

* The process of reduction is as follows : — The volume of hot gases discharged for one pound of 

coal, quantity {a\ is 28,800 A ^ llQ-^^- Substituting for T the no rmal atmo spheric absolute 

temperature (62>46i'' = ) 523°, the expression becomes 28,800 A y/ H ^ ^ ' Dividing by 

.574], and witliclrawing the denominator, $23, from under the radical sign, the expression becomes 

2bboo.\ \ 11( 523 ^ ^^^j^ finally reducing, the quantity of coal, C, that may be consumed per hour, 
.574rx22.S7 L 

with a perfectly free draught, is C = ?'^**'- "^ - ^ ^\ as given in the text. 

2 Ure's Dtitii'ttaty 0/ Arts, Mimn/atitdrtS, at.\i Mints, 1S60; vol. i. page 657. 
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Here, the actual velocity amounted to less than a fifth of the calculated 
velocity. 

Mr. Peter Carmichael tested the performance of three factory chimneys 
at his works at Dundee.^ For several years he had noted the temperature 
of the gases in the flues behind the damper, and at the bottom of the 
chimney, together with the force of the draught For the temperature 
he used small strips of metal about i inch long and ^ inch wide, suspended 
by wires in the flue — namely, zinc, of which the melting point was taken as 
about 700° F.; lead, 600**; bismuth, 500"*; and tin, 440°. From frequently- 
repeated observations, under various circumstances, it was found that the 
temperature was almost uniformly 600° F. behind the dampers: tin melted 
at once; bismuth, geherally in less than a minute; lead, at 600°, when 
the fires were in good condition ; and zinc, the melting point of which was 
taken at 700°, did not melt. The results were unvarying, and Mr. 
Carmichael was led to assume 600° F. as a standard of temperature of 
the escaping gases. The steam-pressure in the boiler was 35 lbs. effective 
per square inch. 

No. I chimney was built in 1854, on an elevation, and served nineteen 
double-flue boilers, of which fifteen boilers were ranged at a level 63 feet 
below the base of the chimney, and the remaining four at a level S6 feet 
below. The gases were conducted from these ranges through a long sloping 
brickwork flue — mostly underground. The chimney was 162 feet high 
from the ground-line to the top. The total height from the firing-level 
to the top of the chimney was 220 feet for the upper range, and 248 feet 
for the lower range. The chimney was gj4 feet square inside at the base, 
and 6 feet square at the top. The upper end was partitioned into four 
parts by a diagonal cross of four leaves, formed upwards with a taper, above 
the top of the chimney, for the purpose of counteracting unfavourable 
winds. The average consumption of coal was about 210 tons for 60 hours* 
work per week. Of the draught of the chimney, the results of ninety 
observations, made in the course of a year or two, showed that the maxi- 
mum draught was ,88 inch of water, the minimum .55 inch, and the 
average .80 inch. Changes of the barometer affected the draught very 
little; it was more affected by wind. 

No. 2 chimney, built in 1844, was 7 feet square inside at the base, 
and 4j^ feet square at the top, partitioned at the top like No. i chimney. 
It was 126 feet high, from the ground level. Seven boilers, having double 
furnace- tubes, were served by this chimney. An average of 75 tons of 
coals was consumed per week of 60 working hours. The maximum re- 
corded force of draught was .875 inch of water; the minimum, .60 inch; 
and the average, .75 inch. 

No. 3 chimney, built in 1864, was 98 feet high from the ground level, 
4j^ feet square at the base, and i}4 feet square at the top, partitioned like 
the other chimneys. One boiler only was connected to this chimney, 

1 ** On Factory Chimneys," in the Transactions of the Institution of Engineers and ShipbuUdtrs m 
Scotland^ March, April, 1865. 
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consuming lo tons of coal per week The maximum draught was .537 
inch of water; the minimum, 45 inch; and the average, .50 inch. 

The areas of outlet at the upper parts of the chimney^ as contracted 
by the diagonal partitions, were as follows: — 

No. I chimney 25 square feet 

No. 2 do. 13.78 „ 

No. 3 da I.7S „ 

Though No. I chimney, when built, was not intended for the service of 
more than twelve boilers, it actually served nineteen boilersL Na 2 chimney 
was designed for four boilers: it actually served seven boilers. So long as 
there were but few boilers to each chimney, soot was collected within the 
chimneys to a considerable extent, and it occasionally caught fire; but as 
the boilers increased in number, the chimneys became free from soot, and 
perfectly clean. The case of Na i chimney was an extreme case; but it 
became more and morft efficient as boiler after boiler was added to it 
No. 3 chimney was designed for a few boilers, and was considered to be too 
large for the single boiler in connection with it, being subject to coatings of 
soot inside, from ^ inch to i >^ inches thick. '' It seems,'^ says Mr. Car- 
michael, " that when the chimney is too wide, the heated air is expanded 
and cooled down, so as to have a sluggish motion favourable to the deposition 
of soot" 

The total grate-area served by No. i chinmey was 731.5 square feet» 
on which i}i tons of coal were consumed per hour, or la/o pounds per 
square foot of grate. The chimney-area gave 4.09 square inches per square 
foot of grate, and 46 square inch per pound of coal consumed per hour. 
If the draught had been entirely free, the required sectional area of out- 
flow would have been .20 square inch per pound of coal consumed per 
hour. The actual area per pound of coal amounted to over two and a 
quarter times the area that would have sufficed for a free unhindered flow.^ 

No. 2 chimney served an area of 269.5 square feet of grate;, on which 
coal was burned at the rate of 2800 pounds per hour, or 1OL4 pounds 
per square foot of grate-area per hour. Per square foot of fire-g^te there 
was 7.4 square inches of chimney-area at the outflow; and there was 
.71 square inch area of chimney per pound of coal consumed per hour. 

^ The area, .20 square inch per pound of coal per hour, is calculated as follows: — ^The height of 
the chimney, including the sloping flue, is taken as 225 feet, the temperature of the gases 6cx>* F. 
The absolute temperature of the gases is (600 + 461 = ) 1061° F., and that of air at 62* is (62 +461 =) 

523" F.; and by formula (6) the velocity »=8>y/225 ^J^- x^=8V225x 1.03=122 feet per 
second. The total volume of gaseous products of combustion of I pound of coal, indading free air, 

is taken at 300 cubic feet, as at 62", or f 300 x - -- = J 609 cubic feet, at 6oo* F. Then 609 x 

7840 lbs. per hour = 4, 774, 560 cubic feet of hot gases per hour, or 1326 cubic feet per second. This 
quantity divided by the speed, 122 feet per second, gives the quotient ia87 square feet, or 1 565 sqmre 
inches, of sectional area of passage-way required; and (1565 -r 7840 lbs. = ) .20 square indi is the 
calculated sectional area of passage-way per pound of coal consumed per hour, for a perfectly 
free flow. 
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Calculated by means of formula (6), page 357, in the manner exemplified 
in the foot-note, page 362, the sectional area of outlet of chimney for free 
flow would be .26 inch per pound of coal per hour. The actual sectional 
area, ,71 square inch, is nearly three times, — exactly 2.71 times, — the area 
for free flow. 

An experiment was made with No, 2 chimney, with a view to determine 
the minimum area of outflow at tlie top consistent with the maintenance of 
the draught undiminished. The upper end was reduced by 2^ square feet, 
to an area of 1 1.03 square feet, without any perceptible effect on the draught 
or the temperature in the chimney. The opening was further reduced by 
as much again, to a net area of 3.30 square feet, when the draught became 
perceptibly affected. For these two experiments, the proportions of out- 
flow-area were as follows, in addition to the results of the chimney in its 
normal condition, which are prefixed for comparison: — 



I 
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Normal condition 13.78 sq. ft. 7.4 sq. in. .7rsq. in. 

ist reduction 11.03 >■ 5'9 » -57 « 

ad reduction 8.30 „ 4.4 „ .43 „ 

Calculated area for free flow 5. 11 „ 2.7 „ 26 „ 

Taking the mean of the ist and 2d reductions, for the probable minimum 
area of outflow by which the normal draught would have continued un- 
affected, say g.66 square feet, or .50 square inch per pound of coal per hour, 
it may be inferred that the sum of the resistances, in this instance, only 
reduced the possible free draught due to a condition of no resistance, to 
one half; and that double the allowance of chimney area that would have 
been sufficient for free draught was required. 

For No. 3 chimney, 9S feet high, serving one boiler, consuming 373 pounds 
coal per hour, the area of grate is taken as 38.5 square feet. Taking the 
■mperature at 600° F.. the required chimney-area at the top, calculated for 
free draught, would have been .78 square feet, or .30 square inch per 
pound of coal consumed per hour; and (.78x144-^38.5 = ) 2.92 square 
inches per square foot of fire-grate. The actual area was 6.55 square 
inches per square foot of grate; and ,68 square inch per pound of coal 
insumed per hour; or respectively two and a quarter times the quantities 
ilculated for free draught. 
Factory chimneys in Lancashire are made with liberal proportions. 
For the service of a range of six Lancashire boilers, 7 feet in diameter and 
30 feet long, having each of them 33 square feet of fire-grate, Mr. Daniel 
Adamson provides a round chimney, 150 feet high, 11 feet in diameter at 
base, and 6}4 feet at the top. The total area of fire-grate is (33x6 = ) 
feet, and that of the chimney-top is 33. iS square feet, of which 
;ere are 24.1 square inches per square foot of grate. The quantity of coal 
consumed, at the rate of, say, 17 pounds per square foot of grate per 
is (17X 198 = ) 3366 pounds per hour; and for the consumption of thi 
a provision of t.43 square inches of top-area of chimney per pound 
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consumed, at the rate of, say, 17 pounds per square foot of grate per hour, ^^^^^M 
is (17X 198 = ) 3366 pounds per hour; and for the consumption of this there^^^^^H 
i s a provision of t.43 square inches of top-area of chimney per pound ^^^^^^^| 
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fuel. Assuming the temperature 600° F. for the escaping gases, the upward 
velocity at the top of the chimney would be, by formula (6), page 357, 100 feet 
per second. The volume of gases discharged, calculated as in the foot- 
note, page 362, is 570 cubic feet per second, for which a chimney-area of 
(570-7-100 = ) 5.70 square feet would be required, being at the rate of 
.24 square inch of area per pound of coal consumed per hour. This cal- 
culated area is only one-sixth of the area actually allowed. 

According to Lancashire practice, a chimney 60 feet high, and 4 feet 
square at the top, may be built for the service of six boilers, each evapo- 
rating 50 cubic feet of water per hour. Allowing 8 pounds of coal per 
cubic foot of water evaporated, 400 pounds of coal would be consumed per 
hour for each boiler, or 2400 pounds per hour for six boilers. The top-area 
of the chimney is (4x4=) 16 square feet, or 2304 square inches, or at 
the rate of (2304-7-2400 lbs. = ), say, i square inch per pound of coal con- 
sumed per hour. Allowing 35 square feet of fire-grate per boiler, there is a 
total grate-area of (35x6 = ) 210 square feet, for which the top-area of 
chimney is at the rate of 11.4S square inches per square foot, and the coal 
is burned off at the rate of 11.5 pounds per square foot of grate per hour. 

For a single boiler of the same dimensions and performance, a chimney 
60 feet high, 2 feet square at the top, may be built. Here there is a top- 
area of 4 square feet, or 576 square inches, at the rate of 16.5 square 
inches per square foot of fire-grate. Coal is consumed at the rate of 
11.5 lbs. per square foot of grate per hour, and 1.44 square inches of 
top-area of chimney per pound of coal per hour is provided. 

For an engine of 50 nominal horse-power, consuming, say, 800 pounds 
of coal per hour, a chimney 60 feet high and 4 feet in diameter at the top, 
may be built. At the rate of 15 lbs. of coal per square foot of grate, the 
area of fire-grate is (800 -r 15 =), say, 54 square feet. The chimney-area is at 
the rate of 33.5 square inches per square foot of grate; and 2.01 square 
inches per pound of coal. 

Mr. Box^ mentions a chimney at Dartford which works well. It 
is a round chimney, 80 feet high, and 2 feet 9 inches in diameter at the 
top. It burns off 10 cwt. of coal per hour, for which the area is equivalent 
to ,^6 square inch per pound of fuel per hour. 

M. Marozeau, of Wesserling,* states that from observations made in 
1846, in two boilers at Breuil, connected to one chimney, 106 feet high, 
having 10.75 square feet of area at the top, 297 pounds of coal were consumed 
per hour, with the temperature 356° F. in the chimney. At that rate, there 
was 5.21 square inches of chimney-area at the top, per pound of coal con- 
sumed per hour. The draught was very good, and sufficient. Calculating 
as before, the required chimney-area at the top would have been .635 square 
foot, or .38 square inch per pound of coal, which is but one-fourteenth 
of the actual area. 

M. Marozeau gives particulars of three other chimneys at Wesserling, 

* A Practical Treatise on Heat, 3d edition, page 126. 

* Bulletin de la SociHe Industrielle de Mulhouse^ vol. xxx. 1 859-60, page 235. 
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square, and all of the same height, 106 feet. The first chimney serves 
five boilers; it is 1.30 metres square at the top, having an area of 18 square 
feet. It burns off iioo pounds of coal per hour, and the area is at the 
rate of 2.36 square inches per pound of coal per hour. The draught is 
excellent The second chimney serves five furnaces, and burns off 880 pounds 
of coal per hour. The area at the top is 1.20 metres square, making I5J^ 
square feet, or 2.54 square inches per pound of coal per hour. The 
draught is good. The third chimney is i metre square at the top, having 
10.76 square feet of area. It serves four furnaces, and burns off 660 lbs. of 
coal per hour, for which there is an area of 2.35 square inches per pound 
of fuel. Here they are at " the limit of a good draught" 

At Dornach, M. E. Burnat^ states, in i860, that there were twenty- 
two boilers in steam, with variable rates of consumption of coal. The 
chimneys were from 88 feet to 124 feet high. For boilers having feed- 
water heaters in connection with them, the area of chimney at the top 
was from 2^ square inches to 6 square inches per pound of coal con- 
sumed per hour; and for boilers without feed -water heaters, the area 
falls as low as 1.70 square inches per pound of coal. Everywhere, the 
draught is satisfactory. 

At the Universal Exhibition of 1878, at Paris, several chimneys were 
erected for the steam service. MM. Beretta and Desnos^ give dimensions 
of six chimneys in brickwork, connected with different groups of boilers: — 



Groups of Boilers. 


Height of Chimneys. 


Inside Diameter 
at top. 


Area of Fire-grate. 


1. Pantin Society 

2. Boyer 

3. Swiss-Belgian 

4. Chevalier-Grenier 

5. Belleville 

6. Fives-Lille 


feet. 

II7.3 
127.9 

105.0 

III. 5 

98.4 
105.0 


feet 

2.95 
2.87 

3.28 

312 

3-94 

2.95 


square feet. 

42.0 

40.9 
128.0 

85.0 
129.7 

47.1 





The first and second chimneys were built by MM. Cordier & Son. 
The Swiss-Belgian chimney was built by M. Joachim, whose general 
practice, though not followed in this instance, is, for combustion at the 
rate of 10 lbs. per square foot of fire-grate per hour, to allow a sectional 
top-area of chimney one-fourth of the area of fire-grate; otherwise, 
36 square inches per square foot of grate. The chimney for the Chevalier- 
Grenier group was built by M. Vassivi^re, the son. 

The leading dimensions, proportions, and results of performance, so 
far as ascertained, of the chimneys heretofore noticed, are given in the 
table No. 91. In column 5 the square root of the height of each chimney 
is given, to be multiplied into the sectional area of the top of the chimney, 
column 7, to give the relative effective capacity of the chimney, column 8. 

^ Bulletin de la SoMi Indusirielle de Mulhouse^ vol. xxx. 

^ Les Nouvelles Chaudih'cs h Vapmr d P Exposition Universelle de 1878. 1 881. 
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This value — the relative effective capacity — is designed to show propor- 
tionally the potentiality or capacity for draught of each chimney, which is 
proportional to the square root of the height, and to the sectional area 
at the top, and therefore also to the product of these values. The relative 
effective capacity per square foot of fire-grate is given in column 1 1 ; and 
per pound of coal consumed per hour, in column 16. The actual chimney- 
top area, column 7, and the fraction of it per square foot of grate, column 
10, and per pound of coal consumed per hour, column 15, contrast with the 
corresponding values calculated as for a perfectly free draught, columns 
17, 18, and 19. The ratios of these two sets of values respectively are 
given in column 20. 

In the first part, or English section of the table, Nos. I to 9, there 
are various margins of chimney-area over and above what would be 
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demanded if the natural draught were perfectly free and unhindered, as 
calculated in column 19. The natural draught due to the height of the 
chimney and the temperature within it — 600" F. — demands from .3o square 
inch to .39 square inch per pound of coal consumed per hour (column 
19); whereas the actual allowance is from .46 square inch to 2.01 square 
inches (column 15); or in round numbers, from twice to six times the 
calculated area. These varying proportions, though widely differing, 
range within the limits of good English practice. The experiment made 
by Mr. Carmichael with his No. 2 chimney, already noticed, the deduction 
from which is noted in No. 3 of the table, is instructive. It shows that 
under the conditions of the trial, the frictional and other hindrances were 
balanced in the allowance of 1.89 times the top-area of chimney calculated 
fbr perfectly free draught: that is to say, about double the calculated 
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requirement in top-area sufficed to provide for all material hindrances 
to draught. The upward velocity calculated, was reduced in fact to 
one-half, or as 2 to i, and the head due to the velocity being as the 
square of the velocity, the ascensional head was reduced in the ratio of 
2^ to i^ or as 4 to i, or to one-fourth. It thus appears that the drag 
or frictional resistance of grate-bars, fuel, flues, and chimney, with restric- 
tions and bends in the thoroughfare, amounted to three-fourths of the 
calculated ascensional head, leaving one-fourth directly applied in inducing 
draught. 

This result of an experimental test is corroborated by the relatively 
low ratios of the calculated and actual top-areas for Nos. i, 4, and 9 
chimneys, in the table, — from I to 2.24 to I to 2.30. It may be concluded, 
as a practical issue, that a top- area of chimney equal to twice the area 
calculated for a given draught assumed to be perfectly free, supplies 
sufficient margin for the production of such draughts ander actual con- 
ditions. 

It is understood, of course, that the boiler is properly tended; for 
certainly there is not much margin for slovenliness aod uncleanliness. 

Nevertheless, there is wanted an explanation of the motive for the 
adoption of such wide margins of top-area as are allowed by Mr. Adamson 
(No. s), and in No. 8, the areas running to nearly six times the calculated 
areas. In these and like cases, provision is made for subsequent extensions 
of boiler power, such as took place with Mr. Carmichael's chimneys, 
Nos. I and 2; with respect to which, as he explained, "when they were 
designed, they were made of large area for the work they were expected to 
do; though, as more boilers were added, it was found that the efficiency of 
the chimneys increased. For instance. No. i was not intended for more 
than twelve boilers; it is now serving for nineteen. No. 2 was intended 
for four boilers ; it now serves for seven. While the chimneys had only a 
few boilers to serve, they collected soot inside to a considerable extent, and 
occasionally the soot caught fire, and burned out in sparks and showers of 
smut. They are now free from soot, and the surface of the bricks is 
perfectly clean." ^ 

In the case of Mr. Carmichael's chimneys the ratios of calculated to 
actual top-areas, as originally designed, must have been above one-half 
more than what is given in the table, for No. i ; and about double for 
No. 2; or about I to 3>^ for No. i, and i to SJ^ for No. 2. 

Turning to the French chimneys mentioned by M. Marozeau, Nos. 10 to 
13 in the table, the actual top-areas of the chimneys of i860 are, say, eight 
times the calculated areas; whilst for the chimney of 1846, No. 10, the 
top-area is seventeen times the calculated area. These allowances are 
larger than any allowance recorded in the table in English practice. Most 
probably the additional resistance due to the serpentine course of the hot 
gases through the feed-water heating apparatus commonly employed in 
France, together with the lowered temperature of the gases when they 

^ TtiUisactions of the Institution oj Jiit^ifucrs ami S':i/^I'uiIJcrs in Scotland^ April 26, 1865. 
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arrive at the chimney, have led up to the apparently excessive proportion 
of chimney-area. This assumption is supported by the evidence of M. 
Burnat, recorded in Nos. 14 and 15 in the table: that larger chimneys 
are required where feed-water heaters are connected with the boilers, than 
where they are not present. It is shown in column 15 that from 2>^ square 
inches to 6 square inches of chimney-area are allowed per pound of coal 
consumed per hour, with feed-heaters; and only 1.70 square inches without 
them. 

The relative effective capacities per pound of coal consumed per hour, 
column 16, of table No. 91, vary correspondingly with the ratios of cal- 
culated and actual chimney-areas, column 20; and they supply just the 
same evidence of the variety of practice in the proportioning of chimneys. 

As the work of the draught, or the "flow of weight," varies as the 
square root of the height of the chimney, whilst it varies directly as the top 
sectional area of the chimney, it is obvious that increase of sectional area, 
whilst it is less expensive, is also more effective than a proportional increase 
of height, for augmentation of the work of draught. For instance, in a 
chimney twice as high as another, of equal top-areas, the work of draught 
is in the ratio of 1.4 1 to i, or by less than one-half more, whilst in a 
chimney of the same height, having twice the top-area of another chimney, 
the work of draught is in the ratio of 2 to i, or twice as much. In every 
case, of course, the chimney-draught is, or ought to be, much in excess of 
what is required, so that whether the chimney be long or short, full or 
slender, the damper may not be required to be kept fully open. 

An instructive example in evidence of the relative effectiveness of top 
sectional area of chimney, is supplied in the case of a gas-works chimney 
303 feet high, which was reduced in height to 243 feet. The top sectional 
area became, at the same time, enlarged by seven-tenths of the original 
area, or in the ratio of 10 to 17. The working power of the chimney was 
correspondingly increased in the ratio of 10 to i8>^: the chimney could 
only work 140 retort furnaces before the alteration, and afterwards it worked 
260 furnaces. At another gas-works, where a new chimney, 120 feet high, 
had been built, the old chimney, which was 165 feet high, was shortened to 
the same height as the new chimney. It was then found, in virtue of the 
enlargement of top sectional area that followed the alteration, to be sufficient 
to do the work for which the new chimney had been built.^ 

In table No. 91, and the discussion of it, the temperature 600° F. has, 
for the most part, been taken as that of the gases in the chimney, either as 
the result of observation, or assumed for argument as probable. This is a 
little more than the temperature 585° F. due to double the volume of gases 
as at 62"" F. But, for the sake of simplicity of treatment, the volume at 
600° is taken as double the volume at 62^ 

Though it has been demonstrated that a factory chimney of double the 
effective capacity calculated for a perfectly free draught, is sufficient for 

^ These particulars of gas-works chimneys are derived from an article on " Chimney Draughts fix* 
Furnaces," in The Mechanical World and Steam- Usei^ s Journal, August 10, 1883; page 297. 
Vol. I. 24 



370 PRINCIPLES AND PERFORMANCE OF STEAM BOILERS. 

the consumption of a given weight of coal per hour, yet a factor of 3 will 
be adopted to ipeasure the ratio of the working effective capacity of a 
chimney to its calculated effective capacity; or, inversely, the working 
draught is taken as one-third of the draught calculated for a condition 
of perfect freedom. By the employment of the factor 3, allowance is 
made for lower temperatures than 600° F. in the chimney, and for special 
resistances of feed-water heating apparatus. Additional margin of security 
is obtained in virtue of the large allowance of gaseous products assumed as 
discharged per pound of coal consumed — 300 cubic feet as at 62** F., which 
is more than twice the volume of air chemically consumed in perfect com- 
bustion. 

It is further taken that the internal diameter of the chimney at the top 
is one-thirtieth of the effective height of the chimney, or the height above 
the level of the fire-grates. This is a satisfactory proportion of diameter to 
height. 

On these data, simple formulas may be constructed for the relations of 

draught or coal-consuming capacity and the dimensions of the chimney. 

The upward velocity in feet per second at the top of the chimney is 8 VHj 

and the quantity of hot gas discharged in cubic feet per second is 8 VH 

X A ; in which H is the height in feet and A the top-area in square feet 

The volume of gas per hour is equal to the quantity (8 VH x A) multiplied 

by 3600, or (60x60); and dividing this volume by (300x2 = ) 600, which 

is the assumed volume in cubic feet of hot gas at 600° F. arising from the 

combustion of one pound of coal, the quotient is the weight of coal that 

can be consumed per hour, with a perfectly free draught. One-third of the 

quotient is the working maximum consumption of coal per hour. Let C = 

^600 

the weight in pounds of coal per hour, then C = ^ X 8^H X A, equal to, 

000 X 3 

by reduction, 16 Vh x A. But the diameter at the top is one-thirtieth of the 

H /H \ * 

height of the chimney, or — -, and the area A = .7854 1 — J . By substitution, 



C=i6VHx.7854(— ) ; and, by reduction,- 



Working Maximum Consumption of Coal per hour, for a chimney of a giiien height: — 
diameter at the top one-thirtieth of the height; temperature in chimney^ 600* F. 

C = .oi4H2VH; or, C = .oi4H2-5 (10) 

C = weight of coal consumed per hour, in pounds. 

H = height of chimney, in feet. 

G = total area of fire-grate, in square feet. 

The total area of fire-grate is deduced from the average rate of com- 
bustion. This is taken, as an average, for the present purpose, at 15 lbs. 
per square foot of fire-grate per hour; and the total area of grate, G, is 
the quotient obtained by dividing by 15, the weight of coal consumed 
per square foot per hour. Or, divide the right-hand side of the equation 
(10) by 15, and reduce; then — 
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Total Working Grate-area for a chimney of a given height: — diameter at the top one 

thirtieth of the height; temperature in the chimney, 600° F. 

^ HVH ^ H2-6 , . 

G = --^^ — ; or G = (11) 

1071 1071 ^ ' 

Inversely, multiply both sides by 107 1; then 107 1 G=H2'*, and 
H = v^io7i G; or— 

Working Height of Chimney for a given total grate-area: — diameter at the top one- 
thirtieth of the height; temperature in the chimney 600° F. 

H = 16.3^^5 (12) 

The following table, No. 92, gives the relative working dimensions 
of factory chimneys, total areas of grate, and maximum consumption 
of coal per hour. The diameters of the chimneys at the top are uniformly 
one-thirtieth of the height of the chimney. The heights advance by 
5 feet, from 40 feet to 200 feet; and the diameters advance by 2 inches, 
from 16 inches to 6 feet 8 inches. The weight of coal consumed per hour, 
column 5, is calculated by formula (10); and the area of grate, column 6, 
is deduced by dividing the values in column 5, by 15, which is taken as the 
average rate of consumption of coal per square foot of grate per hour. In 
column 4 are given the respective top sectional areas of chimney per pound 
of coal. For square chimneys, the length of the side of the square may be 
found by the aid of the column of sides of equal squares usually attached 
to a table of circles ; or, it may be calculated by multiplying the diameter 
by .886. 

The strength, ascensional force, or intensity of the draught of chimneys 
is measurable by a column of water in a syphon-gauge. A pressure of 
I pound per square foot is equal to, or measured by, a column of water 
,1925 inch high. The ascensional force, as already discussed, page 354, is 
the difference in weight on a given unit o( area of a column of air, taken at 
62° R, and a column of hot gas, both columns being of the height of the 
chimney; and the product of the ascensional force in pounds per square 
foot of base by .1925 is the ascensional force expressed in inches of water. 
The ascensional force in pounds per square foot is given by formula (2), 
page 355 ; and, multiplying the right-hand side by .1925, and reducing, the 
following formula is obtained: — 

Force of Draught in Inches of Water, 



w 



= h(.oi46-^\ 113) 



w = Force of draught, in inches of water. 

H = Height of chimney, in feet. 

T' = Absolute temperature, Fahr., of hot gases in chimney. 

For example, in Mr. Carmichael's chimney. No. 2, 135 feet high, noticed 
in page 361, when special observations were made for several days, the 
average temperature of the hot gases was between 500® and 600° F. Taking 
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it at 550** R, the absolute temperature was (S50°+46i*' = ) loii^ The 

lOII 

volume of i pound of the gas is, by formula (i), page 353, V= g = 

25.4 feet, and the weight of the column of hot gas in the chimney is 
(135-^25.4 = ) 5.31 pounds per square foot of base. The volume of i pound 
of air at 62'' F. is 13.14 cubic feet, and the weight of a column of air of the 



Table No. 92. — Relative Working Dimensions of Factory Chimneys, total 

Grate-areas, and Consumption of Coal. 
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197.6 


140 


4 8 


17.12 


.76 


3247 


216.4 


145 


4 10 


18.32 


-74 


3544 


236.2 


150 


5 


19.63 


•73 


3858 


257.2 


155 


5 2 


20.99 


-72 


4187 


279.1 


160 


5 4 


22.31 


-71 


4533 


302.2 


165 


5 6 


23.76 


.70 


4896 


326.4 


170 


5 8 


25-24 


.69 


5275 


351.6 


175 


5 10 


26.69 


.68 


5672 


378.1 


I So 


6 


28.27 


.67 


6086 


405-7 


185 


6 2 


29.90 


.66 


6517 


434.5 


190 


6 4 


31-47 


•65 


6967 


464-5 


195 


6 6 


33'^^ 


.64 


7434 


495-6 


200 


6 S 


\ 34.94 


•63 


7920 


526.6 



Note to Table.— The side of a square cV.imr.ey. e^iual in top sectional area to a round chimney, is found 

by multiplying the given diameter by .886. 
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height of the chimney is (135-^13.14 = ) 10.27 pounds per square foot of 
base. The difference, (10.27 — 5.31=) 4.96 pounds per square foot, is the 
ascensional force; measured also by (4.96 x. 1925 = ) .95 inch of water. 

Calculating the water column by means of formula (13), H=i35, and 

T'=ioii^; then 135 (.0i46-2;=r j= 135 (.0146 -.0076) = .945 inch, prac- 
tically the same as was calculated directly. 

The force of draught as observed by Mr. Carmichael averaged fully 
.80 inch, against .95 inch as calculated above. The difference is small, and 
may be ascribed to errors of observation or to leakages of air into the 
chimney. But a draught force as high as .88 inch had, at other times, as 
already noticed, been observed in this chimney. 

Mr, Carmichael observed that the draught of No. 3 chimney, noticed 
page 363, was not so good as that of the Nos. i and 2 : that it was a very 
weak draught By the water-gauge it averaged .50 inch of water. There 
is an impression that a vacuum of only J^ inch of water at the base of the 
chimney is too low for satisfactory combustion. The relation of the water- 
gauge to combustion needs further investigation ; but the water-gauge is at 
least useful for testing the state of tightness of the boiler seating and the 
chimney. 



SECTION IL 



THE PRINCIPLES AND PERFORMANCE 

OF STEAM ENGINES 



CHArTi:^ L— WORK OF STEAM IX A SINGLE CYLINDER. 

L WORK OF STEAM WITHOVT EXPANSION. 

Tr.-i Tt'jition of the heat-::enerator to the o>\:-ier of the engine, with 
th<t v.tr.r. of steam in the c>*Iinder. may be cor.c:>i\y illustrated by means 
// k, ViV. v';rtical q^Iinder iircj, r.;;. 15?. Csxn dt the upper end, into 
•»r.;r,h a piston is inserted, with a quAntit>- of water at the bottom, and a fire 
\y^\\nfi !x:io^A' to convert the water into stejir:*.. In this case, the boiler and 
thf: ';n;j:nc are represented by one \-essel. in \\h:ch the piston and the water 
Af^ hro j'^ht into direct contact, and intervening r-?^ or passages for the 
(ttcarn arc dispensed with. 

I>rt the cylinder have a diameter of AK>ut i;'-.- inches, making one 
<f/\u;iTC Uif}t of sectional area. Let ^^.^ be a strAtv.n: of water, weighing 
I porjnd, at the bottom of the cylinder. s;:;xvv.r:r:,: the piston c; and let a 
fir^- be lit underneath the cylinder, to hoAt the AAter and convert it into 
f*if:7iXT\. .Since the upper end of the c\-'.:r»oor is »*:vn to the atmosphere, 
the atmospheric pressure, 14.7 lbs. jx^r scuarc i:vh, acts upon the piston, 
amounting to 21 16.4 lbs. on the square KN-^t ofsuraoe x^f the piston. The 
temperature of the water, under atmosphorio -.voss^iro, will be raised to 
212 F. before any steam is generated; and it" the >oa: of the fire be con- 
tinucfl, the temperature will remain starionaiy Al r;i\but steam will be 
formed and disengaged under the pist*Nr>. ITh^e ivsvn. supposed to be 
without weight and frictionless, will be m«v?K with it>; atmospheric load of 
211O4 lbs., throu;(h consecutive stages cacK s.u% one foot high, to the 
positions c\ c\ e'\ &c., until it reaches An elevation 26.36 feet above the 
bottom of the cylinder, near the upi^r end of the figure, when the x^le 
of the pound of water will have been evaporated, having had a constalt 
elasticity measured by 14.7 lbs. per square inch, and a temperature oN^ 
2 1 2° F. that is to say, the pound of water is evaporated into saturated steam 
of atmospheric pressure, and occupies a volume equal to 26.36 cubic feet; 
for. the sectional area of the piston being cviual to I square foot, and the 
height to which it is raised being 26.36 feet, the capacity or volume of the 
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.tseam is i x 26.36=: 26,^6 cubic feet. This is the space de- 
icribed by the piston; and the external work done by the 
Steam on the piston, — the initial work, — consists in having 
lifted a weight of 2 1 16.4 pounds through a height of 26.36 feet. 
This performance is expressed in foot-pounds by the product 
of the weight into the height through which it is lifted, namely — 

21 16.4 lbs. X 26.36 feet = 55,788 foot-pounds. 

Such an experiment as the one just described affords a 
vivid conception of the expansiveness and force of water 
when converted into steam. A stratum of water, scarcely a 
fifth of an inch in depth, lies at the bottom of a cylinder 
13 J^ inches in diameter. This thin disc of water is converted 
by the application of heat into a column of atmospheric steam 
of 1642 times its volume, i$j4 inches in diameter and 26 J^ feet 
high, and the work that has been done in converting the 
water into steam is equal to the lifting of a thousand half- 
hundredweights a foot high, or to the lifting of a hundred- 
weight through a height of 500 feet 

The external work done was found to be exactly 
55,788 foot-pounds, and, as the heat-unit is equivalent to 
yy2 foot-pounds, the value of this performance expressed in 
heat-units, converted into work, is — 

55iZ — = 72.3 units of heat.^ 

772 ' ^ 

There is, in addition, a very small expenditure of work in 
raising the mass of the steam against the force of gravity. 
The average height to which the steam is raised is (26.36 feet -5- 
2 = ) 13.18 feet; and the work of raising one pound through 
13.18 feet is (ixi 3. 18 = ) 1 3. 18 foot-pounds, or about ^/eo unit 
of heat. So much by way of memorandum. 

Calculating, similarly, the volume and work of saturated 
steam generated at higher pressures from one pound of water, 
they stand as follows : — 



Resistance. 


Pkbssurb OP 
Steam. 


Volume of 
Steam. 


Gross Work 

DONE. 


Equivalent 

Heat converted 

into Work. 


atmospheres of 1 5 lbs. 
per square inch. 

I (14.7 lbs.) 

2 

3 
6 

12 


lbs. per 
square inch. 

14.7 lbs. 

30 

45 
90 

180 


cubic feet. 

26.36 

13.46 

9.18 

4.79 
2.49 


foot-potinds. 

55,788 

58,147 
59,486 

62,079 
64,541 


uniu. 

72.3 

75.3 
77.1 

80.4 

83.6 



1 



^ These calculations of volume and work have already been made in tracing 
the formation of steam, page 21. 

Fig. 156.— Relation of Heat-generator and Steam 
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From this statement it appears that the volumes occupied by the steam 
generated under increasing pressures, are reduced nearly in the inverse ratio 
of the pressures, but not quite so fast, so that, as a result, the products of 
the pressures by the volume, or the gross work done by the steam, is 
slightly increased with the increase of pressure; and, of course, also the 
quantity of heat converted into work. In fact, the gross work done against 
two atmospheres is 4 per cent more than that against one; against six 
atmospheres it is 1 1 per cent more ; whilst against twelve atmospheres it 
is 11.57 P^"* cent more. 

But the total heat expended in generating one pound of steam is also 
increased with the pressure, and the proportion of such total heat converted 
into work is as follows, in the foregoing examples, assuming that the water 
is supplied at the temperature 212"* F. The total heats, reckoned from 
212'' F., are calculated by deducting 180.9 heat-units from the total heat 
as given in table No. 4, page 27, reckoned from 32° F. 



Absolute Prsssurb 
OF Stbam. 


Total Heat of 
One Pound of Steam, 

from 212* F. 


Heat converted into 
Work. 


lbs. per square inch. 

14.7 lbs. 

45 
90 

180 


units. 

965.2 
976.9 
984.2 
998.2 
IOI4.2 


units. per cent. 

72.3 or 7.5 
75-3 or 7.7 
77.1 or 7.8 

80.4 or 8.0 
83.6 or 8.2 



The proportion of the total heat converted into work, in the generation 
and development of steam, rises sensibly, though but slightly, with the 
pressure under which the steam is generated; — in the above instances 
from 7.5 per cent to 8.2 per cent. 



II. WORK OF STEAM WITH EXPANSION. 

In engines in good working condition the expansion follows substan- 
tially the law of Boyle, or Mariotte, according to which the pressure falls in 
the inverse ratio of the expansion. Substantially, it is said, for the actual 
changes of pressure may not follow the law exactly. The pressure may 
fall more rapidly in the first portion of the expansion, and less rapidly 
in the last portion, than is indicated by the law of the inverse ratio ; and 
thus, the final pressure may be, and it usually is, greater than that which 
would be deduced from the ratio of expansion. But the fulness of the 
expansion-curve depicted on the indicator-diagram, near the end, com- 
pensates for the comparative hollowness near the beginning; and, sink- 
ing details, it is found that, practically, the area bounded by the curve 
is equal to that which would be bounded by a hyperbolic curve formed 
according to Marietta's law. 

It is. therefore, assumed, for purposes of general investigation, that 
the expansion of steam in the cylinder takes place according to Mariotte*s 
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law: the curve representing the diminishing pressures due to the increasing 
volume, being a portion of a hyperbola. 

To illustrate generally the application of the hyperbolic law of expan- 
sion, showing that the product of the pressure and the volume at any point 
of the expansion-curve is constant, let the base-line AB, fig. 157, represent 
the course of a piston in a cylinder, and the volume described by it. Sup- 
posing that there is no clearance, let steam of 10 lbs. total pressure AC, 
be admitted for a space i foot in length, A D. The rectangle A E is the 
product of the pressure and volume of the steam admitted. If expanded 
to the double volume Kd, and to half the pressure de, the area of the 
elongated rectangle A^ is equal to that of the initial rectangle AE. 
Expanding further, to 
four volumes A d^ and 
to the fourth part of 
the initial pressure, ^V, 
the new rectangle A e' 
is equal to each of 
the others A e and A E. 
Similarly, the rectan- 
gles A e" and A e'\ for 
a fifth and a sixth of 
the initial pressure, 
and five times and six 
times the initial vol- 
ume, are each equal to the initial rectangle AE. The hyperbolic curve contain- 
ing these rectangles may be indefinitely extended at either end, to embrace, 
towards the right hand, intense pressures and small volumes, and, towards 
the left hand, very low pressures and large volumes. 

Proceeding, now, to a consideration of the area of the diagram, fig. 157; 
— as the area of the rectangle A E, is the product of the pressure and volume, 
and expresses the work done upon the piston by the steam in entering and 
occupying the cylinder, so, likewise, the hyperbolic area D E e" d'\ expresses 
the work done by the steam by expansion within the cylinder after it is 
shut in. This area, and consequently the quantity of work done, may be 
computed by means of the known relations of hyperbolic superficies with 
their base-lines: — according to which, if the base-lines AD, Arf, Kd\ &c, 
extend in a geometrical ratio, or as i, 2, 4, 8, 16, &c., the successive areas 
T>e, De\ &c., increase in an arithmetical ratio, or as i, 2, 3, 4, &c. On the 
principles of logarithms, which represent, in arithmetical ratio, natural 
numbers in geometrical ratio, special tables of so-called hyperbolic logarithms 
are compiled, to facilitate the calculation of the areas of work due to 
various degrees of expansion. The hyperbolic numbers consist, in fact, 
of the multiples of common logarithms by 2.302585, which, thus modified, 
become direct expressions of the proportions borne by the work by expan- 
sion pertaining to different degrees of expansion, to the initial work don^^ 
by the steam during its admission into the cylinder. For example 



VOLUMB. 

Fig. 157.— To Illustrate the Hyperbolic Law of the Expansion of Steam. 
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l# 


l-f-Z/zyJ, 


1 -f i*3**f 


s + a.079 


1 + 2.772, 


^ 


^'6/y* 


«-3^^, 


5-079 


3-77«» 



t Up tf 4, «, 16 

will ih^f^/TK he in the proportions of 

fttufwinfi fh^t, f'/T Jin expanMon of 16 times^ the initial work done by die 
nU;Hfn Hiirfn^ it% s^lminnuin in nearly quadrupled by expansioiL 

liut it is necessary to make a deduction for the back- 
pressure from the condenser, to find the effective work of 
tifc steam* Suppose a cylinder of 5 feet stroke, reprc^ 
scnted by A 15, Ag. 158, with a piston having an area of 
I s<iuarc lnch» into which steam of 10 lbs. pressure per 
s^iuarc inch is admitted for i foot of the stroke, AD^ 
piM »;" w>,»u'ttiZnn a^jaifiHt a uniform back-pressure of, say, 2 lbs. per square 
w"fbi.'i *-|.-f..»*..)v jjn;!,^ ff,|. iii^. whole stroke Let the steam be expanded 

lhrfHi(/h titr rrtnainln^; four-fifths of the stroke, and construct the diagram 
III wnrU, In wliicli the 2-lb. zone of resistance or back-pressure is shaded. 
'I ht'M, 

AmIio itiij iinitr iHt, 3d, 3d, 

'llin iiiiiil |itf'Miiti*N nrr 10 5 syi 

'I'lin Ihii k pti'iintnrfi Mil* 3 3 3 

Till* rlTn livr piOHNUicM 8 3 i}i 




4th, 

2 

Thi* tntdl wiM'k clone by expansion up to the end of each foot of 
In ir|iH'*irntcMl by ihc hyperbolic logarithm of the ratio of expansioov the 
initial wnik hdnjr- I. Thus.— 



5th foot of stroke, 

2 lbs. per sq. indi; 

3 lbs. da 
o lbs. doL 



At tho vwA of the ist, 

Thi' ^WMw »» i'\|untloil into — 

01 \\\\\i \\ \\w Inpoibolic ^^ 
l«»j'..nul»nv* iwv I 

\\w \\\\\\,\\ \N«Mk Ihmui; ;\s. ... I 

\Uil \\w \o\a\ WOtk ;^N 1 



id, 

2 

.69 

I 
1.69 



3d, 
3 

1. 10 

I 
2.10 



4th, 
4 

1-39 

I 
2-39 



5th foot of SSTOik^ 

5 volumes^ 
1.61, 

I (rmhri, 
2.61. 



A"* \\w initial \\ovk» roprosontcd by I, is 10 foot-pounds, bein^ 10 lbs;. 
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'through I foot, and the resistance is 2 foot-pounds for each foot of the 
stroke, — 



At the end of the 

ist, 2d, 

The work by expansion is 
0.0 6.9 

The total work done is 

10 16.0 

The total resistance is 

2 4 

The total effective work is 

8 12.9 

And the gain by expansion is 

o 61 



3d, 



II. o 



21.0 



15.0 



87 



4th, 



13-9 



23-9 



8 



15.9 



99 



Sth foot of the stroke, 



1 6. 1 foot-pounds; 



26.1 



10 



16.1 



do. 



do. 



do. 



loi per cent 



From the foregoing particulars, it appears that the total work of the 
steam, by expanding it to five times the initial volume, is fully 2^ times 
the initial work done without expansion. When the back-pressure is allowed 
for, the effective work, 16.1 foot-pounds, is only twice the initial work, 8 foot- 
pounds; making a gain of lOi per cent, when the expansion is extended 
to the extreme limit, where the positive pressure becomes equal to the back- 
pressure. 

It further appears that the effective work of the steam expanded down to 
the back-pressure from the condenser, is just equal to the work developed 
by expansion alone. The initial work is balanced in amount by the resis- 
tance, each of them being 10 foot-pounds. 

The same conclusions apply to a non-condensing cylinder discharging 
the steam into the atmosphere. Let the total initial pressure, AC, fig. 158, 
be 75 lbs. per square inch, and suppose the steam to be expanded five times, 
as before, down to a pressure of 1 5 lbs. per square inch, and then exhausted 
into the atmosphere, maintaining a back-pressure of 15 lbs. per square 
inch throughout the stroke, represented by the shaded zone. On a piston 
of I square inch area, the proportions of work will be as follows : — 



At the end of the . . . 
The total work done is as 
The total work done is 

actually 

The total resistance is . . . 
The total effective work is 
The gain by expansion is 



I 



ist, 

I 


2d, 
1.69 


3ci, 
2.10 


4th, 
2.39 


5th foot of stroke, 
2.61 


75 


126.7 


157.5 


179.2 


195.7 foot-pounds. 


15 
60 




30 
96.7 

61 


45 
112.S 

87 


60 
119.2 

99 


75 do. 
120.7 do. 
loi per cent. 



In this case, where steam of five atmospheres is expanded five times, 
and exhausted into the atmosphere at a pressure of one atmosphere or 
one-fifth, the proportions of work done are the same as when steam of 
10 lbs. pressure per square inch is expanded five times and exhausted 
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pressure of one-fifth, or 2 lbs. per inch ; and they indicate equal d^^rees of 
efficiency of the steam in the way it is applied. *5 V *^|2 

To vary the conditions, let the back pressure be taken as i lb. per square 
inch, or one-tenth of the initial pressure, lo lbs.; with a stroke of lO feet 
By similar calculation, it is found that, — 

At the end of the 

I St, 2d, 3d, 4th, 5th, 6th, 7th, 8th, 9th, loth foot, 

The work by expansion is 

0.0 6.9 II. o 13.9 16.1 17.9 19.5 20.8 21.97 23.03 ft lbs. 

The total work done is 

10 16.9 21.0 23.9 26.1 27.9 29.5 30.8 31.97 33.03 ft lbs. 

The total resistance is 

123 456789 10 ft lbs. 

The total effective work is 

9 14.9 18.0 19.9 21. 1 21.9 22.5 22.8 22.97 23.03 ft lbs. 

And the gain by expansion is 

o 65 89 121 134 143 150 153 15s 156 percent 

It may be concluded, generally, that when the steam is expanded down 
to the back-pressure in the cylinder, whether from the condenser or from 
the atmosphere, the effective work done in the cylinder is just equal to the 
total work done by expansion, the total initial work being balanced and 
neutralized in amount by the resistance of back-pressure. 

And the utmost useful ratio of expansion, looking to the operations 
within the cylinder, is measured by the number of times which the total 
back-pressure is contained in the total initial pressure of the steam in the 
cylinder. Indeed, it may be affirmed that four-fifths of this measure of 
expansion is sufficient as a limit; for it has been shown that when the 
utmost useful ratio of expansion was 5, the gain by expansion to four 
times was 99 per cent, and to five times it was loi per cent — only 2 per 
cent more. Also, when the ultimate ratio was 10, the gain by expansion 
to 8 times, or four-fifths of 10, was 153 per cent, and to 10 times, it was 
156 per cent — 3 per cent more; and this advance is just 2 per cent 

of 153. 

Another reason usually advanced for arresting the fall of pressure, in 
expanding, at a higher limit than the back -pressure, is based on the 
frictional or passive resistance of the engine. This resistance is to be 
opposed by the steam in the cylinder; and the total pressure, it is said, 
should not fall below that which is equivalent to the back-pressure plus the 
frictional resistance, since, it is argued, if the pressure at any part of the 
stn^kc do fall below the sum of these resistances, the excess of th'^e above 
the [)Ositive pressure is so much dead resistance, and is so mucb» in reduc- 
tion of the useful efficiency o( the steam. This argument is pl^iusible, but 
fallacious; and it would be valid only on the supposition that, the engine 
<.oul(J move without, at the same time, doing its proper du'fy in driving 
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shafting and machinery. The supposition is, of course, impossible. But, 
why draw the line of so-called useless resistance at the fly-wheel shaft .^ 
The shafting for driving the machinery also opposes dead resistance, and 
before the engine can move at all, the resistance of the shafting must be 
overcome. The resistance of all the machinery must likewise be overcome. 
The useful work to be done must likewise be overcome ; in fact, the whole 
of the work, dead and alive, must be overcome. So the argument leads to 
the conclusion that the pressure in the cylinder should not fall below the 
total mean pressure exerted ; and as it is not to fall below, neither can it 
reach above the mean pressure, for that would imply an additional initial 
force, which would render a greater mean pressure. If the argument were 
sound, it would lead necessarily to the abandonment of all expansive work- 
ing, and to the employment of a uniform pressure, with the admission of 
steam throughout the whole of the stroke. 

It certainly appears obvious that, in a cylinder of given dimensions, if 
a constant total quantity of work be done per stroke of the piston, the 
efficiency of the engine is not affected by the proportions of expansion 
according to which the steam is worked : — looking solely to the relations of 
the gross work done, the terminal pressure of the steam, and the resistance 
of back-pressure and friction to the motion of the piston. Reverting, for 
instance, to the example of expansive working, fig. 158, it is easily con- 
ceived that the steam might be admitted during a shorter portion of the 
stroke, say, for 8 inches or 6 inches, instead of i foot, at a higher pressure 
than was assumed in that figure, such that the total area of work would be 
equal to that which was done under the conditions actually assumed for 
illustration. The expansion-curve would necessarily fall below the curve 
shown in the figure, and the terminal pressure would be lower than that of 
the figure. If the shaded area of resistance be supposed to measure the 
sum of the back-pressure and the frictional resistance, under both conditions,, 
it is plain that the effective work would be 
the same. Suppose that the steam is cut off 
at eight inches, or ^ foot, instead of i foot. 
The ratio of expansion is (5 X3/2 = ) 7.5, of 
which the hyperbolic logarithm is 2.015. The 
total work is (i -|- 2.015 = ) 3.015, if the initial 
work be taken as i. Taking the total work 
to be 26. r foot-pounds, as before, the initial 
work would be (26.1-7-3.015=) 8.65 foot- 
pounds; and the initial pressure would be 
(8.65 X 3/2 = ) 13 lbs. per square inch, whilst 
the final pressure would be (i3-r-7.5=) 1.73 
lbs. Reproduce the figure on a larger scale, 
%• IS9> a^d plot upon it the new diagram, 

A^E'B, from the preceding data. It is ^ig. xsg-Work of Stcam worked expansively. 

obvious that, taking the shaded area as the sum of all the resistances, tb* 
second diagram, whilst it has the same total area, and delivers the sa? 
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quantity of effective work, shows a final pressure which is low^er than the 
»uin of the internal resistances. 

Again, suppose that the steam is cut off at ^ foot, or one-tenth of the 
stroke, the ratio of expansion is 10, of which the hyperbolic logarithm is 
2.30. hy a similar calculation it is found that, whilst the total work would 
be as before 26.1 foot-pounds, the initial work would be 7.91 foot-pounds, 
the initial pressure 15.82 lbs., and the final pressure 1.58 lbs. Plotting the 
(liaj^ram A^' e" B, from those data, it is again evident that, though the final 
pressure is only 1.5 lbs., whilst the sum of the resistances is 2 lbs., the inci- 
dental difference of these two pressures has no relation to the effective 
work, which continues unaltered. 

III. WORK OF STEAM WITH CLEARANCE. 

The clearance space at each end of the cylinder is filled with steam of 
the initial pressure at the beginning of each stroke; and the foregoing 
dcihictions are subject to corresponding modifications caused by clearance. 
The volume of the clearance may be measured in parts of the stroke, and 
if the length of the clearance, thus determined, be added to the period of 
admission, the sum expresses the initial volume of the steam delivered for 
expansion. The following formulas relate to the work of steam in cylinders 
having ordinary clearance: — 

rORMUI-AS FOR THE WORK OF STEAM IN THE CYLINDER. 

l-.ct L -^ the length of stroke, in feet 

/^the period of admission, or the cut-off, in feet, excluding clearance, 
f— the total clearance at one end of the cylinder, the volume being 
measured in parts of a foot of the stroke. 
1/ the length of the stroke, plus the clearance, or L-h^. 
f the period of admission, plus the clearance, or /+r. 
R the nominal ratio of exjxinsion, or L t- /. 
R* ' the actual ratio of exjxmsion, or L' -r /'. 
«j the iuca of the piston in square inches. 
V the total iniii;il pressure in lbs per square inch, supposed to be 

unitbrm durinij admission. 
/" the a\ oraiio total pressure, in lbs. per square inch, for the whole stroke. 
f iho avcraiic baok-pressure. in lbs. per square inch, for the whole stroke. 
\' the whole work done for one stroke, in foot-pounds. 

the wv.>rk of Kick-vressure lor one stroke, in foot-pounds. 
W the net wvrk oone for one stroke, in foot-poimds. 

The actual rativ> of ex^vm^aon is 

- — = ^=R <^» 

« ... 

»» \. V «» • \. \* »v >■».» .^ ... « • »«c ^v > — .* "C ■* ■%"*-> ->Y- ■^ \*."n •-•'^^ .-%• c*^~ 1 •** «■— ..r-'s .cr " ■••~. "* 
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To find the work done by expansion to the end of the stroke, the total 
pressure on the piston, a P, is to be multipHed by /', the period of admission 
plus the clearance, and by the hyperbolic logarithm of R', the actual ratio 
of expansion, or 

whole work done during expansion = <i P /' x hyp log R' ( r ) 

which IS the work done by expansion, in foot-pounds. Add together these 
two quantities of work, {b) and (r), and reduce; then, for the total work, 
w^ done by the steam in one stroke of the piston, 

a/ = «P [/' (i +hyp log R')-fl ( i ) 

The work of back-pressure for one stroke is 

a/' = fl/L; (2) 

and the net work, such as may be measured by an indicator-diagram, is 

w—w'\ or, . . ^^1 

W=«[P(/'(i + hyplogR')-r)-/L] (3) ^^y ^^ 

Rule i. To find the net work done by steam in the cylinder for one stroke 
of the piston^ with a given cut-off, — i. To the hyperbolic logarithm of the 
actual ratio of expansion, allowing for clearance, add i ; multiply the sum 
by the period of admission, plus the clearance, in feet; from the product 
subtract the clearance, and multiply the remainder by the total initial pres- 
sure in lbs. per square inch. The product is the total work done in foot- 
pounds per square inch on the piston. 2. Multiply the average back-pres- 
sure in lbs. per square inch by the length of the stroke ; the product is the 
negative work of back-pressure in foot-pounds per square inch. 3. Sub- 
tract the second product from the first product ; the remainder is the net 
work in foot-pounds per square inch on the piston. 4. Multiply the area of 
the piston by the net work per square inch ; the product is the net work in 
foot-pounds done in the cylinder for one stroke. 

Note, — When the period of admission and the clearance are expressed as 
percentages of the stroke, the percentages are to be converted into feet of 
the stroke. The actual ratio of expansion is found by dividing 100 plus the 
percentage of clearance, by the sum of the percentages of admission and 
clearance. 

To exemplify the application of the rule, take a non-condensing steam- 
cylinder 3 feet in diameter with a stroke of 5 feet, and initial steam of 
a total pressure of 70 lbs. per square inch on the piston, cut off at one- 
fourth of the stroke, and expanded during the remaining three-fourths. 
The average back-pressure' is 17 lbs. per square inch, and the clearance 
is 5 per cent of the stroke. What is the whole work done in one stroke.^ 
The steam is cut off at 15 inches, to which the clearance, which is 5 per cent 
of the stroke, or 3 inches, is to be added. The sum is 18 inches, or 1.5 feet, 

and the actual ratio of expansion is ^ ■ = 3-5> of which the hyperbolic 

logarithm is 1.204; to ^^s add i, making 2.204, to be multiplied by 
1.5, making 3.306. From this product subtract the clearance, .25 fo 
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leaving 3.056. Then 3.056x70 lbs. = 213.92 foot-pounds of total work per 
square inch of piston; and 21 3.92 x 1017.87 square inches area of piston = 
217,750 foot-pounds, the total work done in one stroke. The back-pressure 
17 lbs. per square inch X 5 = 85 foot-pounds per square inch for the whole 
stroke; and 85x1017.87 = 8653 foot-pounds, the negative work of back- 
pressure. Finally — 

foot-pounds. 

Total work done on the piston, for one stroke 217,750 

Negative work of back-pressure, for one stroke 8,653 

Difference, or net work for one stroke 209,097 

Initial Pressure in tlie Cylinder. 

Inverting formula (3), the required initial pressure /b/* a given net qtmn- 
tity of work in one stroke, is as follows: — 

p_ W + ^^/L .V 

a[/'(i+hyplogR')-^] 

The initial pressure required to produce a given average total pressure per 
square inch for a given actual ratio of expansion, is found by substituting; 
for W, its equivalent a L {p—p')y in formula (4); and reducing. Then 

P = PIl (5) 

r(i+hyplogR')-^ 

Average Total Pressure in the Cylinder. 

The average total pressure,/, in the cylinder, in terms of the initial pres- 
sure, for a given actual ratio of expansion, is found by dividing the second 
member of the equation (i), by the area of the piston and by the length of 
the stroke; or by a simple inversion of equation (5): — 

^_ P[/'(i+hyplogR')-.1 ^^^ 

The average total pressure, /, in terms of tJu total work done for one 
stroke, is also, 

^=^ (7) 

Average Effective Pressure in t/te Cylinder, 

The average effective pressure is found by subtracting the average back- 
pressure from either of the above values of /, formula (6) or (7), or it is 
found by dividing the second member of equation (3) by the area of the 
piston and by the length of the stroke: giving, by reduction, 

(p -/) = P [^ (I + h>T iog r;w] _^, (s) 

The Period if Admissiofi ami the Actual Ratio of Expatision for a givai 

Averak^e Total Pressure. 

The actual rate of expansion required for the production of a given 
average total pressure from a given initial total pressure may be found ten- 
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atively by inverting the formula {6), for initial pressure, and reducing, by 
Rwhich the following formula is obtained : — 



hyp log R' = 



. (9) 



Here there are two unknown quantities, namely, hyp log R' and /', and 
the problem is, to find, by trial and error, the period of admission and the 
actual ratio of expansion required to produce a given average total pressure, 
with a given initial pressure. 

Rule 2, — Multiply the length of strobe by the average total pressure, 
and divide by the initial pressure, and to the quotient add the clearance, 
making a sum A. Assume a period of admission, and add to it the clearance, 
making a sum B, to make a value for the divisor /*. Divide the sum A by 
I the sum B. and from the quotient subtract 1. The remainder is the hyper- 
l bolic logaritlim of a ratio of expansion, Find the ratio in a table of hyper- 
bolic logarithms, and by it divide the sum of the stroke and the clearance. 
If the quotient be equal to the assumed period of admission plus the clear- 
ance, it follows that the assumed period is the required period of admission, 
and the ratio of expansion is the required actual ratio. But if the quotient 

I be greater than the sum of the assumed period and the clearance, then the 
assumed period of admission is too long. If the quotient, on the contrary, 
be less, the assumed period is too short. Try again, and assume a shorter 
or a longer period of admission, as the case may require, until the required 
jieriod of admission and ratio of expansion have been arrived at. 

This is a long rule, but the operation of it is less tedious than may be 
imagined. For example, reverting to previous data, take the stroke = 5 feet ; 
clearance .25 foot, total initial pressure = 70 lbs., and average total pressure= 
42.78 lbs, per square inch ; to find tlie required period of admission. Then 

■^'■'^''S +.a5 = 3,3o6 (Sum A) 

70 

kAssumea period of admission, 1.75 feet; then 



BrAnd, 3.306^2=1.653, from which deduct i; the remainder ,653 is the 
1 hyperbolic logarithm of the ratio of expansion, 1.92. Now, the stroke plus 
I the clearance is 5,25, and 



S-'S.- 



.73 feet, as a period of admission plus clearance; 



Cand 2.73— .25 = 2.48 feet But this is greater than the assumed period, 
l-namely, 1.75 feet. Try, therefore, a smaller period to begin with, say i foot; 

•*"" .+.=S-ws (s™b) 

f 3.306-;- 1.25 = 2.61 ; and 2.61 — i = 1.61, which is the hyperbolic logarithm of 
[ the ratio 5 ; then 

§l^-^=r.o5 feet; and 1.05 -.25 = .80 foot. 
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But .80 foot is less than the assumed period, namely, i foot; and i foot 
is too short. The required period must be less than 1.75, and more than 
I foot; and nearer to i foot than to 1.75 feet Try 1.25 feet, then 

i.25+.25 = i.5o (Sum B) 

3.306-^1.50=2.2040; and 2.2040—1 = 1.2040, which is the hyperbolic 
logarithm of the ratio 3.5 ; then 

5:^ = 1.5 feet; and 1.5 - .25 = 1.25 feet, 
3-S 

which is equal to the period last assumed. The required period of admis- 
sion is, therefore, 1.25 feet; and the ratio of expansion is 3.5. 

Note, — Calculation for this rule may be shortened by using the table 
No. 94, page 406, particularly when the clearance is 7 per cent of the 
stroke, as was assumed in the composition of that table. When the clearance 
deviates by i or 2 per cent from the standard of the table, suitable allow- 
ances may be made on the results drawn from the table, by which near 
approximations may be made. Take the last preceding example, in which 
the clearance is 5 per cent of the stroke. Reduce the given mean pressure 
to the expression .611, which is its relative value when the initial pressure is 
taken as i, thus 42.78 -f70=.6ii. Looking down the fourth column of the 
table, the nearest values are .619 and .608, corresponding to the ratios of 
expansion 3.5 and 3.6, the exact ratio being 3.5. The corresponding 
periods of admission in column 3 are 23.6 and 22.7 per cent of the stroke, 
and adding to these 2 per cent, to compensate for the difference of 
clearance — 5 per cent in tiie example, as against 7 per cent in the table — 
the sums average about 25 per cent, which is the correct admission. 

The Period of Admission required for a given Actual Ratio of Expansion is 

l=\^-c (10) 

Rule 3. — To find the Period of Admission required for a given Actual 
Ratio of Expansion. — Divide the length of stroke plus the clearance by the 
actual ratio of expansion; and deduct the clearance from the quotient 
The remainder is the period of admission. 

When the Quantities are given as Percentages of the Stroke, — Add the 
percentage of clearance to 100, and divide the sum by the actual ratio of 
expansion ; and deduct the percentage of clearance from the quotient The 
remainder is the period of admission as a percentage of the stroke. 

Rule 4. — The Pressure of Steam expanded in the Cy Under ^ at the end of 
Stroke, or at any other point of the Expansion, is found by dividing the 
initial pressure by the ratio of actual expansion calculated to the gfiven 
point of the stroke. The quotient is the pressure at that point 

Or, multiply the initial pressure by the period of admission plus the 
clearance, and divide the product by the length of the part of the stroke 
described up to the given point, plus the clearance. The quotient is the 
pressure at that point v , t.6/ 



WORK OF STEAM. 387 

The Relative Pressures and Performances of Equal Weights of Steam 

Worked Expansively, 

The steam may be said to be measured off for each stroke of the 
piston, a cylinder-full at a time, of expanded steam ; whilst the final pressure 
is a measure of the density, and therefore of the weight, of this steam. The 
mean pressures, again, are measures of the total performance of the same 
body of steam. It follows, that the relative total performance is directly as 
the mean pressure, and inversely as the weight of steam condensed or as 
the final pressure; and that, if the former be divided by the latter, the 
quotient will show the relative total performance of a given weight of the 
steam, as admitted and cut off at different points, and expanded to the end 
of the stroke, with a clearance of 7 per cent of the stroke, as follows: — 

When the steam is cut off at 

i» ?<» J^» %y Vs> % Vio, V15 of stroke, 
the initial pressures are as 

I, I, I, I, I, I, I, I, 

the average pressures are as 

i.ooo, .969, .860, .637, .567, .457, .413, .348, (C) 

and the final pressures are as 

I.ooo, .769, .532, .298, .250, .182, .159, .128. 

The relative, or proportional, total performance of given equal weights of 
steam are in the ratio of the second last row of figures divided by the last 
row of figures; the total performance for steam admitted for the whole 
stroke, without any expansion, being taken as i. Thus, 

I, .^69, ^, J637, ^, ^457, ^413, .348 . 

I -7^9 '532 .298 .250 .182 .159 .128' 

or the quotients, 

I.ooo, 1. 261, 1. 616, 2.129, 2.278, 2.511, 2.597, 2.719. (B) 

These quotients may be found, otherwise, from the actual ratios of expan- 
sion, which are inversely as the final pressures, by multiplying the average 
pressures by the respective ratios. For example, when the steam is cut off 
at 5^, the actual ratio of expansion is 1.3, and the average pressure is 
.969. Then (.969 x 1.3 = ) 1.26 is the relative performance, as already found 
above. 

It is seen that the total work or performance of a given weight of steam 
is fully doubled by cutting off and expanding at a fourth of the stroke, as 
compared with the admission of steam for the whole of the stroke. 

In these comparisons of the relative performance of steam worked 
expansively, the opposition of back -pressure has, for simpHcity, been 
omitted from the calculations. Taking the back-pressure as constant with 
all ratios of expansion, it would constitute a uniform quantity to be deducted 
from each of the total mean pressures, of which the ratios are given in Kin 
A; and as the remainders would thus decrease more rapidly than the tot 
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pressures, it would follow that the quotients, line B, would increase less 
rapidly than as they are there shown to increase. 

Proportional Work done by Admission and by Expansion, 

To ascertain in what proportions the whole work for the stroke is done 
by admission and by expansion, leaving unconsidered the back-pressure. 
The work by admission is in proportion to the period of admission, and if 
this be subtracted from the proportional mean pressure, the remainder is the 
proportional work by expansion. Thus, when the steam is cut off at 

I, ^, %, }if }iy ^ls> }if Vio, Vis of stroke, 

these fractions are the periods of admission, and are proportional to the 
work by admission, and are decimally as follows : — 

LOGO, .750, .500, .333, .250, .200, .125, .100, .066, 

which being subtracted from the relative total average pressures^ the 
remainders are the relative works by expansion : — 

.000, .219, .360, .393, .387, .367, .332, .313, .282; 

the sum of the last two rows, or the total average pressures, being as 
i.ooo, .969, .860, .726, .637, .567, .457, .413, .348; 

which are the same as the values in line C above. 

Here it appears that the quantity of work done by expansion, arrives at 
a maximum when the period of admission is about one-third of the stroke. 
With a greater or a less admission it is reduced. 

But the proportion of work by expansion, relative to the work by 
admission, increases regularly as the admission is reduced. Thus, taking 
the work for the periods of admission successively, as 

I, I, I, I, I, I, I, I, I, 

the corresponding proportions of work done by expansion, are successively 

as o, .29, .72, 1.31, 1.55, 1.83, 2.66, 3.13, 4.27. 

A considerable proportion of the gain by expansion may be counter- 
balanced by the influence of the clearance-space; and it is to be seen how 
far this counter influence may be destroyed by the expedient of compres- 
sing a portion of the exhaust steam into the clearance-space. 

T/ie Influence of Clearance on tlie Performance and Efficiency of Steam 

in tite Cylinder. 

The clearance-steam, as it may be called, exerts an expansive force on 
the piston, like the other steam. Let, for example, the steam be admitted for 
one-fourth of the stroke, and let cdgnm, fig. 160, be the indicator-diagram 
described, with a perfect vacuum, of which the base m n is the length of the 
stroke = 100, and the extension of the base, m m\ is the length of the clear- 
ance =7. The average pressure,//, is, by the formula (t^, .637, when the 
initial pressure is I. The loss of pressure by clearance, is represented by 
the initial fraction of area 7nm' c c, for which the pressure is i, and the 
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volume is 7 per cent of that of the stroke. Averaged for the whole stroke, 
that is, multiplying i by 7 and dividing by 100, the loss of pressure for the 

whole stroke is i X-^ = .07o; and if this average loss be added to the aver- 
age pressure, the sum (637 +.070 = ) .707, expresses the relative efficiency 
with which a given weight of steam would be worked if there were no loss by 
clearance. It shows that there would be a gain of 1 1 per cent This greater 
relative efficiency is represented on the diagram by the upper line/'/'. 

The relative efficiency may be otherwise found, on the same principle, 
by means of formula (^), for the average 
total pressure, the item of clearance being 
eliminated from it. Suppose the clearance 
in the diagram, fig. 160, to be included as 
part of the stroke, then the period of ad- 
mission becomes 32 per cent, and the length 
of stroke 107 per cent; and, when the initial 
pressure is i, 

32 (i+hyp log l^or3.35) 

^ =2^ = .66i, 

107 107 




.— --iag— -fl-y 



Tig. z6o. — Diagram to show Influence of 
Qearance on the Work of Steam. 



the average pressure, as against .637, the 

average pressure for a stroke of 100, with 

a clearance of 7. But, as the strokes are different, the average pressures 

are to be multiplied by their respective strokes, to gfive the proportion of 

the efficiencies; thus, 

.637 X 100 = 63.7 relative efficiency, for 25 % admission, with 7 % clearance; 
.661 X 107 = 70.7 do. 32 do. without clearance; 

being in the same ratio to each other, as the values .637 and .707 already found. 
The comparison is extended on the same principle, for other periods of 
admission, by simply adding the average loss, .070, to the corresponding 
average pressures for those periods with clearances which are given in the 
4th column of the table No. 94, page 406. 

When the steam is cut off at 

I, H> Hy V3» H^ J^> Vxo, Vis o( stroke, 

the average pressures representing the relative work, when the pressure 
during admission = i, are 

1.000, .969, .860, .726, .637, .457, .413, .348, 

and, adding the loss by 7 per cent of clearance, .070, the increased relative 
work that would be done by the same weight of steam, if clearance were 
thrown into the stroke, would be 

.707, -5273 



1.070, 1.039, •93o» •796> 
showing that the gain would be 
7, 7.2, 8.1, 9.6, 

which is lost by clearance. 



.483, .418; 



".o, iS-3> 



i7j 



20 percent 
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Although a clear loss of efficiency is thus shown to be caused by 
clearance-space, the proportion of loss is greatly less than the numerical 
proportion of the clearance to the period of admission. For instance^ when 
the steam is cut off at V'S^ ^^ ^-7 P^ ^^^^ ^^ volume really cut oif is 
(6.7+7 per cent clearance), or fully twice as much as is nominally cut ofil 
But the efficiency is not therefore reduced one-half; it is only reduced 
by about one-fifth, and for the reason that the greater portion of tiie woiic is 
done expansively, in which the whole of the steam admitted operates. 

These deductions are made irrespective of the modifying influence of 
compression of the exhaust-steam, which is now to be investigated. Vi/ . ^ - 

IV. COMPRESSION OF EXHAUST-STEAM INTO THE CLEARANCE- 
SPACE OF THE CYLINDER. 

The shutting of a portion of the exhaust-steam into the cylinder, 
whereby steam is saved, whilst, on the contrary, a counter pressure is dius 
set up, is an expedient by means of which, if duly adjusted to the conditions^ 
loss of efficiency may be obviated, and even positive economy may be gained. 

To deal, first, with the assumption that the exhaust-steam should be 
compressed to such an extent as just to fill the volume of the clearance 
with steam of the initial working pressure. The curve of compression, to 
lead up to a constant initial pressure, is identical for all exhaust-pressures^ 
except that it is more extensive for the lower exhaust-pressures, since for 
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Fig. x6x.— Compression of Exhaust-steam. 

these the periods of compression must be the longer, to bring up the 
pressure to the initial standard. That is, the confinement and the com- 
pression of exhaust-steam of lower pressure, must be commenced at an 
earlier point of the return-stroke, embracing a greater volume of steam, in 
order that the same weight and the same final pressure of compressed 
steam may be found in the clearance-space at the end of the return- 
stroke. By diagram the identity of curve is exemplified in fig. 161, where 
steam of 100 lbs. total pressure per square inch is cut off at half-stroke, 
expanded to the end of the stroke, and there exhausted at about half- 
pressure 7ig, — exactly 53.2 lbs. Let the volume of the clearance, c<f, be 
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7 per cent of that of the cylinder, and assuming the space ednim, for the 
moment, to be the measure of an initial volume and pressure for expansion, 
construct the hyperbolic expansion curve eg, reaching to the end of the 
stroke. This curve represents also, conversely, tlie curve of pressure of 
compression for a whole cylinder-full, with clearance, of exhaust-steam of 
the pressure ng, compressed by the returning piston into the clearance- 
space cc'm'tn. The value of the pressure iig' is deduced from that of the 
initial pressure, lOO lbs., in the inverse ratio of the larger and smaller 
volumes, or inversely as nm' to mm', or directly as 7 to 107 ; and, 

n^ = 100 lbs. x -I— = 6.54 lbs. per square inch. 

Having thus settled the curve of compression for a terminal pressure of 
100 lbs. in the clearance-space, it will suit any back exhaust-pressure; so 
that if the parallel of a given exhaust-pressure be drawn across the diagram, 
the point of its intersection with the curve, will be the point of the returning 
stroke at which compression is to commence for the exhaust-pressure. If, 
for instance, the back exhaust -pressure be 53.2 lbs., equal to the final pressure 
by expansion, tig, draw the parallel gh; the point g", where it cuts the 
compression-curve, is the point where the exhaust-steam is to be shut in, 
and ^'7/ is the corresponding period of compression. The steam of 53.2 lbs. 
is compressed into the clearance-space, following the curve of pressure ^V, 
and attaining the initial pressure mc, 100 lbs. per square inch. 

The volume g''hli, including the clearance, for compression, is to the 
volume of the clearance, inversely as the pressures at the beginning and 
the end of the compression-curve ^"c; or^"A'.'M':; 100:53.2; whence, 



fK = hh^'^ = 



S hH - 



13 perc 



It of the stroke. 



And, the period of compression, g"h, is (13 — 7 = ) 6 per cent of the stroke. 
Similarly, for any lower back-pressures, as ng'", draw the parallel g"'h"'; 
and the point of intersection, g*, gives the required period of compression 
g*/i'. Obviously, the less the back exhaust-pressure, the longer is the 
period of compression for producing the same initial pressure. 

To calculate the influence of the clearance, witli compressed exhaust- 
steam, on the work and efficiency of the steam in a given cylinder, take the 
normal case, when the admitted steam is expanded down to the back 
exhaust-pressure, that the back exhaust-pressure is uniform, and that the 
exhaust-steam is compressed into the clearance on the return -stroke, so that 
it is then raised to the initial pressure for admission. For example, let steam 
of 100 lbs. pressure per square inch be cut off'at^/, fig. 162, with an admission 
cd, 28 per cent of tlie stroke, and the clearance cc, equal to 7 per cent of 
the stroke. The total volume for expansion is (28 -f 7 = ) 35 per cent, and 



[ the actual ratio of expansion is I = J 3.06. The 



expansion- 



1 terminates at the pressure, rtg. 



(S=)- 



; ana the parallel gh is ' 



VA 



H(f ycirus AXD kktouuscz or steam ekgikes. 



%m </ fMKk exliaufft-pmMfe. The area of total wofk bgr expansion lies 
lktir<«A tlie f^erpendicular ^Af, dmra fimm the point of cut-off, and ng at 
tfiMr Md // the «tr<4tt: It is the expansive wofk of die whcde of the initial 
lit«»#rt in the cyUnder, indudiag the dcaiance-^iacc; occup3dng altogether a 
¥Uufn€ txynmtd by (28+7^) 35 per cent of tlie stroke; or five times the 
€U^4fi^tUje; Mild it foUows that die initial steam in the clearance-space 
pisrfffrmn ^ne^Mth ot the work by expansion. The division of labour is 
readily apprehended, by dividing the period of expansion mf into. five equal 
part* at i^, ri*^ fi'\ n , drawing perpendiculars from these points to the 
exhatJAt^linc; jf>i; and thence connecting die lines by hyperbolic curves to 
the (Kilnt of cut-off, d. The five sections of work thus divided ar^ it is 




tN^Hy to 9CC, ei]ual to each other, and the first section, ddn^^^ may be 
ttllottnl Asi the expansive work of the dearance-steam. This section may 
Vio rr|mHluccil and joined to the clearance-space, forming the 

N\^w» the exhaust^tcam is to be compressed into the 
AU\I it is clean tV\^n what has already been explained, that the period of 
wuxixixnc'Uvn) and the cur\x^ of compression are nothing else than the period 
aiul the ourw \>f ex}xim$ion k"K and ftC^ just laid down for tbe cLearaaoe- 
^tvAiu: that, in faot« the woric of compression is equal to the week of 
e\)Miv^vM\ v^f the olearancessteant Since the clearance-steaia b t&xs 
iVc^tvMwl t\\>n\ the exhau$ts$team« it follows that no new stparn cs r e ciifr e J 
I^H \WU)^ytt\^ the cle^irance for the next steam-^stroke: and rhir tw 
vt\i4Utit>' v'l ^te^m adaxtcted and consumed for each stroke s ^Tw^g^mwr 
*iw\|>^> bv the ^vctsxi v^f avixusaon •i Finally, the iroci of ccmnrga saar -sE 
the cvv\iiaiK\^<«e^«tv whSch cor^^iKS a resisciace ra the pecnr. » 
jvtfc^;v\i ^v :^s^ ^v"r^ o£* exyarc?sca of d» sarze scaat It 5rilcws 
uivs't ;-v C'Av^* o:\^^*t^:^JL*v^^!j^ riie wcrx arxi «Ec£e2:or cf rte scant ia 



L.'V 



. s^ :'S: $a*J::c xs^ if ±<r;: w«:^ =oc iry cieanaintrscar^ i«r 
s\H.^'^.\v^v;>.c *vs;si;^H.v. JL^.' tiaz litf rosabLe less cf cncienrr jnnitirme 
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ordinary practice, never. So, the next business is to show the effect of a 
" drop ■■ of pressure, as it is called ; that is, of a fall of pressure at the end 
of the stroke when the exhaust is opened for the expanded steam. Repro- 
ducing the last diagram in fig. 163, let tlie final pressure by expansion, 
32.7 lbs., fall to one-third, — say, 11 lbs. — the pressuri; ng^, and draw the 
parallel g^h^ for the exhaust-line. Here, as in the preceding example, the 
work of the clearance-steam is measured by the fifth part of the total work 
by expansion, that is, dg*n*tf, reproduced by the similar surface next the 
clearance, cK'm'm, also representing work of compression. But not the 
whole of this work ; which is measured under the hyperbolic curve produced 
to h", where it cuts the exhaust line. Whence, it is apparent that, whilst 
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Fig. i6j,— Coinprei5iooorEihainl-!(eam, 

the positive work of the clearance-steam is measured by the hyperbolic 
surface cmm"li\ the resistance of the work of compression for clearance- 
steam is measured by the more extensive hyperbolic surface, cmm"'h"\ and 
that the difference of these surfaces, the section U'nfm'U", is the measure 
of the excess of resistance over positive work, due to clearance. 

It follows, generally, that, if steam be expanded in the cylinder down to 
the back exhaust- pressure, and if the exhaust-steam be so compressed into 
the clearance-space on the return -stroke, that the final pressure there is 
equal to the initial pressure for admission, the efficiency of the steam in the 
cylinder is the same as if there were no clearance and no compression. 
But that, when there is a fall from the final pressure of e.xpansion to the 
exhaust-pressure, the opposing work of compressing a quantity of steam 
sufficient, when compressed, to fill the clearance with steam nf the initial 
pressure— starting from a lower pressure — is so much increased in conse- 
quence, that the net efficiency of the steam is reduced by it. 1 1 will now be 
shown that a greater degree of efficiency can be attained by inclosing for 
compression a less quantity of exhaust-steam than what would be necessary 
to fill the clearance- space with steam of the initial pressure, whether or not 
the pressure of the steam be carried down by expansion to the back exhaust- j 
pressure, i 

The principle on which the period of compression is to be iixed I 
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ensuring the greatest efficiency of the whole steam consumed is based on 
the fact that the quantity of work required to compress the exhaust-steam 
increases in a greater ratio than the quantity of steam inclosed and saved 
by compression ; and that, therefore, for equal increments of steam saved, 
the corresponding increments of work consumed are not uniform, but 
increase continually. As the motive for saying steam, now under consider- 
ation, is to increase the general efficiency of the whole steam consumed, the 
exhaust-steam should only be saved to such an extent that the proportion 
of the final increment of work to the final increment of steam saved should 
not exceed the proportion of the net work done by the engine, after deducts 
ing the resistance of back-pressure, to the quantity of steam consumed in 




fl^, 164. — ComprouoD of Exluuct- 



performing the work. Briefly, it is useless and wasteful of work to save 
a greater quantity of steam by compression than that of which each incre- 
ment severally will yield at least as much useful work done on the piston as 
is expended in compressing it Suppose, for instance, that the steam is cut 
off at one-third, fig. 164, expanded to ff at the end of the stroke, and 
exhausted during the return-stroke, at the terminal pressure ng^, following 
the parallel of back-pressure, gh, when there is no compression at all. At 
the end of the return-stroke the clearance-space, m m', is filled with steam 
of the pressure tn h, and the steam thus saved makes a clear gain, since there 
is no compressive work expended in saving it 

Let the area of the piston be i square inch, the stroke 6 feet, and the 
clearance 7 per cent, equal to .42 foot length of the cylinder. Let the total 
initial pressure be 63 lbs. on the square inch ; and let the steam be cut ofT 
at one-third of the stroke, or 2 feet The steam is admitted for a total 
length of 2.42 feet, and expanded to a length of 6.42 feet, the actual ratio 
of expansion being 1^1:1= j 2.653. The final pressure — at the end of the 

stroke — is 1 ^, ~= ) 23.748, or, say 23.75 'bs. This is also the back-pres- 
sure of exhaust for the whole of the stroke. 

The gross initial work is (63 lbs. X 342 feet=> 15246 foot-pounds, 
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including the passive work in the clearance-space, whidi amounts to 
(63 lbs. X .42 foot — ) 26.46 foot-pounds. The resistance of back-pressure 
amounts to {23.75 lbs. x 6 feet= ) 142.50 foot-pounds. 

foDt-tnundi. 

Gross work. 152.46 x (i+hyp log 2.653, or -9757)= 3oi.*i 

Deduct passive work in the clearance 36.46 

Work for one stroke, with a perfect vacuum 274-75 

Deduct for back-pressure of exhaust 142-50 

Net work 132-25 

The quantity of steam admitted for one stroke is measured approxi- 
mately by the product of the pressure into the period of admission plus the 
clearance, or (63 lbs.x2.42 feet = ) 152.46, The steam saved in the clear- 
ance, at the termination of the exhaust, supposing that there is not any 
compression, is expressed by (23.75 lbs. x. 43 foot = ) 9.98, and the steam 
expended for one stroke is expressed by (152.46 — 9.98 = ) 142.48. These 
expressions for quantity of steam are, it is to be understood, simply relative, 
not absolute, and they are sufficiently approximate, as relative values, for 
present purposes. The same form of expression will be employed for the 
measurement of compressed steam. The ratio of the numerical values for 
the quantity of steam expended to the net work done without compression 

143.48: i3aa5:;» ■■9^^- 
This is the standard ratio with which that of the corresponding values for 
compressed steam is to be compared, under the given conditions for fig. 164. 
Let, now, the exhaust be closed at such distances successively from the 
end of the re turn -stroke, that the pressures in the clearance-space may 
respectively be raised, by compression, to the levels c*,c'",c",c', indicating 
equal increments of pressure. Since compressive action is the simple 
inverse of expansive action, the same principles may be applied for the 
calculation of the work of compression as for that of expansion — assuming, 

each case, that the pressure varies inversely as the volume. The curve of 
compression is, then, hyperbolic; and it may be constructed by the usual 
method. It is only required that the final volume by compression be 
adopted as the initial volume as for the reverse operation of expansion, 
Take the instance in which the pressure in the clearance-space is raised to 
ec', then the rectangle cc'm'm is the initial volume for calculation. The 
lower pressure to which the curve is to be constructed is the exhaust 
pressure mh\ and the distance kg, of the point g\ where the compression 

to commence, from the end of tlie clearance, is — 
63 lbs, X .43 foot _ ^ J j-ggj 
23.75 Ihs. 

and the ratio of compression, or, conversely, of expansion, is 1 -^-= \ 2.653. 

It is, in fact, the ratio of the initial pressure to the back exhaust-pressure, 
and it must be the same as the actual ratio of expansion during the steam- 
stroke, since the two operations — of expansion and compression — takr 
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between the same two pressures. In the same way; other points in the 
curve may be found, and thence the h3rperbolic curve c^' may be con- 
structed. Similarly, the hyperbolic curves, (f'g^\ &c, may be constructed 
for the other pressures in the clearance, mc^\ mif", mc^\ and the points 
of intersection of these curves, with the exhaust-line gh^ at ^', ^", ^, are 
the points at which the exhaust is to be closed, and compression com- 
menced, in the return-stroke, for the required periods of compression 
respectively . The several pressures indicated by the levels at (f\ d'\ ^, are 
equal to die exhaust-pressure mh plus ^ths, >^, and %'^ respectively 
of the upper section of pressure ch^ above the exhaust-lin^ which is equal 
to (63-23.75 -) 39.25 lbs. 

The pressure mc =23.75+39.25 =63 lbs. 

Do. mi' -23.7S + (39.2S x 5s()-53-i* ft 

Do. «W" = 23.75 + (39.25 X >^)<-43-37 

Do. .• «^4=«3-75 + (39-aS^^) = 33.56 

From these pressures the distances of the points g^\ g^^ g^ from A, the 
end of the clearance-space, are found, as before^ together with the ratios of 
compression : — 

h^ ^ 63jba_x^42_ft. ^ J J j^ foQ^. JJ^^J^ ^f compression, 2.653. 
23.75 

23.75 lbs. ^^ 

^^^^, 43-37 X. 42 . ^^^ j^ ^^ jgjjy 

«3-7S 
hg^ = 33 56 X. 42 ^ ^^ ^^ 

23.75 

The hyperbolic curves, (!'^\(!"g"\c^g^ for the initial pressures above noted, 
may be formed as the first curve c^ was formed, and perpendiculars drawn 
from the points of intersection to the base line, meeting it at f^ff^\n"\n^\ then 
the total work of compression for each operation is measured by the area 
comprised between the end of the stroke cm and the respective curve and 
perpendicular meeting at g\g^\g*"tgAr To produce the pressure mc^ for 
example, the total work is measured by the area of the four-sided surface 
mcg'n\ But, inasmuch as the portion of the resisting area below the 
exhaust-line gh remains unchanged whether there be compression or not, 
the only portions of the works of compression that need be brought into 
calculation in the present argument are the extra portions — ^the triangular 
sections lying above the exhaust-line, namely: — 

The smallest triangular area, c^g^hy for the smallest extra pressure, c^h. 
The 2d do. do. (f"f'h, for the 2d da do. c"h. 

The 3d do. do. i'g"hy for the 3d do. do. i'h. 

The 4th do. do. eg' h^ for the 4th do. do. ch. 

The successive differences or increments of areas of work represent the 
increase of works required to produce the successive increments of pressure 
in the clearance-space, thus: — 
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isi increment of work, area Cig^A, for the ist increment of pressure, CfA 
ad do, do. (ad area, minus isl), for the ad do. do. i'" Cf. 
3d do. do. (3d area, minus ad}, for the 3d do. do. c"c"'. 
4th do. do. {4th area, minus 3d), for the 4th do. do. cc". 

It is obvious in the diagram that the hyperbolic increments of work become 
successively greater for producing each increment of pressure, whilst the 
increments of pressure are uniform, and the work of reclaiming the waste 
steam may therefore be carried too far. There is a limit where the extra 
work expended in compressing extra steam, and raising the whole steam to 
a higher pressure, is greater than the extra work that can be restored and 
done by the reclaimed steam upon the piston during the following steam- 
stroke. In short, there is a particular period of compression which conduces 
to the greatest degree of efficiency of the steam in the engine, under given 
conditions of the distribution and the back pressure of exhaust 

It is now required to calculate the areas of the compressive resistance. 
To begin with the case in which the exhaust-steam is shut in at^', fig. 164, 
and is raised to the pressure mc, 63 lbs., in the clearance — equal to the 
initial pressure of the steam during admission. Treating the problem 
conversely, as one of expansion, the initial work is the passive work in 
the clearance, already found, page 395, to be equal to {63 lbs. x. 42 foot = ) 
26.46 foot-pounds; and, by the expression (c), page 383, the whole work 
done during expansion is equal to { 26.46 X hyp log ratio of expansion). The 
. Ay ^1.114 
hli .42 
hyperbolic logarithm is .9757; and the work Is equal to 

26.46 X .9757 = 2S-Sa fool-pounds; 

which is represented by the total area of expansion, so called, meg' n'. But 
the lower section hg'n'm is to be rejected, as already explained, and the 
triangular section chg' alone is to be reckoned as resistance. Since, by the 
property of the hyperbola, the area of the rectangle hn is equal to that 
of the rectangle c'h, — an equality which is apparent on inspecting the 
figure, — it suffices to reckon the area of the rectangle in the clearance, 
measured from the exhaust-line, and to deduct it from the total work just 
found, to find the area of the triangular remainder eg'h, above the exhaust- 
line. The height ch is equal to {cin — km = 6'^ lbs. — 23.75 !bs. = ) 39.25 lbs.; 
and the width A//' = .42 foot; then the area (i:/(X ^^' = 39.25 lbs. x.43 foot = ) 
16,48 foot-pounds. Making the deduction, the triangular area of compressive 
resistance chg' is (25.82—16.48 = ) 9.34 foot-pounds. 

The other triangular areas of compressive resistance are calculated in a 
similar manner: — 

Area of compressive resistance, Ct^igi, .72 Increments 73 

Do. do. f"'%"', 2.76 do. {2.^(>- .72 = ) 2.04 

'"■*f". S'^S do. (5.65-2.76^) a.89 

^V. 9-34 do. (9-34 - 5-65 = ) a-fi-- 



ratio of expansion is - 



= 2.653, ^s already found, of which the 
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The increments of steam reclaimed in the clearance-space have now to 
be determined :— expressed for present purposes by the products of the 
increments of pressure by the length of die clearance^ 42 foot The total 
rise of pressure is, as before stated (63 — 23.75 lbs.s:) 39.25 lbs., and the value 
of the total steam that may be reclaimed under this rise is expressed by 
(39.25 lbs. X .42 foot=) 16.48. One-fourth of this valu^ or 4.12, is the value 
of each increment of steam reclaimed, due to the successive increments of 
compressive work; and the following are the respective ratios of these 
increments, taken in the same form as has already been presented, or the 
steam expended and the net work done during the stroke: — 

ist increment 4.19 to .72 ft.-lb as i to .175. 

2d do. 4.12 to 2.04 ft.4bs. as I to .495. 

3d da 4.12 to 2.89 „ as I to .701. 

4th do 4.12 to 3.69 „ as I to .896. 

Steam expended per stroke, to net work without compression, as i to .928. 

At length, it appears that for each increment reclaimed, the increment of 
compressive work, — even the last and greatest increment, — ^is less compara- 
tively than the net work done by the steam on the piston, in the ratio of 
.896 to .928. From this it would appear that the exhaust-steam might with 
advantage for economy be compressed into the clearance-space to a pressure 
as high as the initial pressure of the steam for admission. 

But, though it appesers that all the four increments may with benefit be 
reclaimed, the proof only amounts to this, that the four are better than the 
three; and it is yet to be determined whether something less than the four, 
and more than the three increments, would not be still more economical 
of compressive work. In fine, by more minutely dividing the interval ch^ 
fig. 164, between the exhaust pressure and the initial pressure, — into ten 
increments, — it is found that at about 8^-tenths of the interval, making a 

total pressure of (23.75 lbs.-h ( — 5- x 39.25 lbs. 1 =) 57 lbs. by compression, — 

the efficiency, so far as it is dependent on compression, attains its highest 
limit, under the conditions of 63-lb. steam, cut off at one-third, in a cylinder 
having 7 per cent of clearance, with a back exhaust-pressure equal to the 
final pressure by expansion. 

The compression-pressure, 57 lbs., amounts to (^^-^ = ) 90 J4 per 

cent of the initial pressure; and it is just 2.4 times the back exhaust-pressure, 
23.75 lbs. The range of compression, including the clearance, is therefore 
2.4 times the length of the clearance; or, deducting the clearance, 7 per 
cent, the net range, or period of compression, is equal to (2.4— i =) 14 times 
the clearance in parts of the stroke; that is, (7X 1.4=) 9.8 per cent of the 
stroke. 

It is easily conceived that the variations of the conditions are endless. 
The author has made several series of calculations, in 
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exemplified, to determine the most efficient periods of compression for vari- 
ous percentages of back-pressure, and for various periods of admission, with a 
clearance 7 per cent of the stroke. The diagram, fig. 165, page 400, has been 
constructed by plotting the results of these calculations. The vertical scale 
is a measure of the periods of admission ; the curve-lines are lines of back- 
pressure ranging from 2j^ per cent to 35 per cent of the initial pressure; 
and the horizontal scale is a measure of tiie periods of compression best 
suited to given periods of admission and back -pressure. Though the 
diagram is specially constructed for a clearance of 7 per cent, it is available 
for determining the periods of compression for other percentages of clear- 
ance; by increasing or diminishing its indications in the ratio of 7 to the 
given percentage. For instance, a clearance of 3 J^ per cent would demand 

only ( ^^= I yi the periods of compression most suitable for 7 per cent; 

and a clearance of 10 per cent would demand (— = ) 1-43 times the 

pression. It is not pretended that the simple proportion of the clearances 
is the exact ratio for the purpose; but, no doubt, it is nearly exact 

The table No. 93 contains a number of values for the periods of com- 
pression, measured from the diagram ; — 

Table No. 93. — Compression of Steam in the Cylinder. 

Best Periods of Compression; Clearance 7 per cent 



com- 



Cut-offin 

Percentages 

of the 

Stroke. 



per cent 
10 

20 

25 
30 

35 
40 

45 

50 

55 
60 

65 
70 

75 



Total Back-prbssusb, in Psrcbntagbs op thb Total Initial Pressure. 



2yi 
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10 


IS 


30 


25 


30 



35 



Periods op Compression, in Parts op the Stroke. 



per cent. 


percent 


percent 


percent 


per cent. 


percent 


percent 


65 


57 


44 


32 
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40 


29 


23 
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22 
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42 
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17 
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39 
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16 
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39 
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13 
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21 


18 


14 


13 
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25 


20 


17 


14 


12 


30 


27 


23 


18 


16 
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12 


27 


24 


21 


17 


15 


13 
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24 


22 


19 


15 


14 


12 


II 


22 


20 


17 


15 


14 


12 


10 


19 


17 


16 


14 


14 


12 


10 


17 


16 


14 


13 


12 


II 


9 



per cent. 



12 
II 
II 
10 
10 

9 

9 
8 

8 

8 



Notes to Table. — i. For periods of admission, or percentages of back-pressure, other than those 
given, the periods of compression may be readily found by interpolation. 

2. For any other clearance, the values of the tabulated periods of compression are to be altered in 
the ratio of 7 to the given percentage of clearance. 
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V. ECONOMICAL EFFECT OF COMPRESSION OF EXHAUST-STEAM. 

Having shown the means of ascertaining the period of compression 
most conducive to economy of action of steam in the cylinder, the effective 
gain that may be realized by such adaptation may be shown by a few 
examples from the two divisions of steam engines, — non-condensing and 
condensing. 

1st Case, Take the case of a locomotive engine, worked by steam of a 
total initial pressure of loo lbs. per square inch, cutting off at 35 per cent 




Fi(. 16s.— Dlignm of Flotud Rcnilti of Cakultdai for Ci 

of the stroke, exhausting into the atmosphere with a back-pressure of 
2yi lbs. per square inch, above the atmosphere, or a total back-pressure of 
iyi4 lbs., or iy% per cent of the initial pressure; having a clearance 7 per 
cent; and a period of compression 21 per cent, according to table No. 93. 
Proportional values will, as before, be used in the calculation. The stroke, 
and also the working volume, consists of lOO parts, and the initial pressure 
of 100 parts. Quantity of steam is expressed by the product of pressure 
and volume, pressure being taken as a measure of density; work is also 
expressed by this measure. To find, first, the work of the steam for one 
stroke, supposing that there is a uniform back-pressure, and no com- 
pression: — The initial quantity of steam admitted is ioox(35-h7 = 42%) 
= 4200; and there remains in the clearance - space, after exhaustion, 
(171^ %X7 % = ) I22yi. The difference of these values (4200— 122}4 = ) 
4077K i^)' '^ *^^ measure of net steam consumed. The inital work, too, is 
expressed by 4200, and the actual ratio of expansion is I — J\J = 1 2.55. 

Uniu. 

Then, total work, 4200 x (i + hyp l<^ *-55 = 1.936 = ) 8 131 

Dtduct, passive work in clearance {100 x 7 = ) 700 

Work for one stroke, with perfect vacuum. 7431 

Deduct work of exhaust-pressure (i7j4 1 100 = ) 1750 

Network 5681 (B) 

Ratio of steam A, to work B, : : 4078 : 5681 : : i : 1.39. 
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THIS Work is intended to provide a comprehensive, accurate, and clearly 
written text-book, fully abreast of all the recent developments in the 
principles and practice of the Steam Engine. 

Written in full view of the great advances of modern times, it expounds 
the underlying principles, and describes the present practice, exemplified 
in the construction and use of modern Steam Engines and Boilers, in all 
their varieties of form: — Stationary, Portable, Locomotive, and Marine. To 
accomplish this the Author has availed himself of the numerous published 
records of investigation and practice — British, American, and Continental, and 
has added thereto the results of his own investigations, based on direct experi- 
mental inquiry carried on during many years. 
The Work is divided into four main sections: 

I. The Principles and Performance of Steam Boilers, 
II. The Principles and Performance of Steam Engines. 

III. The Construction op Steam Boilers. 

IV. The Construction of Steam Engines. 



In carrying out this arrangement upwards of a hundred steam engines and 
boilers are described and illustrated. Chapters are devoted to the principles 
of riveting and the strength of riveted joints, the strength of shells and flat 
plate-surfaces, the resistance of flue- tubes, the equilibration or balancing of 
engines, valve gears, the action of governors, the behaviour of steam in the 
cylinder, and the best proportions for cylinders single and compound. Matters 
such as the advantage of superheating steam, steam-jacketing of cylinders, the 
best ratios for expansive working, the best periods of compression of steam in 
the cylinder are determined ; while the merits of the Woolf Engine versus the 
Receiver Engine, compound engines, triple -expansion, quadruple -expansion 
engines, and other cognate subjects, are fully discussed. 

The eflSciency of steam boilers is fully investigated; — the distribution of 
heat in the boiler, the relative effectiveness of different portions of the heating 
surface, and the best proportions for evaporative performance. The various 
contrivances for effecting complete combustion of fuel and preventing smoke, 
the most suitable conditions for attaining that object, the principles of draught 
and the proportions for flues and chimneys, are fully considered in all their 
relations. The synopsis of contents which follows shows at a glance the 
comprehensive character of the Book. 

The Work is profusely illustrated by above 1300 figures in the text, consisting 
of engines, boilers, details, and diagrams, and by a series of large plates of 
complete Engines and Boilers drawn to scale. 
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Valve and Gear. 

Walschaert's Valve Gear — Brown's Valve Gear — Kitson's Valve Gear — Joy's Valve Gear. 

Corliss and other Valves and Slip Motions : — Inglis and Spencer's Automatic Trip Gear — 
Musgrave's Automatic Slip Motions — Galloway's Automatic Slip Gear — Wood's Auto- 
matic Slip Motion applied to Corliss Valves — Correy's Expansion Gear with Trip 
Motion — Turnbull's Automatic Slip Cut-off Valve Gear. 

Governors. — Hartnell's Governors — ProcU's Governor and Expansion Gear with Trip Motion 
— The "Acme" Governor — The Pickering Governor — Knowles' Automatic Supplementary 
Governor — Pollitt and Wigzell's Collamore Governor Attachment 

The Moscrop Engine Recorder. 

Equilibration of Steam Engines. 

Stationary Steam Engines for General Purposes: 

Horizontal Steam Engines, by Tangye Brothers, Birmingham^, Proell & Scharowsky, Dresden. 
Horizontal Condensing Steam Engines, by Tangye Brothers, Birmingham; Easton and 

Anderson, Erith and London; Marshall Sons & Co., Gainsborough. 
Pair of Horizontal Condensing Steam Engines, by James Simpson & Co., London. 
Horizontal Non-condensing Rider Steam Engine, by Hayward Tyler & Co., London. 
Horizontal Non-condensing Wheelock-Corliss Engine, by D. Adamson & Co., Dukinfield. 
Pair of Horizontal Non-condensing Steam Engines, by Stevenson & Co., Preston. 
The Porter- Allen Horizontal Steam Engine, by the Southwark Foundry and Machine Co., 

Philadelphia. 
The Porter-Allen Horizontal Compound Steam Engine, by ditto. 

The Armington-Sims Horizontal Steam Engine, by Greenwood and Batley, Leeds. 
Horizontal " Express" Steam Engine, by The General Engine and Boiler Co. 
Horizontal Twin-compound Steam Engine, by Galloway & Sons, Manchester. 
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Horizontal Compound Condensing Steam Engines, by Davey, Paxman & Co., Colchester; 

and by J. Warner and Sons, London. 
Tandem Compound Condensing Steam Engine, by Holborow & Co., Dudbridgc. 
Horizontal Tandem Compound Steam Engine, by Spencer & Co., Melksham. 
Horizontal Compound Receiver Steam Engine, by Druitt Halpin^ London. 

Mill Steam Engines: 

Horizontal Condensing Corliss-valve Engine, by Hick, Hargreaves & Co., Bolton. 
Pair of Horizontal Tandem Compound Engines, by John Musgrave & Sons, Bolton. 
Horizontal Compound Corliss Receiver Condensing Engine, by Goodfellow & Matthews, 

Hyde, near Manchester. 
Horizontal Tandem Compound Engine, by Timothy Bates & Co., Sowerby Bridge. 

Punnping Steam Engines: 

Beam Compound Pumping Steam Engines, by Easton & Anderson^ Erith and London, and 

by James Simpson & Co., London. 
Beam Rotative Condensing Pumping Steam Engines, by J. P. Morris & Co.; Jas. Watt & Co., 

Soho and London. 
Horizontal Compound Condensing Differential Pumping Steam Engine, by Hathorn, 

Davey, & Co., Leeds. 
Horizontal Compound Receiver Pumping Engine, by James Simpson & Co., London. 
Horizontal Rotative Condensing Pumping Steam Engine, by ditto. 

Horizontal Compound Pumping Steam Engine, by the Alsatian Society, Mulhouse. 
Pair of Horizontal Pumping Condensing Steam Engines, by Burghardt Brothers. 
Horizontal Pumping Machinery, by Bosisis, Larini, Nathan, & Co., Milan. 
Horizontal Compound Condensing Centrifugal Pumping Engine, by Easton & Anderson. 
Horizontal Compound Condensing Accumulator Pumping Engine, by B. Walker, Leeds. 
The Worthington Compound Condensing High-pressure Pumping Steam Engine. 

Pair of Horizontal Compound Reversing Rail-mill Engines, by Tannett Walker & Co., Leeds. 

Horizontal Steam Engine for Sugar Mills, by W. & A. M'Onie, Glasgow. 

Pair of Horizontal Winding Engines and Drum, by Robert Daglish & Co., St. Helen's. 

Blowing Engines. — Pair of Vertical Condensing Blowing Steam Engines, by Robert Daglish 
& Co., St. Helen's. — Vertical Compound Blowing Steam Engines, for Blaenavon Ironworks. 

Vertical Bramah Engine and Boiler, by Tyler & Howards, Luton. 

Overhead Wall Steam Engines, by Copeland & Co., Glasgow. 

Portable Steam Engines: 

Portable Steam Engines, Single- cylinder and Compound, by J. T. Marshall & Co., Notting- 
ham; by Ransomes, Sims & Jefferies, Ipswich; by John Fowler & Co., Leeds; and 
by Garrett & Sons, Leiston. 

Straw-burning Portable Steam Boilers, by Ransomes, Sims & Jefferies, Ipswich; Garrett & 
Sons, Leiston. 

Semi-portable Undertype Compound Steam Engine, by Hornsby & Sons, Grantham. 

Railway Locomotives. — Tractive Power of Locomotives. 

Single- wheel Express Passenger Locomotive, Great Northern Railway. 
Four-coupled Passenger Locomotive with Tender, by Neilson & Co., Glasgow. 



Four-coupled Express Passenger Locomotives with Tender, Midland Railway; London, 

Brighton, and South-East Coast Railway; and by Sharp, Stewart & Co., Manchester. 
Six-coupled Goods Locomotives with Tender, by Beyer, Peacock & Co., Manchester. 
Six-coupled Goods Locomotive, Mogul type, by Neilson & Co., Glasgow. 
Ten-wheeled Tank Locomotive, by Sharp, Stewart & Co., Manchester. 
American Passenger Locomotive, Chicago, Burlington, and Quincy Railroad. 
Six-coupled Double-bogie Fairlie Locomotive, by Neilson & Co., Glasgow. 
Recent Engines for High-speed Traffic between England and Scotland. 
Compound Locomotives. Fireless Locomotives, by L^on, Francq, and Mesnard. 

Tramway Locomotives. — Condensing Tramway Locomotive, by Merryweather & Sons, Green- 
wich; and by Kitson & Co., Leeds. Worm-geared Condensing Tramway Locomotive, 
designed by Mr. W. Wilkinson. Compound versus Single-cylinder Tramway Locomotive. 

Marine Steam Engines: 

Tandem Compound Engine, by Alfred Holt, Liverpool. 

Semi-tandem Triple-expansion Engines of the * Isa,' by Douglas & Grant, Kirkcaldy. 
Semi-tandem Vertical Triple-expansion Engines of the * Claremont,' by ditto. 

Vertical Triple-expansion Engines of the * Coot' and * Maryland,' by the Central Marine 

Engineering Company, West Hartlepool. 
Forced Draught in Marine Boilers. 
Pair of Vertical Triple-expansion Engines for H.M.S. * Renown/ ' Sanspareil,' and 'Trafalgar,' 

by Humphreys, Tennant & Company, London. 
Pair of Horizontal Triple-expansion Engines for Fast Cruisers, by ditto. 

Two-crank Tandem Triple-expansion Engines by Denny & Co., Dumbarton. 
Vertical Double-compound or Quadruple Engines of the S.S. * Snark,' by ditto. 
Compound Oscillating Engines of H.M.S. 'Sphinx,' by John Penn & Sons, Greenwich- 
Two Pairs of Diagonal Compound Condensing Paddle Engines for S.S. * Serajunge,' by 

Timothy Bates & Co., Sowerby Bridge. 
High-speed Steamers for Channel Traffic. 
Compound Diagonal Engines of the * Calais-Douvrcs,' by the Fairfield Shipbuilding and 

Engineering Co., Glasgow. 
Ocean Passenger Steamers — Latest Developments. 

* City of Paris' Triple-expansion Vertical Engines, by J. & G. Thomson, Glasgow. 
Launch Engines, with the Bremme Gear, by Ross & Duncan, Glasgow. Yacht Engines, 

with Joy's Valve Gear, by Timothy Bates & Co., Sowerby Bridge. The Vosper 

Yacht Engine. 

A Complete Index. 



When reviewing Mr. Clark's " Manual for Mechanical Engineers " 

the '• Engineer" said:— 

" This it the most important vDorh written for mechanical engineers that hxu 
been published for many years. In it are concentratedj videedj the contents of no 
mean libiury. The booh supplies a want long felt by mechanical engineers. It 
constitutes the best volume of reference vnth which we are acquainted. We fiave 
risen from a very lengthened examination of the trork with the conviction that it 
is the most complete and, taken for all in all, the best book of its kind yet 
published." 

The " Architect" said:— 

" The wealth of information contained in Mr. Claries volume becomes simply 
amazing. In fad, the book contains within its thousand pages the pith of hundreds 
of volumes, and represents the most advanced practical knowledge of our time.*' 

The " Leeds Mercury" said:— 

** Its superiority to mx>st similar works previously published is seen in those 
portions where it covers the mme ground as they have already occupied. For here, 
too, the information is of tfie very latest date; and simplicity and clearness are 
gained by new and less complex formulas, and improved statements of working 
rules." 

The "Glasgow Herald" said:— 

" Mr. Clark has brought together, we are safe to say, a greater accumulation of 
engineering data than has ever before been embodied in any single work in the 
English language." 

When reviewing Mr. Clark's work on "Railway Machinery" 
the "Artizan" said:— 

'* Practical men meet generally with so little sympathy in books, that it is no 
wonder they often despise tlvem. Let those who entertain any such idea sit down to 
a perusal of Mr. Clark* s work, and they cannot fail to be convince that it is 
possible for them to be taught and interested at the same time by a writer who is a 
thorough master of his subject, and who, whilst he does not shrink from recording 
his own opinions with firmness and candour, deals cut even-handed justice to all 
alike. Mr. Clark hcts the great merit of combining, in an eminent degree, accurate 
observation with analytical ability.*' 

The '* Practical Mechanic's Journal" said:— 

" The work is very much in advance of any other publication of the kind that 
has gone before it, both as regards originality, breadth, and clearness of treatment. 
Such a icork could be produced only under the heat of enthusiasm, backed by a 
hale and energetic constitution; for under no other conditions could the seemingly 
inexhaustible stock of data which the author has at command Itave been accumu- 
lated:* 

The "Civil Engrineer and Architect's Journal" said.— 

" The work gives such a comprehensive view of railway macfiinery in all its 
details, that the engineer, old and young, can have no better authorify for refei-enoe; 
and live old engineer will benefit by it, because he finds here the examples cf the 
work of his rivals, as well as of his men." 
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